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The  Water  Supply  of  the  City  of  New  York  from 
1658  to  1895. 

1  the  texl, 

ThiB  book  ipvea  a  history  and  dcscriptiim  of  the  water 
works  of  tbe  City  of  New  York  from  the  time  the  first 

fiublic  well  was  Buak  in  1658  to  1895.  It  contaioa  a  very 
uU  account  of  the  design  and  construction  of  the  New 
Croton  Aqueduct  and  Reservoirs.  Details  are  given  how 
this  important  conduit  was  constructed  in  tunnel  through 
eround  varying  in  hardnesD  from  soUd  rock  to  sand  and 
liquid  mud.  The  kind  of  machinery  employed,  the  meth- 
oos  of  tunneling  adopted,  and  the  rate  of  protp'esa  made 
are  fully  described.  Plana,  specifications,  and  cost  pricett 
are  given  for  the  dams,  aqueduct,  fcate-housee,  sluice- 
gates, etc. 

The  Deslsn  and  Construction  of  Dams. 

Including  Masonry.  Pkrth,  Rock-fill,  Timber  and  Stwl 
Structures-  also  the  Principal  Types  of  Movable  Dams. 
Profusely  illustrated  with  203  figures  in  the  text  and  157 
plates,  including  folders  and  half-tones.     4to,  cloth,  S6.00. 

This  book  Is  a  complete  treatise  on  the  design  and  con- 
rrtruction  of  every  kind  of  dam  from  a  small  log  dam  to  a 
high  masonry  structure.  It  contains  a  full  discussion  of 
Ihe  theories  upon  which  the  design  of  dams  is  based, 
practical  details  of  ctHwtruction,  and  full  descriptions  of 
all  important  dams. 

The  Conveyance  and  Distribution  of  Water  tor 
Water  Supply. 

Aqueducts,  Pipe-lines,  and  Distributing  Syatflms.  A  prac- 
tical Treatise  for  Water-works  Engineers  and  SuperintendmtH. 
Illustrated  with  367  figures  and  plates.  8vo,  cloth,  700  pagex. 
S5.00. 
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The  Collection  and  Storage  of  Water  for  Water 
Supply. 

Rainfall  and  run-off  wells,  reserroini.  infiltration  galleries. 
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PREFACE 

Duriog  the  past  fifty  years,  great  progress  has  been  made  in  thQ 
construction  and  operation  of  water  worbi.  Large  aqueducts  and 
reservoirs  have  been  built,  the  efBciency  of  pumping  engines  has  beea 
improved,  and  the  purification  of  water  has  been  greatly  advanced. 

A  number  of  good  treatises  on  water  supply  have  been  published 
during  recent  years,  but  as  they  all  endeavor  to  cover  the  whole  sub- 
ject, they  necessarily  fail  to  discuss  some  parts  in  sufficient  detail  to 
be  of  practical  value  to  the  water  works  engineer  and  superintendent. 

A  complete  treatise  on  water  supply,  including  the  collection  and 
storage  of  water,  its  conveyance  and  distribution,  pumping  engipes, 
water  purification,  and  the  maintenance  and  operation  of  water  works, 
woiUd  require  several  volumes.  Some  of  these  subjects  have  already 
been  fully  discussed  in  separate  treatises,  but  very  little  has  thus  far 
been  published  about  the  distribution  of  water,  the  detection  and  pre^ 
vention  of  waste  of  water  by  means  of  Pitot  tube  gaugings  and  water 
meters;  about  fire  protection,  bigh-pressure  water  systems,  tapping 
machines,  valve-inserting  machines,  water  stage  recorders,  and  the 
many  other  devices  and  appurtenances  with  which  the  water  works 
engineer  and  superintendent  should  be  familiar. 

The  author  has  endeavored  to  cover  these  subjects  in  the  present 
volume.  The  facts  given  were  obtained  by  practical  experience,  ob- 
servation, study  and  correspondence  during  a  service  of  over  thirty 
years  as  one  of  the  engineers  of  the  water  works  of  the  City  of  New 
York;  first,  on  the  construction  of  the  New  Croton  Aqueduct  and 
Reservoirs,  and  later  as  consulting  engineer  of  the  Department  of  Water 
Supply,  Gas  and  Electricity  of  said  city,  which  has  charge  of  the 
maintenance  and  operation  of  the  City's  water  works. 

In  discussing  the  various  appurtenances  and  devicfto  used  on  water 
works  —  such  as  gates,  valves,  hydrants,  water  meters,  water-stage 
recorders,  etc.,  —  the  author  has  described  the  leading  types  and  makes. 
It  is  hoped  that  this  feature,  which  makes  the  book  somewhat  encyclo- 
pedic, will  save  the  water  works  engineer  and  superintendent  much 
time  and  correspondence  when  he  has  occasion  to  consider  the  merits 
(rf  different  makes  of  appurtenances  and  devices. 

The  chapters  on  submerged  pipes,  intake-pipes  and  tunnels  describe 
a  number  of  different  methods  that  have  been  adopted  for  laying  pipes 
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under  water.  This  information,  which  is  given  for  the  benefit  of 
engineers  who  have  not  access  to  large  technical  libraries,  has  been 
condensed  from  articles  contained  in  technical  papers  and  in  the  Trans- 
actions of  Engineering  Societies. 

The  descriptions  of  aqueducts  given  in  Chapter  XV  wera  submitted 
to  the  engineers  in  charge  of  the  different  works,  in  order  to  insure 
accuracy.  For  the  same  reason,  the  chapters  on  the  different  kinds  of 
pipes,  appurtenances,  and  devices  were  sent  to  the  manufacturers  of 
these  articles  to  enable  them  to  correct  errors  and  to  make  suggestions. 
The  chapters  on  Pitot  tube  gaugings,  water  meters,  fire  protection,  etc., 
were  thoroughly  discussed  with  experts  on  these  subjects. 

It  would  make  a  long  list  if  the  author  were  to  mention  here  all  the 
many  engineers,  superintendents,  and  manufacturers  who  have  kindly 
assisted  him  in  the  preparation  of  this  book  by  furnishing  information 
or  by  examining  certain  parts  of  his  text.  To  all  who  have  assisted 
him  in  this  manner  the  author  wishes  to  express  here  his  most  hearty 
thanks. 

It  has  been  the  author's  aim  in  all  cases  to  state  the  sources  of  his 
information  and  to  give  full  credit  where  it  was  due.  If  he  has  failed 
to  do  so,  in  any  particular  case,  he  will  be  glad  to  make  proper  acknowl- 
edgment in  a  future  edition,  if  such  should  be  required,  providing  that 
his  attention  is  drawn  to  the  omission  in  giving  proper  credit. 

The  present  volume  deals  only  with  the  conveyance  and  distribution 
of  water  for  water  supply.  If  it  is  found  to  be  of  value  to  water  works 
men,  the  author  hopes  to  have  a  volume,  which  he  is  now  preparing  on 
"The  Collection  and  Storage  of  Water,"  published  later. 

E.  W. 
June  1,  1918. 
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CHAPTER  I 


1.  Consumption  of  Water.  —  All  plans  for  water  works  for  a  com- 
munity are  baaed  upon  the  existing,  and  probably  future,  consumption 
of  water.  The  quantity  of  water  consumed  daily  per  capita  varies 
greatly  in  different  countries,  and  in  different  communities  of  the  same 
country.  In  Europe  this  quantity  is  much  smaller  than  in  America, 
lai^y  owing  to  the  fact  that  modern  improvements  have  not  been 
introduced  to  the  same  extent  in  the  former  as  in  the  latt«r  country. 

A  great  deal  of  water  is  unintentionally  or  wilfully  wasted  in  American 
cities.  Large  quantities  are,  also,  used  for  industrial  purposes.  Unless 
the  water  consumed  is  subdivided,  according  to  the  different  purposes 
for  which  it  is  used,  no  satisfactory  comparison  can  be  made  between 
the  water  consumptions  of  different  cities, 

Several  associations  of  water  works  engineers  and  superintendents 
have  collected  statistics  of  water  consumption,  subdivided  as  much  as 
possible.*  As  soon  as  some  uniform  system  of  making  reports  of  the 
operation  of  water  works  has  been  adopted,  it  will  be  possible  to  make 
valuable  deductions.  The  Committee  of  the  American  Water  Works 
Association  on  Water  Consumption  has  recommended  that  water  con- 
sumption be  subdivided  as  follows: 

1.  Domestic  consumption,  including  what  is  used  wholly  for  resi- 

dential or  domestic  purposes, 

2,  Non-domestic  consumption: 

(a)   Industrial  use  for  railroad,  factories,  etc. 

(6)   Commercial  use  for  stores,   saloons,   stable.s,   IwarcKng 

houses,  etc.,  including  double  houses, 
(c)   Public  use  for   fire  protection,  street  sprinkling,  sewer 
flushing,  pubhc  buildings,  schools,  fountains,  etc. 
Industrial  use  varies  greatly  in  different  communities,  but  the  daily 
per  capita  consumption  for  commercial  purposes  is  more  uniform.     The 
•  Jour.  New  England  Water  Works  Asboc,  1913,  XXVII,  p.  29;   Proc.  Amer. 
Water  Works  Aaaoc.,  1915,  p.  181;  Report  on  "Twenty-one  Statistical  Summaries 
of  the  Results  of  Operating  Water  Works,"  made  in  1910  by  a  committee  of  tlw 
"  Deut«cher  Verein  von  Gas  und  WasRerfachmanuern," 
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quantity  of  water  used  for  public  purposes  depends  largely  upon  whether 
this  water  is  free,  io  consideration  of  franchise  rights,  etc.,  or  not.  In 
municipal  water  works,  the  keepii^  of  a  record  of  what  is  used  /or  pubhc 
piuposes  tends  to  reduce  the  quantity. 

From  the  data  which  the  above  mentioned  committee  has  collected  in 
1913  to  1915,  Table  I,  showing  the  subdivision  of  water  consumption 

TABLE  I.  — WATER  CONSUMPTION  IN   AMERICAN  CITIES  IN   19U 

(Compiled  from  data  given  in  Proc.  Amer,  Water  Works  Assoc,  1915, 

pp.  183-200.) 
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TABLE  II. —WATER  CONSUMPTION  IN  AMERICAN  CITIES  IN  1912 

(Compiled  from  data  given  in  Journal  New  England  Water  Works  Asaociiktion 

1813,  XXVII,  pp,  34  and  35.) 
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TABLE  in,— WATER  CONSUMPTION  IN  ENGLISH  CITIES  IN  1915-14 

(Compiled  from  data  given  in  "  Water  Works  Directory  and  Statistics," 

1013-14,  London.) 
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TABLE  IV.  — WATER  CONSUMPTION  IN  FRENCH  CITIES* 

(Compiled  from  data  given  by  Debauve  and  Imbeaux  in  "  Diatribution  d'Eau," 

Vol.  ri,  pp.  11  and  12,  Paris,  1905.) 
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TABLE  V.  —  WATER  CONSUMPTION  IN  GERMAN  CITIES  IN  1909-11 

(Compiled  from  data  in  Otto  Lueger'a  "  Wasserveraorgung  der  Stadte,"  Vol.  I, 

second  edition,  pp.  126-129.) 
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TABLE  VI.— WATER  CONSUMPTION  IN  VARIOUS  FOREIGN  CITIES 
(Compiled  from  data  given  in  "  Die  Wasaerversorgung  der  Stidte,"  by  Otto 
Lueger,  Vol.  I,  2d  edition,  1914,  p.  130.  and  from  "  Water  Works  Handbook," 
by  A.  D.  Flinn,  R.  S.  Weaton,  and  C.  L.  Bogert.  New  York,  1916,  p.  549.) 


City 

Counuy 

Yw 

PopuUtioa 

AVBB-IO 

lailyoon- 
pgrapiU 

^loiu' 

iDliWm 

Russia 

Sweden,".'.',!!! 

Norway 

Holland 

Denmark!!!!! 

Auatria 

"     !!!!!!! 

Belgium 

Switzerland.-, 

&>atn 

1913 
1910 
1912 
1910 
1912 
1912 
1912 
1911 
1912 
1913 
1911 
1910 
1910 
1913 
1910 
1910 
1910 
1913 
1910 
1910 
1913 
1911 
1911 
1908 
1908 
1908 
1908 
1908 
1913 
1912 
1912 
1913 
1913 
1912 
1911 
1912 
1912 
1913 
1913 
1913 
1913 
1912 
1913 

2,018,000 

1,335,000 
580,000 
283,000 
771,000 
342,000 
244,000 
566,000 
441,000 
476,000 

2,065,000 
152,000 
78,000 
910.000 
36,000 
312,000 
191,000 
131,000 
132,000 
25,000 
570,000 
542,000 
132,000 
233,000 
599,000 
105,000 
69,000 
61,000 
188,000 
420,000 
705,000 
979,000 

1,109.000 
600,000 
425.000 
125,000 
225,000 

1,000,000 
332,000 

1,252,000 
363,000 
731.000 

1,447,000 

38 
14 
19 
20 
25 
26 
33 
20 
29 
33 
25 
8 
IS 
58 
48 
25 
58 
217 
42 
185 
84 
120 
40 
28 
27 
16 
48 
15 
34 
28 
25 
37 
62 
153 
118 
173 
56 
60 
63 
35 
11 
50 
32 

■144 

77 

Warsaw 

110 

Vienna 

Krakow. . . 

Saliburg...    . 

Bru^ia^... ;:::::::::' 

220 

821 

Geneva 

Madrid.... 

151 

Milan     . 

101 
59 

" 

55 

Greece 

Kgypt 

India.'.'.'.',*!!! 

Cairo 

95 

23S 
579 

Canada 

Brajiil. .!!!!!! 
Argentine 

aSX.v.:; 

Japan 

Winnipeg 

227 

Sao  Paulo... 

132 

189 
121 

Tokio... 

in  a  number  of  communities,  has  been  compiled.  Table  II,  taken  from 
data  collected  by  a  Committee  of  the  New  England  Water  Works 
Association,  nives  the  daily  consumption  per  capita  in  different  cities 
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and  towns  in  the  United  Stat^,  without  subdivisions.  The  daily  per 
capita  consumption  in  En^ish,  French,  German,  and  other  European 
cities,  alnd  in  various  parts  of  the  world,  is  given,  respectively,  in 
Tables  III  to  VI. 

2.  Variations  in  Rate  of  Consumption.  —  In  the  tables  mentioned 
above,  only  the  average  daily  consumption  per  capita  ha^  been  given. 
The  use  of  water  varies,  however,  according  to  the  season,  the  day  of 
the  week,  and  the  hour  of  the  day  or  night  (Figs.  1  and  2).*  There  is, 
therefore,  considerable  variation  in  the  rate  at  which  water  is  con- 

AV.BMLYRATE  OF  WATER  CIINSIMPTIOHM  MOONS  PER  CAPTTA  PER  Otf 
ror  WteK  EndInC    January  90,1910        97.0 
April        2*     ■  39.* 

-        -  •  A«Mt      U     -  49.4 


Fia.  1, —  Hourly  VftriationB  in  Water  ConBumption  in  Fall  River,  Mass. 
(Population,  119,295  in  1910.) 

sumed,  and,  in  designing  water  works,  allowance  must  be  made  for 
what  may  be  the  maximum  monthly,  weekly,  daily  and  hourly  rate 
of  consumption.  These  fluctuations  may  be  taken  care  of  to  a  cer- 
tain extent,  by  the  construction  of  a  distributing  reservoir  of  sufficient 
capacity  —  usually  storing  three  to  ten  days'  supply  —  or,  in  the  direct 
system,  by  a  reserve  pumping  capacity,  but  the  distributing  pipes 
should  be  made  large  enough  to  deliver  about  the  maximum  daily  draft 
and,  at  the  same  time,  as  much  water  as  may  be  needed  for  extinguish- 
ing flres. 

*  Jour.  New  England  Water  Works  Assoc.,  1913,  XXVII,  pp.  90  and  92. 
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TABLE  VII.*  — MAXIMUM  WATER  CONSUMPTION 
MASSACHUSETTS  CITIES  AND  TOWNS,   1910 

FOR 

Populttian 

dJlJ^- 

HBdmum 
pwewtol 

BV«<WB(ort]» 

pcroviU 

Uodthly 

W«kly 

Duly 

Worcester 

145,986 
119,295 
106,294 
104,839 
97,383 
90,062 
85,892 
56,878 
43,697 
39,806 
34,259 
27,834 
27,792 
24,398 
18,650 
16,215 
15,721 
15,308 
15,243 
14,949 
14,699 
14,579 
12,948 
12,383 
12,141 
11,509 
11,448 
11,404 
11,051 
10,536 
9,894 
9,866 
9,562 
9,284 
8,214 
8.066 
8,014 
8,014 
7,338 
7,301 
7,292 
7,117 
6,743 
^390 
6,316 
5,818 
5,777 
5,705 
5,678 
5,641 
5,529 

74 
44 
51 

100 
72 
81 
45 
39 
90 
63 
63 
88 
89 
55 
91 
64 

168 

139 
51 
68 
44 
37 
48 
45 

103 
38 
38 
61 
22 
89 
44 
57 
52 

129 
42 
81 
66 
63 
79 
86 
29 
74 
49 
36 
35 
35 
42 
18 
30 
61 
40 

115 
107 
112 
106 
110 
109 
113 
115 
112 
118 

108 
116 
156 
160 
115 
118 
124 
118 
122 
111 
114 
121 
137 
127 
129 
142 
139 
123 
121 
114 
123 
140 
119 
126 
107 
114 
136 
186 
115 
145 
162 
123 
108 
123 
149 
143 
122 
117 
144 
133 

ii4 

129 
111 
121 
121 
133 
141 
114 
130 
118 
111 
132 
207 
210 
116 
108 
137 
125 
138 
126 
159 
137 
151 
136 
139 
176 
175 
132 
153 
116 
144 
158 
128 
155 
115 
106 
136 
214 

i52 

133 
130 
166 
172 

200 
133 
133 
158 
160 

Lowell 

New  Bedford 

SaJem 

MilfordandHqiedale.     .     . 

Bridgewftter  and  East  Bridgewatcr, . 

177 

Hudaon    

167 

Reading    

189 

253 

v.  Aboo.,  1113,  XXVII.  p.  m. 
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TABLE  Vn.^ Continued 


6,413 
5,282 
5.183 
5,139 
5,026 
4,882 
4,797 
4,36S 
4,211 
3,863 
3.975 
2,962 
2,797 
2,673 
2.310 
2,013 

61 
26 
75 
24 
66 

102 
61 
38 
72 
50 
66 
67 
50 

120 
57 
36 

111 
131 
129 
117 
133 
117 
123 
182 
205 
102 
123 
191 
128 
217 
170 
153 

129 
158 
137 
158 
148 
146 
138 
203 
272 
118 
170 
230 
144 
271 
210 
200 

Manafield 

Foxborough 

North  Brookfield     . 

150 
319 

TABLE  VIII. —  HOURLY   FLUCTUATIONS  IN  RATE  OF  WATER 
CONSUMPTION,  IN  GALLONS  PER  CAPITA 


Locality 

Holyoke, 

Springfield 

Fall  River, 

Hartford, 

WooHBOcket 

Peoria, 

Conn. 

Population . . 

51,000 

87.500 

119.295 

121.644 

38,125 

66,950 

Week  ending. 

Nov.  17, 

Aug.  14, 

Aug.  7, 

Aug.  19. 

July?. 

1905 

1910 

•  1910 

1911 

1910 

Time 

GallociB 

Gallons 

Gallons 

tiallone 

Gallons 

Gallons 

lA.M. 

68 

71 

38 

37 

19 

110 

2 

71 

37 

38 

17 

225 

3 

67 

86 

36 

37 

18 

170 

4 

68 

83 

34 

38 

17 

180 

5 

103 

34 

43 

19 

223 

30 

7 

157 

45 

77 

50 

245 

8 

176 

66 

58 

340 

100 

59 

10 

127 

178 

64 

100 

53 

330 

11 

125 

168 

67 

92 

53 

335 

52 

IP.M. 

123 

173 

64 

82 

49 

330 

2 

125 

65 

88 

54 

350 

51 

4 

117 

153 

62 

82 

48 

335 

5 

109 

140 

58 

82 

48 

330 

127 

54 

75 

49 

428 

7 

97 

118 

50 

71 

43 

426 

8 

97 

107 

47 

67 

38 

451 

43 

59 

30 

300 

10 

85 

87 

42 

56 

26 

220 

11 

77 

80 

41 

50 

24 

268 

12 

74 

75 

40 

43 

20 

Rate  of  con- 

sumption 

Average 

127 

50 

60 

38 

298 

127 

IT-J 

67 

59 

Minimum..,, 

67 

71 

34 

37 

110 

Maximum 
Average 

129 

141 

134 

167 

- 

155 
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Table  VII  gives  the  average  daily  consumption  of  water  in  Massa- 
chusetts cities;  and,  also,  the  maximum  monthly,  weekly,  and  daily 
consumption,  in  per  cent  of  the  average  for  the  year.  According  to  this 
table,  the  maximum  increase  from  the  average  daily  per  capita  consump- 
tion of  the  year  may  be  as  follows:  average  daily,  100;  maximum 
monthly,  100  to  217;  maximum  weekly.  111  to  272;  maximum  daily, 
123  to  368. 

Table  VIII  shows  the  hourly  fluctuations  in  water  consumption  in 
six  American  cities.*  According  to  this  table  the  maximum  hourly  rate 
of  consumption  may  be  167  per  cent  of  the  average  hourly  rate.  If  such 
a  fluctuation  should  occur  on  the  day  of  maximum  consumption  in  the 
year,  which  is  not  probable,  it  might  make,  according  to  Tables  VII  and 
VIII,  the  maximum  rate  of  consumption  615  per  cent  of  the  average  rate. 

In  actual  practice,  provision  for  hourly  fluctuation  in  consumption 
is  made,  as  already  stated,  by  storage  capacity  in  a  reservoir  or  stand- 
pipe;  or,  in  the  direct  system,  by  a  reserve  pumping  capacity.  The 
only  effect  of  the  hourly  variations  will  be,  in  ordinary  cases,  to  reduce 
the  available  pressure  in  the  water  mains. 

From  the  information  given  above,  it  appears  that  the  maximum 
daily  consumption  may  be  as  much  as  three  times  the  average  daily 
consumption.  In  ordinary  cases,  the  increase  will,  however,  be  only 
from  one  to  two  times  the  average  consumption.  As  a  general  rule,  the 
distributing  pipes  should  be  designed  to  deliver  twice  the  average 
quantity  required  per  day,  when  they  deliver  only  wat«r  for  domestic 
and  industrial  consumption.  When  they  have,  also,  to  convey  water 
for  extinguishing  fires,  they  should  be  able  to  deliver  IJ  to  2  times  the 
quantity  required  for  the  average  daily  consumption,  in  addition  to 
what  is  needed  for  extinguishing  fires. 

3.  Water  Unaccounted  For.  —  In  all  water  works,  including  those 
in  which  all  taps  are  metered,  there  is  always  a  difference  between  the 
estimated  quantities  of  water  supplied  and  water  consumed.  This 
difference,  which  may  vary  from  10  to  60  per  cent  of  the  total  supply, 
is  partly  due  to  mistakes  made  in  the  estimated  supply  —  such  as 
erroneous  assumptions  of  the  amount  of  slip  in  the  pumping  engines, 
inaccurate  gaugings  of  the  supply,  under-registry  of  the  water  meter, 
etc.,- — -but  it  is  caused,  also,  largely  by  leakage  from  the  pipe  system  and 
service-pipes.  Where  meters  are  not  used,  leaky  house  fixtures  cause  a 
considerable  loss  of  water.  Of  late  years  efforts  have  been  made  to 
reduce  this  loss  in  a  number  of  water  works  by  pitometer  measurements 
and  by  house-inspection. 

"  Compiled  from  data  pvcn  in  Jour.  Now  England  Water  Works  Asboc.,  1913, 
XXVII,  pp.  86-97. 
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4.  Consumptioa  of  Water  in  the  Metropolitan  District  of  Boston, 
Mass.,  in  1902.  —  For  a  number  of  years,  the  officials  in  charge  of  the 
Boston  Water  Works  gathered  valuable  statiatics  of  the  subdivisions  of 
the  consumption  of  water  in  their  city.  This  work  was  continued  by 
The  Metropolitan  Water  and  Sewerage  Board,  which  was  given  in  1901 
charge  of  the  water  works  and  sewer  systems  of  Boston  and  of  seventeen 
other  adjacent  cities  and  towns.  The  territory  of  this  district  includes 
142.7  square  miles,  and  had  on  May  1,  1903,  an  estimated  population 
of  897,600. 

In  1902  the  Board  ordered  the  water  supplied  to  each  of  the  cities 
and  towns  in  the  district  to  be  measured,  with  a  view  of  apportioning 
the  annual  assessment  among  the  cities  and  towns,  and,  also,  to  deter- 
mine any  improper  use  and  waste  of  water,  that  might  exist.  Dexter 
Brackett*  has  given  a  full  account  of  the  results  obtained  by  these 
investigations  in  the  Journal  of  the  New  England  Water  Works 
Association  (Vol.  XVIII,  pp.  107-160). 

The  distribution  of  the  water  was  measured  by  means  of  49  Venturi 
meters,  8  to  48  ins.  in  diameter,  and  Mr.  Brackett  considered  the  results 
obtained  to  be  acciu*ate  within  2  per  cent.  The  average  daily  consump- 
tion of  water  in  the  whole  Metropolitan  District,  during  the  latter  half 
of  1903,  was  found  to  vary  from-  98,310,800  to  109,080,500  gals., 
which  quantities  were  2J  per  cent  less  than  the  consumption  measured 
by  the  displacement  of  the  pump  plungers  at  the  pumping  stations. 
The  average  daily  consumption  per  capita  for  the  whole  district  varied 
from  108  to  120  gals.  .  In  the  diiTerent  cities  and  towns  of  the  dis- 
trict it  varied  from  31  to  141  gals. 

Investigations  Were  made  to  determine  how  much  water  was  used  in 
the  different  municipalities  of  the  district  for  domestic,  manufacturing, 
mechanical,  trade  and  public  purposes;  also,  how  much  water  was  used 
unnecessarily,  or  wasted. 

6.  Domestic  Use.  —  This  includes  water  used  for  private  stables 
and  for  watering  lawns.  Table  IX  gives  the  use  of  water  for  domestic 
purposes  in  four  communities,  according  to  water  meters,  that  had  only 
been  in  use  for  a  few  years.  The  results  given  in  this  table  ^ree  with 
the  water  consumption  of  other  New  England  towns  in  1902. 

In  tenement  houses  in  the  Metropolitan  District,  the  daily  per  capita 
consumption  of  water  waa  found  to  vary  from  13  to  44  gals.,  as  the 
monthly  rentals  varied  from  S12  to  S50.  The  average  for  all  the 
tenement  houses  was  found  to  be  29.63  gals,  per  capita  per  day. 

*  Dexter  Brackett  was  the  Ei^neer  of  the  Distribution  Department  a!  the 
MetropoUtan  Water  Works  from  1901  to  1907,  when  he  became  Otuef  Engineer  of 
theae  worka. 
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Mr.  Brackett  states  that,  for  thirty  years  preceding  the  above-mentioned 
investigations,  the  number  of  water  fixtures  increased  in  Boston  and 
vicinity  much  more  rapidly  than  the  population,  and  that  it  was,  there- 
fore, likely  that  there  would  be  an  increase  in  the  use  of  water  for 
domestic  purpose,  but  he  thought  that  for  many  years  to  come  this  use 
would  not  exceed  on  an  average  25  gals,  per  capita  per  day. 


TABLE  IX. —  WATER  USED  FOR  DOMESTIC  PURPOSES 
(Acnording  to  water  meter  records.) 


City  or  town 

— — 

GiUlon.pwdw 

Cinlbropwtby 

l«i 

im 

im 

[MS 

,m 

,m 

Belmont 

3,600 
21,100 

6,850 
9,650 

3,000 

22,550 
7,450 

10,250 

63,760 
414,030 
115,000 
147,200 

66.630 
450,160 
143,500 
152,900 

177 
19.6 
16.8 
15.3 

Maiden 

Milton 

20,0 
19.3 

41,200 

44,160 

739,990 

813,190 

18.0 

18.4 

6.  Mechanical  and  Trade  Purposes.  —  The  use  of  water  for  these 
purposes  varies  greatly  in  different  communities.  In  1902  it  varied,  as 
nearly  as  could  be  ascertained,  from  about  12  to  46  gals,  per  capita 
per  day  in  large  American  cities.  In  the  Metropolitan  District  this 
use  of  water  was  found  to  amount  to  about  23.5  gals,  per  capita  per 
day. 

7.  Public  Purposes.  —  This  includes  water  used  for  public  buildings, 
public  fountains,  street  sprinkling,  flushing  water  pipes  and  sewers,  and 
for  extinguishing  fires.  In  1902  the  quantity  of  water  used  for  public 
building  in  the  Metropolitan  District  was  found  to  be  as  follows: 

WATER  USED  IN   PUBLIC  BUILDINGS. 

Gflbruper 

Schools 0.70 

National,  state  and  county  buildings,  metered 0.58 

Hospitals,  aaylume  and  jaila,  metered 0.50 

Churches,  theaters  and  clubs,  metered 0,40 

Public  buildinRB,  other  than  schools,  unmctered 1 ,  GO 

Total  for  public  building 3 ,  78 

The  quantity  of  water  estimat«d  to  be  used  in  1902  for  139  pubhc 
drinkii^  fountains  in  the  Metropolitan  Water  District  averaged  664,640 
gals,  per  day,  equivalent  to  0.74  gal.  per  capita  per  day,  of  the  popula- 
tion supplied.     In  most  of  these  fountains  water  runs  continuously. 
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For  sprinkling  streets  in  1901  in  the  Metropolitan  Water  District 
700,000,000  gals.,  equal  to  2.13  gals,  per  capita  per  day,  were  used. 

It  was  found  difficult  to  make  a  close  estimate  of  the  quantity  of  water 
used  for  flushing  water  pipes  and  aewere,  and  for  extinguishing  fires. 
Although  large  quantities  are  used  occasionally  for  these  purposes,  the 
total  quantity  consumed  during  a  year  is  comparatively  small.  In  the 
Metropolitan  Water  District  it  probably  did  not  exceed,  in  1902,  0.20 
gal,  per  capita  per  day. 

Mr.  Brackett  estimated  the  quantity  of  water  used  in  1902  for  the 
Metropolitan  Water  District  for  public  purposes,  as  follows: 

WATER  USED  FOR  PUBLIC  PURPOSES 

GbIIom  per 

Public  Buildings 3 .  78 

Drinking  and  ornamental  fountains 1 .  00 

-  Street  sprinkling.  , 2. 13 

Flushing  water  pi|)CH  and  sewers  and  extinguishing  fires 0.20 

7.11 

From  the  investigations  made  in  1902  in  the  Metropolitan  Water 
District,  Mr.  Brackett  reached  the  conclusion  that  the  daily  legitimate 
use  of  water  for  inhabitants  in  this  district  should  not  have  exceeded  at 
that  time  about  60  gals.,  subdivided  as  follows: 

Galloiu 

Domestic  use 23.0 

Manufacturing,  mechanical  and  trade  iise 23 . 5 

Public  use 7.0 

55.5 

8.  WiUer  Wasted.  —  As  already  stated,  the  daily  quantity  of  water 
consumed  in  the  Metropolitan  Water  District  in  the  latter  half  of  1902 
amounted  to  108  to  120  gals,  per  capita.  If  only  60  gals,  daily  per  capita 
were  required,  according  to  Mr.  Brackett,  for  domestic,  manufacturing, 
mechanical,  trade,  and  public  purposes,  it  appears  that  about  half  the 
water  supplied  to  this  district  was  wasted  by  leaky  mains,  service-pipes, 
etc. 

9.  The  Water  Coasumptioii  in  the  Metropolitan  District  for  Public 
Purposes."  —  Dexter  Brackett  gives  the  consumption  for  pubUc  pur- 
poses in  Boston  and  certain  other  towns  of  the  Metropolitan  District  in 
1908  as  follows: 

•  Jour.  New  England  Water  Worka  Aseoc.,  1913,  XXVII,  p.  123. 
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TABLE  X.  —  AVERAGE  DAILY  WATER  CONSUMPTION  IN  THE 

METROPOLITAN  WATER  DISTRICT  OF  BOSTON,  MASS., 

IN  1908) 

Boston  (population,  643,810) 


c 

Number 

CMIoDi 

perd«y 

Boston  Prot«ctive  DepRrtment  Wagon  No.  2 
Cemeteries. . . 

""2" 
10 

"15* 

14 
21 

471,000 
3,186,500 
51,784,000 
39,733,800 

0.002 

Colleges 

Metropolitan  Wst«r  and  Sewerage  Board. . . 

Navy  Yard 211,953,300 

V.  S.  Gov.,  Gallupe  Island. .      25,783,600 

0.169 

331,640.800 

8,355,200  1 
8.512,200  f 

361,600 
39,045,000 

State  Prison 19,799,600 

Others 34,677,300 

Schools: 

1.407 

State  Board  of  Health,  Pathological  Labor- 

Street  watering.  Park  D^rtinent 

0.166 

483,080,900 

2.050 

fPoMu  teboolg,  pubUo  buildingi  owned  by  tl»  cdty,  >i 


Somerville  (population,  74,400) 


Conaomera 

Nu»b- 

a^Uota 

"^X" 

Metropolitan  Park  Commission,  Wellington 

162,300 

1,085,300 

543,000 
225,200 

63,912,000 
477,200 

Metropolitan     Sewerage     Works,     Alewife 

National,   State,   or  County  buildings  (ar- 

1 

Street  watering  (estimated  by  street  com- 

Tufts  College,  Metc^  Hail 

66,405.000 

2.439 

(Sobooli  wid  municiiiJ  biuldluiB  in 
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Maiden  (populatio 

n,  42,140) 

CoMtuMn 

1.^^ 

G«aioiu 

%f 

2 
6 

355,300 
653,800 
20,000 
88,100 
1,142,900 
1,161,600 

7,004,000 

53,900 

214,700 

42,468,300 

NatioDul,  state,  or  county  buildings 

20 
2 

Street  watering  (figured  by  cartloads) 

53,172,600 

3.418 

Medford  (population,  21,920) 


Coiui 


Fire  Btatioos 

Metr(^>olitan  Park  Conunission 

Metropolitan  Water  Works,  Glenwood  Pipe 

Yard 

Municipal  Departmenta 

National,  State,  or  County  Buildings 

Public  schools 

Street  watering  (estimated  from  data  fur- 

niabed  by  water  register) 


130,000 
1,334,200 
619,400 


10.  The  Water  Consumption  for  Manufacturing,  Mechanical,  and 
Trade  Uses.  —  In  Boston  and  certain  other  towns  of  the  Metropolitan 
District  this  consumption  was,  in  1908,  according  to  Dexter  Brackett, 
as  follows:* 

•  Jour.  New  England  Water  Works  Assoc.,  1913,  XXVII,  p.  107. 
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TABLE  XI.  — WATER  SUPPLIED  BY  METER  FOR  MANUFAC- 
TURING, MECHANICAL  AND  TRADE  USES,   IN  THE 
METROPOLITAN  WATER  DISTRICT 
Boston,  1908  (populatioD,  643,810) 


a«.u««. 

Number 

GtUoM 

%%' 

24 
02 

*      3  * 

2 

1 

7 

I 

340 

8 

286 

11 

33 

1 

166 

"m" 

71 
2 

18,517,100 

Massachusetts  Breweriea  Co. 
Others 

44,805,200 
161,351,000 

206,156,200 
55,194,900 
2,685,300 
3,986,800 
5,565,400 

190,687,600 

138,178,100 
3,111.700 

428,716,200 
8,617,000 
19,253.500 

114,900,300 

0875 
0  234 

Contractors 

0.024 

0.809 

0.013 

1.820 

Hotels 

0.488 

Touraioe 

7M,720,500 
49,779,400 
154,505,900 
22,679,400 
1,585,399,500 
9,731,500 

1,988,430,900 
42,395,400 
12,306,900 
46,733,600 
216.343.600 
24,968,200 
169,242,500 
1,488,500 
19,605,100 
26,157.600 
246,196,700 
3,366,000 

United  States 

Others 

3.059 

0.656 

Milk  depots 

Oils  and  chemicals 

8 

48 
4 
104 
64 
2 
339 
7 
6 
27 

5 

0.041 

Railways: 

459,997,600 
614,609,200 

45,740,200 
125,866,000 

261,904,700 

477,919,600 

381,500 

2,012,100 

Boston,     Revere     Beach     ft 
Lynn 

N.    Y.    Central    ft    Hudson 
River 

Old  Colony  St.  Ry 

Union  Freight  R.  R 

8.439 
0.180 

0.198 

Stables          

0.718 

0.111 

6.535,621,300 

27,736 
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Somcrville  (population,  74, ■103) 


Na™>,. 

aa..™ 

■5,X" 

7 

2 
2 

1 
8 
43 
2 
10 
I 
5 
535 
I 
2 

3 

57 

913,300 

2,137,800 

668.700 

801,000 

4.730,400 

374,700 

1,765,300 

37.133,000 

750.200 

4,731,800 

112.700 

12,431,000 

10.660.100 

712.100 

0  078 

0.065 

Hotels    

0.174 

0.722 

BoBton&Maine 

14S,788,gOO 
2.9ft4,300 

151,754,200 

5.573 

North  Packing  &  Piy>vision 
Co 

92,847,700 
50,820,600 

43.627,800 

196.206,100 
17,805,200 

N.  £.  Dressed  Meat  &  Wool 
Co 

7.209 

SUbl«3 

452,787,500 

16.628 

Maiden  (population.  42,140) 


c.^„ 

NumbM 

GbIIihu 

rt? 

3 
11 
3 
1 
1 
2 
34 
15 
2 
3 
6 
278 

22 

229,600 
1,302.300 

440,600 

768.200 
10.140,500 
1,828.300 
16.491,200 
1.371,900 
14,731.100 

806,300 
6,093,200 
25,882,600 
3,600,900 
2.460,200 
3,197,700 
44,100 
2,330,800 
66,600 

334.400 

Gas  works 

Hotels,- 

0.052 

8i.SC;:;::::::::::': 

101,138,500 

6,558 
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Medford  (population,  21,920) 


CoiHulnBrs 

n™w 

dlDU 

"„-& 

2 
2 

8     ■ 

7 

1 

2 
131 
2 
2 
13 

2,375,500 

5.034,500 

3,192,800 

845,000 

640,400 

955,800 

1,155,100 

3,S47,900 

19,720,400 

12,723,300 

2.107,100 

0  480 

Stables 

0.263 

52,597,800 

8.556 

u  of  tba  HMnpoliten  Dutrist  ■ 


11.  The  Water  Consumed  in  Public  Schools  and  for  Street  Sprink- 
ling was,  in  the  Metropolitan  District  of  Boston  in  1901j  as  follows: 


TABLE  XII. 

-WATER  USED  FOR  SCHOOLS  AND  STREETS  IN 
METROPOLITAN  DISTRICT- 

.wo 

School. 

City  or 

Y«r 

IV  pupil 

Per  inhabitant 

I»r^ 

1901 
1902 

1899 

"'6!96' 
6.22 

"2!2r 
4.02 

6.48 
0.41 

1,47 

Chelsea 

1.12 

1901 
1901 

0.17 
0.33 

1.87 

1901 

6.56 
"6!29 

0,53 

5.87 

1.43 

0.96 

1899 

0,46 

3.67 

•  Jour,  N'aw  Encluid  Watw  Works  Asaoc,,  1913.  XXVIt,  p.  1!I. 

12.  Water  ConsumpHon  in  P-ublic  Schools  of  Syracuse,  N.  Y.  — 
The  quantity  of  water  consumed  daily  per  pupil  during  three  months  of 
1903  was  as  follows: 
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TABLE  XIII,  — WATER  CONSUMPTION 
OF  SYRACUSE,  N.  Y 

IN  PUBLIC  SCHOOLS 

School 

:sL 

P««pita 

iasHlloD. 

M^h 

^il 

May 

1.  Jefferson 

314 
304 
481 
434 
826 
574 
522 
414 
318 
428 
412 

86 
42S 
388 
778 
352 
529 
358 
439 

81 
471 
650 
353 
605 
1267 
665 

10 
523 
259 
294 
257 
348 
224 
868 

17,8 
22,2 
5,4 
5.1 
4.1 
9,4 
16.2 
9,1 
2,3 
12.8 
6  0 
397  0 
110.0 
5.6 
4.5 
33.0 
40.7 
20.9 
35.3 
188,8 
5,1 
21.6 
3.5 
44.6 
8.9 
26.3 
22.3 
7.5 
16,8 
35.6 
32.1 
25.9 
8.4 
5.3 

21.1 
25  2 
5,7 
6,6 
3.5 
9,2 
15,3 
8,0 
4,2 
14,2 
3,2 
381,0 
114,0 
6,1 
4,5 
33.5 
39,4 
20,0 
30,9 
190.0 
4,1 
16,7 
2,9 
31.2 
9,4 
23.6 

9^2 
24.3 
17,9 
32,8 
21.4 
14.5 

4,1 

24.1 

4.  Garfield 

7.   Clinton 

10.    Fraser 

11,0 

13.  May 

22  5 

17    Madison 

19.  Washington  Irving 

20.  Willard 

22,6 

25.  New  High  School 

32.  Danforth 

13.  Consumptioii  Based  upon  Area  of  Floor  Space.  —  In  small 
communities  estimates  of  the  probable  consumption  of  water  are 
properly  based  upon  the  resident  population.  For  larger  centers  of 
population,  the  quantity  of  water  required  for  industrial  and  com- 
mercial uses  may  affect  considerably  the  average  daily  per  capita 
consumption. 

In  important  cities  there  is  often  a  large  transient  population,  con- 
sisting of  people  who  come  to  the  city  for  their  daily  work,  but  who 
reside  in  neighboring  villages  or  towns.  The  water  used  by  these  people 
is  usually  charged  in  water  works  statistics,  for  lack  of  definite  infor- 
mation, to  the  resident  population,  whose  average  daily  per  capita 
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consumption  is  thus  often  largely  increased.  It  is  difficiilt  to  estimate 
the  transient  population  in  a  city,  but  it  is  comparatively  easy  to 
figure  the  floor  space  in  a  city,  occupied  both  by  the  resident  and  the 
transients  in  residences,  hotels,  offices,  tenement  houses,  etc.  For  this 
reason,  estimates  of  the  probable  consumption  of  water  in  a  large  city 
can  be  more  correctly  computed  on  a  consumption  per  1000  eq.  ft.  of 
floor  space,  than  on  a  daily  average  per  capita  consumption,  based 
upon  the  resident  population. 

The  former  plan  was  adopted  by  the  Board  of  Water  Supply  of  the 
City  of  New  York,  in  studying  how  the  water  supply  from  the  Catskill 
Mountains,  obtained  in  1905  to  1917,  should  be  distributed  in  the  differ- 
ent boroughs  of  Greater  New  York.*  Measurements  of  the  consump- 
tion in  different  parts  of  the  city,  which  were  made  in  1902-3,  before 
efforts  had  been  made  to  reduce  the  waste  of  water,  showed  that  the 
daily  per  capita  consumption  vaned  from  37  to  860  gals.  Gaugings 
made  in  1911  in  the  borough  of  Manhattan,  the  principal  part  of  the 
city,  gave  the  per  capita  consumptions  cont^ned  in  the  following  table: 

TABLE  XIV.  —  OAUOIXOS  OF  1911  IS  BOROUGH  OF  MANHATTAN 


NaoldbtrlH 

3EJ|Sl 

■S.tT' 

Couump. 

2.  AUclasseB 

11.44 
29.48 

22.18 

12-74 
8,28 

14.82 
13.38 
13.66 

230,500 
204,557 
186,990 

138,800 
84,580 

173,000 
169,100 
209,393 

50 
144 

3.  High  claaa  ^artment  and  residence 

4.  High  class  apartment,   residences  and 

lis 

98 

6.   High  claas  apartment,  residenceB,  teno- 

8.  All  classes 

65 

The  en^neers  of  the  Board  of  Water  Supply  of  New  York  made 
estimates  of  the  floor  space,  including  basements,  contained  in  different 
districts  into  which  they  divided  the  city.  The  daily  water  consumption 
in  the  different  districts  was  found  to  vary  generally  only  from  150  to 
300  gals,  per  1000  sq.  ft.  of  floor  space  —  a  much  closer  agreement  than 
when  the  consumption  is  based  upon  the  resident  population.  This 
method  may,  doubtless,  be  used  to  advantage  in  other  large  cities. 

14.  Changes  in  Population.  —  In  making  plans  for  the  water  supply 
of  a  community,  the  engineer  must  not  only  consider  the  existing  popu- 
lation, but,  also,  what  it  will  probably  be  at  some  future  period  —  usu- 


•  Proc.  Amer.  Water  Works  Assoc.,  1912,  p.  35. 
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ally  taken  twenty  to  thirty  years  after  the  installation  of  the  worlra. 
The  probable  chai^  in  population  can  be  estimated  from  census 
reports,  when  they  are  available,  and  from  the  experience  of  other 
communities  of  about  the  same  size  and  similarly  situated.  The 
estimates  of  future  population  may  be  made  by  mathematics  or  graphi- 
cally. If  the  former  method  is  adopted,  the  change  in  population  can 
be  assumed  to  be  a  constant  number  for  each  year  of  the  period  under 
consideration,  or  a  fixed  percentage  of  the  preceding  year  for  each  year 
of  the  period;  in  other  words,  the  increase  or  decrease  in  population 
may  be  assumed  to  form  an  arithmetical  or  a  geometrical  progression. 
In  the  former  case  the  population  {P)  at  a  number  of  years  («)  after 
the  installation  of  the  works  can  be  computed  by  the  following  formula, 
in  which  A  is  the  population  when  the  works  are  installed,  and  a  is  the 
probable  annual  increase  or  decrease  in  population,  fixed  by  a  study  of 
the  preceding  years: 

P  =  A±mi.  (1) 

If  the  change  in  population  is  assumed  to  follow  a  geometrical  pro- 
gression, the  population  at  n  years  after  the  completion  of  the  works 

P  =  Ai\  +  0.01  p)  n  (2) 

where  p  is  the  assumed  per  cent  of  increase  or  decrease  per  annum. 

A  graphic  representation  is  often  used  for  estimating  the  probable 
changes  in  population.  Whatever  method  is  adopted,  careful  attention 
must  be  paid  to  changes  due  to  special  conditions,  such  as  the  annexation 
of  subiu'bs  by  a  city,  the  estabfishment  of  an  important  industry,  etc. 

In  designing  water  works  for  a  large  community,  the  engineer  has  not 
only  to  study  the  increase  or  decrease  in  population  of  the  city  or  town, 
as  a  whole,  but  he  must,  also,  investigate  what  changes  in  population  are 
likely  to  occur  in  the  different  parts  of  the  community.  For  example, 
that  part  of  Greater  London  known  as  "the  City  of  London,"  which 
contains  a  little  over  a  square  mile  in  area,  has  been  steadily  losing 
resident  population  for  more  than  a  century,  as  will  be  seen  by  the  follow- 
ing figures: 

In  1801  the  population  of  "the  City  of  London" 'was  28,130 
In  1902  the  population  of  "the  City  of  London"  was  26,920 
In  1911  the  population  of  "the  City  of  London"  was  19,657 

This  decrease  in  resident  population  is  due  to  the  fact,  that  as  faciliticd 
in  transportation  increased,  the  citizens  moved  to  the  suburbs,  leaving 
the  "old  city"  for  business  purposes.  As  far  as  water  consumption  is 
concerned,  the  demand  became  greater,  owing  to  the  large  transient 
population  in  the  business  districts. 
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In  some  communities  the  natural  growth  in  population  is  diminished 
by  a  reduction  in  the  birth  rate.  Thus,  while  the  population  of  the 
City  of  Munich,  Germany,  increased  from  490,000  in  1900  to  590,000  in 
1910,  there  was  a  steady  reduction  in  the  birth  rate  from  37  per  100 
inhabitants  in  1900  to  24.3  per  100  inhabitants  in  1910.* 

From  what  has  been  said  it  is  evident  that  the  growth  in  populations 
does  not  follow  mathematics]  laws,  and  requires  careful  study. 

*  Otto  Lueger's  "WsBBerverBorKung  der  StBdte,  "  Vol.  1  (^id  edition),  p.  110. 
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FLOW  OF  WATER  IN  AQUEDUCTS 

16.  Aqueducts.  —  In  its  broad  sense,  the  word  aqueduct  includes 
all  kinds  of  channels  in  which  water  can  be  conveyed,  such  as  ditches  or 
canals,  lined  or  unlined;  Sumes,  built  of  wood,  masonry  or  metal  plates; 
masonry  conduits,  closed  or  uncovered;  tunnels  or  pipe-lines.  The 
same  formulas  for  determining  the  flow  of  water  may  be  used,  with 
proper  modifications,  for  all  kinds  of  aqueducts.  For  convenience,  we 
shall  discuss  the  flow  of  water  in  pipes  in  a  separate  chapter,  and  shall 
devote  the  present  one  to  the  other  kind  of  conduits. 

16.  The  Chezy  Formula.  —  In  1775  the  French  engineer  Chezy 
proposed  the  following  formula  for  the  flow  of  water  in  open  canals: 

«^-^-0,  (3) 

where  o  =  area  of  canal; 
h  =  total  fall; 
I  —  length  of  canal; 
p  =  wetted  perimeter; 
c  =  a  constant,  found  by  experiment 
V  =  velocity  per  second. 

<T 

slope,  and  puttii^  r,  the  mean  hydraulic  radius,  for  -,  we  obtain  the 
Chezy  formula  as  it  is  generally  written,  viz.: 

t  =  c  Vra.  (4) 

This  formula  has  been  used  extensively  for  the  flow  of  water  in  rivers, 
canals,  pipes  and  aqueducts.  The  coefficient  c  varies,  however,  with  r 
and  e,  and,  also,  according  to  the  roughness  of  the  wetted  perimeter. 
The  value  of  c  has,  therefore,  to  be  found  empirically  for  every  particu- 
lar class,  size  and  slope  of  conduit. 

17.  The  Kutter  Formula.  —  Various  improvements  in  the  Chezy 
formula  have  been  suggested.  The  formula  proposed  by  the  Swiss 
engineers  Ganguillet  and  Kutter  in  1869,  based  upon  a  careful  study 
of  all  experimental  data,  which  were  then  available,  is  used  very  much 
for  flow  of  water  in  open  canals,  aqueducts  and  pipes.    This  formula, 
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which  is  called  in  the  United  Ststes,  for  brevity's  sake,  the  Kutter 
formula,  is  as  followa : 


-(-«-^)^ 


v^, 


(5) 


where  n  =  coefficient  of  roughneas,  depending  upon  the  nature  of  the 
wetted  perimeter. 
The  following  table  gives  values  of  n,  found  by  experiments: 

TABLE  XV.  —  COEFFICIENTS  OF  ROUGHNESS  n  IN  THE  KUTTER 
FORMULA 


DwiptioD 

lidd. 

- 

Opencha 

nelw 

,  new 
rivo 

th  unifonn  croas-soctions 

PUned  timber 

Neat  cement 

Unplaned  timber.... 

0.009 
O.OIO 
0.012 

Rubble  maaonry 

Firm  gravel 

Ordinary  earth 

Earth  with  stonea, 

0.017 
0.020 
0.025 

Large  pipi 

Earth  or  gravel  in 

bad  condition 

Cast  iron 

0.035 

Cast  iron  or  wood,.. 

ted 

0.0140 

Of  late  years  a  great  many  experiments  have  been  made  on  the  flow 
of  water  through  various  kinds  of  channels  and  pipes.  Many  values  of 
n  for  use  in  the  Kutter  formula,  based  upon  these  experiments,  are 
given  by  Etcheverry.*  The  following  tables  have  been  prepared  from 
these  data: 

*  "Irrigation  Practice  and  Engineering,"  by  B.  A.  Etcheverry,  Vol.  II,  pp. 
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I.   For  Vnlined  CaaaU  in  Earlk  or  Rock 


Mitarial  of  tBOal  bed  mid  ildM 


-I- 


1.  Indurated  clay,  brule  clay,  or  soft  shale a        0,0150 

2.  Co&ted  with  a  heavy  laver  of  silt  or  sediment i      a         0.0160 

3.  Stiff  tenacious  cl&y;  volcanic  ash  soil,  hardpan '       b         0.0175 

4.  Clay  loam:   worn   smooth  adobe:    drm  sandy  coarse  soil;  I 

cemented  gravel;  compact  Bmali  gravel '       c 

5.  (a)   Sandy  and  clay  loam  soils;  volcanic  ash  soils d 

(6)  Newlv  cleaned,  plowed  and  harrowed i  .... 

0.    (a)  Mixed  compact  gravelly  soil  or  gravel,  varving  up  to  ; 
about  3  IDS.  in  diameter;   loose  sandy  soils,  forming  ' 

sand  dunes  or  ripples  on  the  bottom c 

(6)  In  sandy  loam,  or  clay  loam / 

(e)  Loose  slate  or  shale  rock,  with  projections  3  to  6  ins 

7.  (a)  Loose,  large  sixe  gravel  up  to  6  ins.  in  diameter;  disin- 

tegratcarock  or  rough  hardpan,  with  small  scattered  , 

fragments 

(b)  Earth  below  average  fair  conditions ,      g 

8.  (a)  Rough  gullied  hardpan,  with  eroded  irregular  cross-sec- 

tion, blast  holes;    seamy  granite,  or  broken  slate. 

with  projectioDs  of  3  to  12  ins 

(6)  Earth  in  poor  condition h 

9.  (a)  Earth  in  poor  condition '       i 

(b)  Large  siie  loose  gravel  and  cobbles '       i 

10.  (a)  Roi^  scoured  beds,  cross-section  about  half  filled  wiUi 

aquatic  plants j         0,0400 

(b)  Uneven  surfaces  of  loose  large  size  cobbles '   0.0400 

(c)  Grass  and  brush  slopes i  0,0400 

11.  Bottoms  entirely  covered  with  dead  raoss,  or  entirely  gra.sn- 

lined i  . . . .       0.0600 

12.  In  very  poor  condition i      k        0.0750 

13.  In  extremely  bad  condition i  0.1000 


I.  Id  amllent  mnditioH,  with  wall  cndtd,  nDootb  luHuai,  or  warn  dnootb  by 

■  IB  liim  mnd  rvpiUr-  ^licnraflat;  tnt  Irom  ^Lnd,  inval.  pabblH  mod  vagatatioD. 

y.  lb  Asod  oonditioQ,  with  wbU  iraded,  Boiooth  lurfua^   uni 

Dk  Inafnnn  fnvsl,  cobblaa,  pebblea.  sod  vii;«tHtiaa. 

;.  In  lood  avanca  omditiDn;   uniform  sroaHactioD  mid  nfular  Blifni 


LO.lLj'fr. 


ni«d  V 


r*  noAlL  flobblBs;  fvwAC[ua 


lairly  ncuLMT  ^iAomaDt;  aoull  amouiit 
thin  flrowtb  of  cms  along  odiaa  and  a  Little  mooa. 
rafBiB  lair  aondilioD;  vavimi  banks  with  vaisuiian  in  tha  itullaw  watar  mar  cb*  adcM. 
littls  balow  araraca  Eair  oonditioa;  with  ovarhantini  Kiddad  basin,  root!  or  waadi  alOB|  tb* 
m.  trailini  io  th«  waMr. 

I.  Variatiana  in  enMa^actioa  with  arodad  indanUtioiu  on  the  lidaa,  and  aitber  with  natlared  rooka 
L  few  oobblea  or  k»ae  [ravel  on  the  ixttonu;  or  with  aonaidarabla  waedaor  veiatationoQ  the  etoplot 


/.  Ii 


v^atation  on  the 
t.  Thick  vecaiati 


th  few  iKiuatu:  planta  and  m 
banka  tmiling  in  (ha  water 


a  on  tha  bed  and  overbaofinc  tnilini  waedi, 
and  deoaa  irowth  ot  aquatio  planta  on  the 
la,  KslMied  willowa.  and  (nilinc  coon,  with 
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//.  Concrett-lined  CnnaU 


KiwloCUDlnc 

Condi- 

" 

1.    (o)  Lining  with  emooth  hard  mortar  finish  like  side-walk 

a 
a 

(b)  Wet  mortar  poured  between  forms  of  matched  himber, 

and  painted  or  troweled  smooth  with  cement  mortar. 

2.    (a)  Lining  built  of  separate  sectioas  or  alaba  cast  in  Bteel 

0.012 

(6)  Lining  built  without  forma,  but  acre&ied  with  rich  grout 

3.   Lining  built  with  forms  and  partly  troweled  or  floated  with 

4.   Lining  built  without   forms,  acreeded   to  true  surface  and 

O.OU 

5.  Lining  built  with  forms  of  planed  lumber,  partly  roughened 

6.  Lining  built  with  forms  of  rough  lumber,  no  other  finish 

7.  Lining  built  without  forms,  rough  construction,  with  wavy 

0.016 
0  017 

8.  Lining  as  in  (7),  but  with  considerable  sand  or  gravel  in  the 
bottom,  or  as  in  (5)  and  (6),  with  slime  or  moss  deposit. . 

0018 

1  aurvefl  tor  velocitiea  eioaedinA  4  ft.  p 


nd.  and  flat  bqand  curvM  lar  vabci- 


///.   Wooden  Flume» 


Kiiul  ol  material 

Condi- 
lion 

„ 

1.  Lined  with  new  surfaced  lumber,  in  excellent  condition 

2.  Lined  with  new  surfaced  lumber,  in  excellent  condition 

3.  (a)  Lined  with  surfaced  lumber  in  average  good  condition; 

b 

d 

0.0115 
0-0125 

(6)  Lined  with  rou^h  lumber,  worn  smooth  by  sediment 

" 

7.   Lined  with  wood,  floor  neatly  covered  with  sediment,  sand 
gravel  or  scattered  rocks;  or  with  considerable  slimy 

0  020 

at  cbanc*  in  alifm 


pnijecdiic  OBulkioi;  tUiuiht  align- 
lat  by  imall  angles,  or  stt^ht  with 


d.  Loogitudina]  boorda;  smooth  I 

b.  Slightly  inlarior  to  (a),  or  frith 
smooth  ooat  of  Car;  dd  ailt  or  dapoai 
e.  Straiaht,  no  ailt  or  deposit- 
4.  Over  10  yaanold.or  Hith  aumaniuschaDguiD 
(iOOIl-DclaHI.  oTwithddtraoivsrMBooriDi. 

I.    Sn  worn  amooth,  or  nilh  maoy  abort  tangeata. 

In  all  nan  whtn  them  ia  a  depowt  oF  asad.  gravel,  oobblu  or  roek.  ibe  Talue  of  ■  pven 


made  by  iharp  anglw  vi 
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FORMULAS  FOlt  FLOW  OF  WATER 

IV.  Semi-circuiar  Skeet  SUel  Flumet* 


KiDdolliidiit 

Numbwol 

"'^Z^^'^ 

valiMori 

1.  CouDtcrBunk  iointa,  fluah  with  inner  aurfacc 

2.  With  projecting  bands  or  riba  at  each  joint. . 

3.  With  projecting  bands  or  riba  at  each  joint.. 

4.  With  projectinf;  bands  or  ribs  at  each  joint . . 

8 
4 
4 
S 
3 

1,66-6 

Under  2 

2.00-3.50 

4-6 

1-91 

0.0115 
0.013 
0.016 
0.018 
0.022 

*  No  «ilt  or  Hdinuint  on  tbs  lii 


While  the  Kutt«r  fonnula  is  quite  complicated,  its  use  can  be  much 
facilitated  by  diagrams  and  tables.  It  is,  also,  used  in  the  following 
simplified  form,  in  which  b  =  coefficient  of  roughness,  varying  from 
0.12  to  2.44.     For  ordinary  brickwork  b  =  0.35. 

(6) 


18.  The  Bazin  Fonnula.  —  In  1865  the  French  engineer  Bazin 
proposed  a  fonnula  for  the  flow  of  water  in  open  channels.  In  1897  he 
improved  this  formula  to  agree  with  the  additional  experimental  data 
which  were  then  available.  The  improved  Basin  formula  is  as  follows: 
87 


[100  VTI  ^ 


0.552  + 


v/7 


Vrs 


(7) 


where  m  =  coeflScient  of  roughness. 

This  formula  is  simpler  than  Kutter's,  and  is  independent  of  the  slope. 
The  following  table  gives  values  of  m  to  be  used  in  the  Bazin  formula. 


TABLE     XVII.  —COEFFICIENT  OF  ROUGHNESS  r 
FORMULA 

n  FOR  THE  BAZIN 

NitunD[i>b>D»Mimn« 

- 

Ashlar  good  rubble  maaonry  or  poor  brickwork 

0,16 
0.46- 

19.   Dr.    Lampe's    Formula.  —  For   conduits   hned    with    smooth 

concrete  or  brickwork,  this  formula  gives  good  results.    It  is  as  follows: 

p  =  167.89  r<^»»s*w«.  (8) 

This  formula  agrees  very  closely  with  the  gaugings  made  in  the  New 

Croton  Aqueduct,  which  is  a  brick-Uned  conduit,  having  a  horseshoe 
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section,  equivalent  in  Bowing  capacity  to  a  circular  section  of  14  ft. 
diameter.  For  ttie  greater  part  of  ite  length,  the  conduit  is  built  on  a 
grade  of  0.7  ft.  per  mile,  and  ia  not  under  pressure. 

20.  Maziinum  Permissible  Velocities  in  Conduits.  —  Moat  waters 
that  are  conveyed  in  conduita  carry  at  times  more  or  less  sand  or  silt  in 
suspension,  and  wash  gravel  or  stones  along  their  beds.  If  the  velocity 
of  the  current  is  too  small,  sediment  is  deposited  in  the  bottom  or  on  the 
sides  of  the  conduit.  If  the  velocity  is  too  great,  the  matter  suspended 
in  the  water  or  washed  along  will  erode  the  bottom  and  sides  of  the  con- 
duit. The  channels  should,  therefore,  be  so  designed  that  the  velocities 
of  the  currents  will  be  kept  within  certain  minimum  and  maximimi  veloc- 
ities. 

Sedimentation  will  not  take  place  to  any  extent,  where  the  mean 
velocity  of  the  current  is  about  2  to  3  ft.  per  second,  and  such  a  velocity 
wiU,  also,  prevent  the  growth  of  aquatic  plants  in  the  water  channel. 
The  Following  table  gives,  according  to  Etcheveny,*  the  maximum  mean 
velocities  which  are  safe  against  e 

TABLE  XVIII.- 


BUurkl 

MMDvtlocityinfMt 

Very  light  loose  sand 

Coarae  sand  or  light  sandy  soil 

1,00-  1,50 
1.50-2.00 

S."dyloZ               

Coarse  gravel,  cobbles,  shinies 

ConslomerateB,  cemented  gravel,  soft  slate,  tough  hardpan, 

5.00-  6.00 

21.  The  Flow  of  Water  through  Covered  Masonry  Conduits.  — 
The  formulas  given  for  open  channels  can  be  used  for  covered  masonry 
conduits,  but  when  the  conduit  is  under  pressure,  the  value  of  s  must 
be  determined  by  dividing  the  total  available  head  between  any  two 
given  points  by  the  length  of  the  conduit  between  these  points,  measured 
along  the  axis  of  the  conduit. 

When  the  conduit  is  not  7i7ider  pressure  —  that  is,  when  the  water  sur- 
face is  always  below  the  crown  of  the  cover  —  the  maximum  discharge 
occurs  when  the  conduit  is  not  quite  full,  as  proved  on  page  33. 
*  Etcheverry'a  "Irrigation  Practice  and  Engineering,"  Vol.  II,  p.  57. 
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Maximum  Discharge  of  a  CirctUar  Gravity  Conduit.  —  In  Fig.  3, 
the  conduit  ttot  to  be  under  pressure, 


A  =  water  area; 
p  =  wetted  perimeter; 
r  =  radius  of  the  conduit; 
6  •-  central  angle  subtended  hy  water  siu-- 
face. 


A  = '^l{2w  -  0)  +  BiuB]. 
p  -  r  (2i 
The  hydraulic  radiua 


e). 

A  _  r(2  T  ~  0)  +  sin  $' 


Flo.  3. — Maximuia  Di»- 
chftrge  of  a  Gravity 
Aqueduct. 


L.p 


(9) 


Applying  the  differential  calculus,  we  find  that  the  hydraulic  radius, 
and  consequently  the  discharge  of  the  conduit,  will  be  a  maximum  when 
fl  "  51°  48'.  The  maximum  theoretical  flow  in  the  circular  conduit 
will,  therefore,  occur,  when  the  depth  of  water  =  1.899  r,  or,  practically, 

when  the  water  surface  is  j=  from  the  crown  of  the  intrados  of  the  arch. 

Owing  to  disturbing  conditions,  such  as  eddies  in  the  water,  adhesion  of 
the  water  to  the  wetted  perimeter,  slight  irregularities  in  the  masonry 
lining,  etc.,  formula  (9)  will  not  always  be  found  to  be  absolutely  correct 
in  practice. 
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CHAPTER  III 

FLOW  OF  WATER  THROUGH  PIPES 

23.  Flow  of  Water  through  Circular  Orifices.  —  When  water  flows 
through  a.  vertical  or  horizontal  circular  orifice  in  a  thin  wall,  it  contracts 
first,  and  then  expands,  as  shown  in  Fig.  4.  The  jet,  where  it  has  its 
smallest  diameter,  is  called  the  contracted  vein  (vena  contracta). 
Numerous  experiments  have  been  made  to  determine  the  area  of  the 
contracted  vein  and  its  distance  from  the  inner  surface  of  the  wall  in 
which  the  orifice  is  made,  and  the  discharge  of  the  jet.  The  distance 
from  the  inner  surface  of  the  wall  to  the  contracted  vein  is  usually  0.50 
to  0.80  of  the  diameter  of  the  orifice,  and  the  mean  value  of  the  discharge 


L 


Fio.  4.  —  Flow  of  Water  Through  a  Circular  Orifice. 

is  about  0.62  of  the  theoretical  discharge.    The  discharge  from  the  orifice 
may,  therefore,  be  expressed  by  the  following  formula: 

Q  =  CA  V2gH,  (10) 

where  Q  =  discharge,  in  cubic  feet  per  second; 
A  =  area  of  the  orifice,  in  square  feet; 
C  =  coefficient  of  discharge  =  0.62; 
H  =  head  in  feet  on  center  of  orifice. 
24.    The  loss  of  head  caused  by  the  flow  of  water  through  a  circular 
orifice  in  a  thin  wall  can  be  computed  as  follows : 
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Let  H  =  head  to  center  of  orifice; 

V  =  actual  mean  velocity  at  the  orifice; 
C  ™  coefficient  of  discharge,  £BBunied  at  0.62. 
Theoretically  we  should  have  V  =  V2  gH. 
We  find  by  experiments  V  =  C  V2gH. 

yi  yi 

Hence  -TT—  =  C*U,  and  H  =  k—/^- 
2g  '  2gC* 

V* 
If  there  were  no  loss  of  head,  we  would  have  H  =  ■= — 

2g 

We  have,  therefore:  Loss  of  head  ff  —  C*H  =  (1  —  C)  if ,  or  expressed 
in  terma  of  the  velocity  head 

Lo^ofhead-j^-f^.5^(i-l).  (11) 

25.  Flow   of  Water   through  Short  Cylindrical  Tubes.  —  If  we 

substitute  for  a  circular  orifice  a  short  cylindrical  tube,  having  its  inner 
surface  flush  with  the  inner  surface  of  the  wall,  and  a  length  of  2  to  3  times 
its  diameter,  the  discharge  will  be  increased.  The  jet  will  be  at  first 
contracted,  as  with  an  orifice,  but  as  the  jet  expands  and  fills  the  tube 
the  au*  around  the  contracted  vein  becomes  entrained,  and  the  area  at 
the  contracted  vein  expands  so  that  the  ratio  of  its  area  to  that  of  the 
tube  becomes  about  0.815.  The  formula  of  discharge  for  a  short  cylin- 
drical tube  becomes,  therefore,  using  an  average  value  for  the  coefficient 
of  discharge, 

Q  =  0M5AV2gH.  (12) 

If  the  short  tube  is  made  bell-shaped  (Fig.  5),  so  as  to  conform  to  the 
paths  made  by  the  particles  of  water  in  ap- 
proaching the  contracted  vein,  the  coefficient 
of  discharge  for  the  smaller  area  of  the  tube 
becomes  almost  unity. 

26.  Loss  of  Head.  —  When  water  flows 
through  a  short  cylindrical  tube,  the  loss  of 
head  may  be  computed  by  formula  (11),  by 
making  C  =  coefficient  of  discharge  for  short 

cylindrical  tubes,  assumed  usually  at  0.82.     By      p|Q  5  _  Bell-ehaped 
using  this  value  we  get  Tube. 

Losaothead-i^(gi^-l).0.487^^.  (13) 

The  head  lost  by  the  flow  through  a  short  cylindrical  tube  is,  therefore, 
practicaUy  half  of  the  head  causing  the  actual  velocity  V. 

27.  Flow  of  Water  through  Long  Pipes.  —  When  the  length  of  a 
pipe  is  more  than  3  or  4  times  its  diameter,  the  resistance  to  flow,  caused 
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by  the  roughness  of  the  inner  surface  of  the  pipe,  has  to  be  taken  into 
consideration.  Experiments  have  shown  that  this  resistance,  called 
friction,  varies  directly  as  the  length  of  the  pipe  and  the  square  of  the 
velocity,  and  inversely  as  the  diameter.  It  depends  to  a  great  degree 
on  the  character  of  the  inside  of  the  pipe.  The  smoother  it  is,  the  less 
the  friction  will  be.  The  resistance  in  pipes,  called  friction,  includes, 
besides  the  friction  proper  between  the  water  and  the  sides  of  the  pipes, 
which  depends  upon  the  viscosity  of  the  water,  the  loss  of  energy  result- 
ing from  eddies,  caused  by  irregularities  in  the  inner  surface.  If  curves 
or  gates  occur  in  the  pipe,  they  will  cause  additional  loss  of  head.  It 
has  been  found  by  experiments  that  for  a  length  of  3  to  4  diameters  from 
the  inlet  the  flow  in  the  pipe  is  similar  to  that  in  a  short  tube,  that  is,  the 
water  forms  first  a  contracted  vein  and  then  dilates,  so  as  to  fill  the  whole 
pipe.    A  certtun  amount  of  head  is  lost  at  the  entrance  of  a  long  pipe,  as 

at  that  of  a  short  tube.     A  paii,  of  the  available  head,  equal  to  ^  is 

consumed  in  generating  the  velocity  of  the  water  flowing  in  the  pipe.  If 
we  represent  the  total  available  head  by  H,  and  the  various  sub-heads 
required  to  overcome  different  resistances  by: 

h,  -•  entry  head;  fc,  =  velocity  head; 

k/  =  friction  head;  A,  =  head  lost  on  curves; 
and  kg  -  head  lost  at  gates,  etc.,  we  shall  have: 

H  =  k.  +  K  +  h,  +  K  +  h,.  (14) 

The  last  two  subdivisions  of  head  are  usually  included  in  the  friction 
head. 

It  is  rational  to  suppose  that  the  loss  of  head  at  the  inlet  of  a  long  pipe 
will  be  similar  to  that  which  occurs  at  a  short  tube,  although  less  in 
amount,  on  account  of  the  slower  velocity  in  a  long  pipe,  compared  with 
that  of  a  short  tube.  It  may,  therefore,  be  expressed  by  equation 
(11),  according  to  which 

Los.  of  head- (i-l)^, 

where  C  =  coefficient  found  by  experiment,  equal  to  0.S2  for  flush  ends, 
and  0.95  to  0.995  for  curved  ends. 
Taking  the  usual  case  of  the  end  of  the  pipe  being  flush  with  the  side 
of  the  water  basin,  we  get,  including  K  and  h,  in  k/i 

H  =  1.5^  +  k,.  (15) 

In  long  pipe  lines  h,  and  A,  are  very  small,  so  that  practically  the 
whole  head  may  be  considered  as  being  consumed  in  overcoming  the 
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friction  in  the  pipe.    The  formula  for  the  flow  Id  long  pipes  is,  therefore, 
generally  written 


where  h  =  total  head;  /  =  a  friction  factor,  found  by  experiment;  I  = 
length  of  pipe;  and  d  =  diameter  of  pipe.    From  this  equation  we  obtain, 

placing  c  for  the  constant  V    f  ' 

28.  Fonnnlas  for  Flow  in  Long  Pipes.  —  A  great  many  empirical 
formulas  for  calculating  the  average  velocity  of  water  flowing  through  a 
long  pipe  have  been  devised.  Henry  Pitot,  a  French  scientist,  well 
known  as  the  inventor  of  the  Pitot  tube,  was  the  first  to  investigate  the 
flow  of  water  through  pipes.  He  proved,  about  1728,  that  the  resistance 
to  flow  was  inversely  as  the  diameter.  The  first  gaugings  of  the  dis- 
charge of  water  pipes,  of  which  we  have  any  record,  were  made  in  France, 
prior  to  1732,  by  Couplet  at  Versailles.  Similar  gaugings  on  the  flow 
through  pipes  were  made  by  Bossut  at  Mezi^res,  France.  Based  upon 
the  experiments  of  Couplet  and  Bossut,  and  some  of  his  own,  Du- 
buat  was  the  first  to  propose  a  formula  for  the  flow  of  water  through 
pipes.  Expressed  in  French  inches,*  which  were  used  prior  to  the  intro- 
duction of  the  metric  system,  it  was  as  follows: 

Chezy,  Eytelwein,  Prony,  Weisbach,  Hf^en  and  other  prominent 
hydraulicians  endeavored  to  find  better  formulas  for  the  flow  of  water  in 
pipes,  using  all  available  data,  but  the  laws  of  the  flow  of  water  in  pipes 
were  not  clearly  understood,  until  Henri  Darcy  made  for  the  French 
Government  in  1852-57  his  famous  experiments  on  flow  of  water  through 
pipes.  Darcy  gauged  the  flow  through  new  and  old  pipes  of  iron,  lead, 
glass,  and  asphalt,  having  diameters  of  0.0122  to  0.50  meters  (0.48  to 
19.68  ins.)  and  a  length  of  100  meters  (328  ft.).  The  velocities  of  flow 
varied  in  these  experiments  from  0.16  to  5.0  meters  (0.52  to  16.  4  ft.)  per 
second.  Darcy  discovered  from  his  gaugings  the  important  fact  that 
the  resistance  to  flow  in  a  water  pipe  depends  largely  upon  the  smooth- 
ness of  the  wetted  perimeter.  Based  upon  his  experiments,  Darcy 
obtained  a  formula,  which  has  been  extensively  used,  and  is  correct 
*  1  Fl>ench  foot  —  12  French  inohea  —  0.3248  meUs. 
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within  the  limits  of  his  experimeDtej  t.e.,  for  pipes  less  than  19.68  ins. 
in  diameter.     It  is 

=vr,,  (10) 


^"  +  ! 


where  d  is  the  diameter,  and  a  and  b  are  constants  having  the  follow- 
ing values  for  English  units: 

For  new  cast  iron  pipes  a  =  0.00007726;  b  =  0.00000647. 

For  old  or  rough  iron  pipes  a  =  0.0001545;  b  =  0.00001294. 

Darcy  died  in  1858,  before  his  reports  on  his  experiments  were  com- 
pleted. His  work  was  continued  by  his  assistant  Henri  Bazin,  who 
modified  Darcy's  formula  for  flow  in  pipes. 

Other  modem  formulas  for  flow  in  pipes  have  been  proposed  by  L6vy, 
Gauckler,  Vallot,  Flamant,  Ganguillet  and  Kutter,  Dr.  Lampe,  Manning, 
Prof.  Unwin,  etc.* 

The  complicated  form  of  most  of  these  formulas  has  led  some  engineers 
to  use  very  extensively  the  simple  Chezy  formula  (p.  27): 

V  =  c  Vj^.  (4) 

As  already  stated,  the  main  objection  to  this  formula  is  the  fact  that  the 
value  of  c  varies  with  r,  s  and  the  character  of  the  wetted  perimeter. 

In  1854  Hagen  proposed  the  following  equation  for  expressing  the'flow 
of  water  in  pipes: 

V  =  CT-a*,  (20) 

where  r  =  mean  hydraulic  radius;  s  =  sine  of  the  hydraulic  slope;  and 
a,  b,  and  c  are  numbers,  found  empirically,  which  remain  constant  for  a 
given  class  of  pipe  or  channel.  A  number  of  modern  formulas  for  flow 
in  pipes  are  based  upon  Hagen's  equation.  The  principal  of  these  for- 
mulas are  given  in  the  following  table,  and,  also,  a  formula  devised  by 
the  author  in  collaboration  with  Albert  Ahrens,  Jr.  M.  Am.  Soc.  C.  E. 


TABLE    XIX.  —  EXPONENTIAL    FORMULAS 
CAST  IRON  PIPES 

FOR    FLOW    IN    CLEAN 

Authority 

FormulB 

■  G.  Dari&t,  "Calcul  dcs  Conduitea  d'Eau,"  pp.  15-23,  Paris. 
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The  last  of  the  formulas  in  Table  XIX  was  obtained  by  the  author 
and  Mr.  Ahrena  after  a  careful  study  of  260  experiments  on  the  flow  of 
water  through  clean  cast  iron  pipes.  In  using  these  experiments,  they 
were  weighted,  according  to  the  care  and  accuracy  with  which  they  were 
made,  the  completeness  of  the  data  given,  and  the  experience  of  the 
experimenter.  The  author  hopes  to  explain  soon  the  details  of  how 
the  formula  was  derived,  in  a  paper  to  be  presented  to  the  Ameri- 
can Society  of  Civil  Engineers.  The  formula  proposed  by  W^pnann 
and  Ahrens  will  be  found  to  agree  more  closely  with  the  weighted  experi- 
ments than  any  of  the  others  given  in  Table  XIX. 

39.  Flow  through  Wooden  Pipes.  —  E.  A.  Moritz,  Assoc.  M.  Am. 
Soc.  C.  E.,  made  careful  tests  of  the  Row  of  water  through  wood-stave 
pipes.  For  the  Kutter  formula  he  found  the  following  values  for  the  co- 
efScient  of  roughness  n.* 


T.4BLE  XX.  —  VALUES  OF  n  FOR  USE  IN  KUTTER'S  FORMULA  FOR 
WOOD  STAVE  PIPE 

Ysirof 

Vclcuily  in  teM  pw  Hoond 

».. 

..0 

20 

30 

4.0 

0.0117 
0.0105 
0.0103 
0.0103 

0.0111 
0.0107 
0.0102 
0,0105 

0.0115 
0,0103 

0  0128 
0,0114 

0.0108 

0.0109 
0.0107 

0.0104 

o.oioa 

0.0100 
0.0102 

0.0111 
00095 

0.0122 

0.0109 
0.0108 

0,0105 
0.0120 
0.0109 
0.0113 

0.0000 

oioioo 

0,0100 

0.0091 

6.6165 

0,0106 

0.0103 
0.0126 
0,0105 
0.0110 

6 

6 

Mean   6 

8 

1909 
1910 

1900 
1910 

0.0107 

8 
Mean   8 

12 

O.OllO 

0.0130 
00118 
0.0101 

0-0112 
0.0096 

0.0089 

14 

14 

Moan  14 

1909 
1910 

1009 
1910 

551 

Mean  55] 

o.oiis 

Based  upon  the  experiments  recorded  in  the  above  table,  Mr.  Moritz 
proposed  the  following  exponential  formulas  for  the  flow  through  wood- 
stave  pipes: 

V  =  1.72  D^->  ff"*  (21) 

where  V  =  velocity  in  feet  per  second; 

D  =  diameter  of  pipe  in  inches; 

H  =■  friction  loss  in  feet  per  1000  ft. 
•  Trana.  Am.  Soc.  C.  E.,  1911,  LXXIV,  p.  411;  Eng.  Record,  December  13,  1913, 
p.  667. 
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According  to  Mr.  Moritz,  the  above  formula  is  correct  within  iO  per 
cent  for  velocities  ranging  from  0.5  to  6.0  ft.  per  second. 

30.  Loss  of  Head  on  Cuires  and  Bends.  —  The  first  experiments 
on  the  additional  loss  of  head  caused  in  a  water  pipe  by  curves  were  made, 
about  1777,  by  Bossut*  with  a  pipe  0,09  ft.  diameter  and  about  53  ft. 
long.  Boasut  tried  to  find  the  diminished  discharge  of  a  pipe,  caused  by 
laying  it  in  a  serpentine  line,  instead  of  straight.  Dubuat  (1786),  Ven- 
turi  (1797),  and  Rennie  (1831)  also  made  experiments  on  the  resistance 
caused  by  curves  in  pipes. 

Weisbach  undertook  a  series  of  experiments  to  ascertain  the  losses  of 
head  due  to  elbows  and  curves  in  small  pipes,  less  than  2  ins.  in  diameter. 
He  found  that  elbows  caused  much  greater  resistance  to  flow  than  curves, 
and  that  the  resistance  due  to  change  of  direction  decreases,  as  the 
diameter  of  the  pipe  increases.  Expressing  the  loss  caused  by  curves  in 
pipes  by 

the  v^ues  of  n  for  different  ratios  of  radius  of  the  pipe  to  the  radius  of 
curvature  were  found  by  Weisbach  to  be  as  follows; 


COEFFICIENTS  OF  RESISTANCE  CAUSED 

BY  CURVES 

IN  PIPES 

^  =  0.1 

Q.2 

0,3 

0.4 

0.5 

0.6 

0.7 

0.8 

0.0 

1.0 

n-0.I3 

O.U 

0.16 

0-21 

0.29 

0,44 

0,66 

0,98 

1. 41 

1,98 

Note.  —  r  =  rtidius  of  pipe;  R  -  radius  of  c 


In  1888  John  R.  Freeman,  M.  Am.  Soc.  C.  E.,  investigated  the  effect 
of  curves  in  lines  of  fire  hosef  2.49  and  2.64  ins.  in  actual  diameter.  The 
curves  were  complete  circles,  2,  3,  and  4  ft.  in  diameter.  Expressing  the 
resistance  caused  by  the  curve  by  the  formula 

(23) 


^  d2g' 


where  h  =  head  lost  on  account  of  the  curve;  /  —  coefficient  of  friction; 
I  =  length  of  pipe;  d  =  diameter  of  pipe;  v  =  velocity  in  the  pipe. 
The  results  obtained  by  Freeman  were  as  follows,  R  representing  the 
radius  of  the  curve : 

•  "The  Foundation  of  Our  Knowledge  of  Hydraulic  Curve  RcaiBtance,"  by 
Gardner  S.  Williams,  M.  Am.  Soc.  C.  E.,  in  The  Tcchnic,  1899,  p,  48. 
t  Trana.  Am.  Soc.  C.  E.,  1889,  XXI,  p.  363. 
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For  Hoae,  2.49  /n«.  in  Diameter 


J  =  19.2 

14.4 

9.6 

/       0.0033 

0.0034 

0,0048 

For  the  Ho»e,  2.64  /ns.  in  Dxameler 

J -16.2 

13.6 

8.1 

/=   0.0036 

0.0046 

0.046 

31.  G.  S.  Williams,  C.  W.  HnbbeU,  and  G.  H.  Fenkell  made  care- 
ful observations*  in  1897-1901  on  the  loss  of  head  due  to  90-degree 
curves  on  a  line  of  new,  tar-coated  30-in.  cast  iron  pipe,  which  forms 
part  of  the  distribution  system  of  Detroit,  Mich.  Similar,  though 
less  extensive  observations,  were  made  later  by  these  engineers  on 
curves  in  lines  of  16-  and  12-in.  cast  iron  pipes.  The  mean  velocity 
of  the  water  in  the  different  pipes  during  the  experiments  was  as 
follows: 

For  30-in.  pipe  0  to  3.5  ft.  per  second;  16-in.  pipe  0  to  5.8;  l^Z-in.  pipe 
0  to  4.8. 

From  these  experiments,  which  were  made  with  great  care,  Williams, 
Hubbell,  and  Fenkell  came  to  the  conclusion  that  curves  of  short 
radius,  down  to  a  limit  of  about  2\  diameters,  offer  less  resistance  to 
the  flow  of  water  than  do  those  of  longer  radius,  and  hence  that  the 
theories  and  practices  r^arding  curve  resistance,  as  set  forth  in  the  hy- 
draulic treatises  of  all  nations  up  to  the  time  of  these  experiments,  were 
incorrect.  They  also  found  that  the  effects  of  disturbances  of  the  Sow 
of  water  in  pipes  are  transferred  for  many  diameters  beyond  the  point 
where  the  interference  occurs. 

Denoting  by  R  the  radius  of  the  curve,  and  by  D  the  inner  diameter 
of  the  pipe,  the  relative  increased  loss  of  head  due  to  curves,  in  a  length 
of  80  diameters,  including  the  curves,  was  found  to  be  as  follows: 

30-/n,  Pipe 


i ^ 

2* 

3 

4 

5 

.„ 

15 

20 

25 

Per  cent  increase  in  loss  of  head 14 

13 

14 

18 

24  1  50 

67 

80 

93 

•  Tram.  Am.  Soc.  C.  E.,  1902,  XLVII,  pp.  1-196. 
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12-/n.  Pipe 


R 

1  08 

2 

3 

4 

24.6 

10.8 

17,, 

The  conclusion  of  Williams,  Hubbell,  and  Fenkell  "that  curves  of 
short  radius,  down  to  a  limit  of  about  2^  diameters,  offer  lees  resist- 
ance to  the  flow  of  water  than  do  those  of  longer  radius  "  is  not  in  accord- 
ance with  the  careful  experiments  made  subsequently  by  A,  V.  Saph  and 
E.  W.  Schodcr,  George  J.  "Davis,  Jr.,  and  by  Arthur  W.  Brightmore. 

32.  Saph  and  Schoder's  experiments  on  the  resistance  on  curves  in 
pipes  were  begun  in  1901  at  the  Cornell  University  Hydraulic  Labora- 
tory, while  the  experimenters  were  still  students.  Their  attention  was 
directed  toward  this  line  of  experimentation  by  Prof.  Gardner  S.  Wil- 
liams, in  charge  of  the  laboratory,  who  was  one  of  the  engineers  who  made 
the  above-mentioned  Detroit  experiments. 

The  first  object  of  Saph  and  Schoder  was  "to  find  out,  by  means  of 
Pitot  tube  traverses  whether  the  normal  conditions  of  flow  of  water  in 
pipes  were  altered  by  passage  around  a  curve,  and  in  what  manner  the 
^tered  conditions  resumed  again  the  normal  in  the  succeeding  tangent." 
Along  with  this,  they  planned  to  perform  comprehensive  experiments  in 
the  loss  of  head  due  to  180-degree  curves  of  various  radii.  The  first 
tube  experimented  on  was  a  2-in.  drawn  brass  pipe.*  They  found  from 
148  Pitot  tube  traverses  that  the  disturbances  caused  by  a  smooth  curve 
is  not  of  the  highly  complex  and  indefinite  nature,  ordinarily  ascribed 
to  it,  and  that  the  point  of  maximum  velocity  is  merely  shifted  towards 
the  converse  side  of  the  pipe,  this  shifting  causing,  of  necessity,  a 
variation  in  the  shape  of  the  velocity  contours.  In  normal  Sow  in  a 
straight  pipe,  these  contours  are  concentric  circles.  The  change  in 
their  shape  caused  by  a  curve  is  shown  in  Fig.  6,  in  which  a  sjTnmetry 
about  a  horizontal  axis  exists,  as  might  have  been  expected.  The  ex- 
periments showed  that  most  of  the  distortion  occured  in  the  first  quad- 
rant, and  comparatively  little  in  the  second  (Fig.  7). 

Thinking  that  large  piezometric  errors  were  involved  in  the  Detroit 
experiments,  Saph  and  Schoder  undertook  in  1907  a  series  of  experi- 
ments on  curve  resistance  in  a  6-in.  wrought  iron  pipe  at  the  Cornell 
Hydraulic  Laboratory. t  These  experiments  contradict  the  general 
conclusions  reached  by  Williams,  Hubbell,  and  Fenkell  from  the  Detroit 
experiments.     Saph  and  Schoder  found  that  for  velocities  of  3-5  ft.  per 


•  TnmH,  Am.  Soc.  C.  E.,  1902,  XLVH,  p.  295. 
t  Trans.  Am.  Soc.  C.  E.,  1909,  LXII,  pp.  67-96. 
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second  the  loss  of  head  due  to  the  curve  was  about  the  same  for  all  radii, 
but  when  the  velocity  was  increased  up  to  16  feet  per  second,  the  loss  of 
head  was  increased  by  diminishing  the  radius. 

33.  Arthur  W.  Brightmore,  H.  Inst.  C.  E.,  experiments  on  curve 
resistance  *  were  made  with  clean  cast  iron  pipes,  3,  4,  and  6  ins.  in 
diameter.    In  order  to  reproduce,  as  nearly  as  possible,  the  condition 


Flo.  6.  —  Velocity  ContoiUB  Just  Beyond  180°  Curve,  in  2-inGh  Braas  Pipe, 
(Average  Mean  Velocity,  4.840  ft.  per  second,  shown  by  broken  line.) 

of  a  cast  iron  pipe,  which  has  been  cleaned  and  from  which  the  coating 
has  been  removed,  Brightmore  took  uncoated  pipes,  and  allowed  their 
inner  surfaces  to  become  rusted,  but  not  tuberculated.  He  first  deter- 
mined the  coefficients  in  the  Chezy  formula  for  these  pipes  for  straight 
lengths  of  50  ft.,  which  were  as  follows: 

For  3-in.  pipe,  c  =  il.3;  for  4-in.  pipe,  c  =  47,5;  for  6-in,  pipe,  c  = 
50,6. 

•  Proc  Inst  C.  E  ,  1907,  CLXIX,  p  316. 
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The  reeultiB  of  the  experiments  on  curve  resistance,  which  are 
given  in  Fig.  8,  are  very  similar  to  those  obtained  by  Saph  and 
Schoder. 

34.  George  J.  Davis,  Jr.,  Assoc.  M.  Am.  Soc.  C.  E.,  experiments 
on  curve  resistance  were  made  in  1908  at  the  Hydraulic  Laboratory 
of  the  University  of  Wisconsin,*  The  experiments  were  made  with  lap- 
welded  wrought  iron  or  steel  pipes,  2^  ins.  in  diameter.  All  of  the 
curves  made  a  turn  of  90  degrees,  and  had  radii,  ranging  from  0.788  to 
10.00  times  the  diameter  of  the  pipe.  The  results  obtained  were  similar 
to  those  shown  in  the  experiments  of  Saph  and  Schoder  and  of  Bright- 
more. 

36.  Morrell's  Conclusions  about  Curve  Resistance.  —  An  interestr 
ing  study  of  the  results  obtained  in  the  various  expmments  on  the  loss  of 


RWIUS  OF  BEND  m  CNAHCTEHS 

Fio.  8. 

head  caused  by  curves  was  made  by  Ben  Morrell,  Assistant  Engineer  on 
the  Water  Works  of  St.  Louis,  Mo.f  From  the  data  of  the  experiments 
of  Weisbach,  Saph  and  Schoder,  Davis  and  Brightmore,  he  plotted  for 
each  velocity  the  losses  of  head  found  in  the  different  experiments. 
From  the  diagrams  thus  obtained  (Figs.  9  to  15),  he  assembled  the  aver- 
age lines  in  Fig.  14,  together  with  interpolated  values  up  to  velocities  of 
16  ft.  per  second.  All  the  data  plotted  in  Figs.  9  to  12  inclusive  are  for 
bends  of  90  degrees. 

Mr.  Morrell  did  not  include  the  experiments  made  by  Williams, 
Hubbell,  and  Fenkel  in  his  diagrams  for  the  following  reasons: 

1.  The  extreme  smallness  of  the  measured  losses,  combined  with  the 
comparatively  low  velocities  available  (the  greatest  being  about  3.5  ft. 

•  Tmns.  Am.  Soc.  C.  E..  1909,  LXII,  pp.  97-112. 
t  Eng.  NeiM,  Feb.  17,  1916,  p.  302. 
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per  second  in  the  SO-in.  pipe),  would  tend  to  magmfy  losses  due  to  other 
effects  than  curvature. 

2.  The  up-stream  piezometers  were  placed  where  they  would  be 
affected  by  curves  in  the  previous  section. 

3.  The  down-stream  piezometers  were  placed  too  near  to  the  point  of 
tangency  of  a  curve,  to  measure  the  total  loss. 

For  a  curve  of  180  degrees,  Saph  and  Schoder  found  that  very  Uttle 
distortion  takes  place  in  the  second  quadrant  of  the  curve.  According 
to  Weisba«h's  experiments,  adding  90  degrees  to  a  90.degree  curve  of  the 
same  radius  only  increased  the  resistance  about  40  per  cent.  The  in- 
creased resistance  was  probably  due  to  the  greater  length  of  pipe  over 
which  the  maximum  velocity  was  shifted  toward  the  wall,  increasing 
thus  the  frictional  loss. 

Weisbach  also  found  that  when  a  tangent  was  introduced  between 
two  curves  turning  in  the  same  direction,  the  loss  of  head  due  to  the 
second  curve  was  increased  because,  as  soon  as  the  water  reaches  the 
tangent,  the  distortion  begins  to  become  less.  The  water  has,  there- 
fore, not  only  to  be  redistorted  in  the  second  curve,  but  energy  is  also 
absorbed  in  the  readjustment  in  the  tangent.  If  the  tangent  between 
the  curves  is  so  short,  that  the  distortion  caused  by  the  first  curve  is 
not  entirely  eliminated,  the  full  loss,  due  to  the  two  curves,  will  probably 
not  occur.  This  question  has,  however,  not  yet  been  settled  by  experi- 
ments. 

When  a  reversal  of  curvature  takes  place,  the  loss  which  would  nor- 
mally occur  in  the  down-stream  tangent  of  the  first  curve  is  evidently 
eliminated.  On'  the  other  hand,  a  loss  of  energy  will  take  place  on 
account  of  the  sudden  shifting  of  the  position  of  maximum  velocity,  with 
the  accompanying  eddy  action,  from  one  side  of  the  pipe  to  the  other. 
Until  experiments  show  what  the  true  loss  is  for  this  case,  it  would  seem 
best  to  assume  that  the  loss  on  a  reverse  curve  is  equal  to  that  of  the  two 
separate  curves.  Saph  and  Schoder  found  in  their  experiments  on  a  6-in. 
pipe  that  the  condition  of  curve  distorted  flow  disappeared  in  a  distance 
of  76  diameters  down-stream  from  the  point  of  tangency.  Morrell 
reconomends,  however,  in  the  case  of  a  conduit  operating  at  flow-line 
grade,  to  distribute  the  lost  head  due  to  curvature,  as  additional  grades 
from  the  point  of  ciu^e  to  the  point  of  tangency.  This  will  cause  a  por- 
tion of  the  straight  conduit  below  the  curve  to  be  under  a  sUght  head,  if 
it  is  assumed  to  be  flowing  full. 

Based  upon  his  studies,  Morrell  su^ests  the  following  rules  for  com- 
putations : 

1.  For  bends  of  90  degrees  the  lost  head  is  to  be  obtained  from  the 
curves  shown  in  Fig.  14. 
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other  bends  allow  as  follows : 
For  22^eKr(>c  bend  allow  i  of  loos  of  90-d(^5rec  curve  of  Biune  radius. 
For  45-degree  bend  allow  j  of  lo^  of  90-degree  curve  of  eaine  radius. 
For  135-degree  bend  allow  f  of  loae  of  QO-degree  curve  of  same  radius. 

3.  The  tangents  connecting  the  curves,  turning  in  the  same  or  in 
opposite  directiona,  should  be  as  short  as  possible. 

4.  The  curve  compensation  in  the  case  of  a  conduit  operating  at  flow- 
line  grade  should  be  distributed  as  additional  grade  from  the  point  of 
curve  to  the  point  of  tangency. 

While  the  conclusions  of  Morrell  ai-e  based  to  a  large  extent  upon  ex- 
periments made  on  comparatively  small  pipes,  they  seem  justified  by 
the  existing  data,  and  may  be  accepted  until  experiments  on  larger  pipes 


A  —  Sliding  Gate-valvei. 


-Throttle- valve. 


shed  more  light  on  the  intricate  subject  of  loss  of  head  occasioned  by 
curves  in  pipes. 

36.  Loss  of  Head  in  Gate-valves.  —  In  1842  Weisbach  published 
the  results  he  had  obtained  in  experiments  on  the  losses  of  head  caused  by 
small  gate-valves,  stop-cocks  and  throttle-valves.  These  experiments 
appear  to  have  been  the  first  of  their  kind.    Weisbach  expressed  this 


second  in  the  pipe;  g  =  32.2;  and  n  is  a  coefficient  determined  by  experi- 
ment. 

Fig.  15  shows  the  three  kinds  of  valves  with  which  Weisbach  made 
his  experiments :  A  shows  sliding  gate-valves;  5  is  a  stop-cock;  and  C  is  a 
throttle-valve  or  circular  disc  revolving  on  an  axis.  The  values  of  n  for 
these  three  types  of  stop-gates,  placed  in  small  pipes,  less  than  2  ins.  in 
diameter,  were  found  by  Weisbach  to  be  as  follows: 
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TABLE  XXr.  —  WEISUACH'S  COEFFICIENTS  OF  RESISTANCE  FOR 
GATE-VALVES,  ETC.,  FOR  CYLINDRICAL  PIPES 

Small  Gale-vali'ei 


Ratio  of  height  of  opening  to  diam- 

0 

1. 00 
0.00 

0  95 

0,07 

0.86 
0.26 

0*7. 

0,81 

o'e, 

2.06 

17.0 

?:S 

SmUl  Stop^ockit 

AnRlc  that  the  cock  is  turned 

Copffipient.  oT  resistanco  n 

5° 
0.»3 

o.a') 

10° 
0.S5 
029 

15° 
0.77 
0.75 

20° 
0.69 

i.m 

25° 
0.61 
3  10 

30° 

0.54 
5,47 

35° 
0.40 
9  6« 

Angle  that  the  cock  is  turned 

Coefficient  of  resistance  n 

40° 
0,39 
17.3 

45° 
0.32 
31,2 

50° 
0.25 
52,6 

55° 

o.ig 

106 

60° 
0,14 
200 

65° 
0.09 
486 

821° 
0 

Anicic  that  the  valve  is  turned 

5° 
0  91 

10" 

0  83 

15'       20° 
0.74  !  0.66 
0.90  ,   1  54 

25° 

0.58 
2.51 

30° 

0.50 
3  91 

35° 

Antile  that  the  valve  is  turned 

40° 
O.Sfi 
10.8 

45° 
0.29 
18.7 

50° 
0.23 

32.6 

0.18 
58.8 

60° 
0.13 
118 

65° 
0  09 

70 
0,fl 

75 

90^ 

The  values  given  by  the  above  tables  are  only  correct,  when  the  water, 
after  passing  the  contracted  orifice,  fills  the  pipe  again.  This  requires  a 
certain  length  of  pipe  at  the  outlet  side  of  the  gate-valve,  etc. 

No  other  results  of  similar  experiments  were  published,  until  Eniil 
Kuichling's  paper  on  "Loss  of  Head,  from  the  Passage  of  Water  through 
a  24-inch  Stop-valve"  appeared  in  1892.*  Kuichling's  experiments 
were  made  with  great  care,  and,  as  might  be  expected,  give  different 
results  than  those  obtained  by  Weisbach  with  small  gate-valves. 

In  1892  J.  Waldo  Smith,  M.  Am.  Soc.  C.  E.,  made  experiments  on  the 
loss  of  head,  caused  by  a  30-in.  gate-valve.f  The  following  table  gives 
the  values  of  the  coefficient  c  in  the  formula  Q  =  cA  a/2  gk  as  deduced 
by  Kuichling  from  these  two  sets  of  experiments.  In  this  formula  Q  = 
volume  dischat^ed;  A  =  area  of  opening;  k  =  head  lost  in  the  valve. 

TABLE  XXII.  —  COEFFICIENTS  FOR  LARGE  GATE-VALVES 


Ratio  of  hciRht  of  opening  to  diameter 
Ratio  of  area  of  openin)c  to  total  area 

Coefficient  c  for  24-in.  valve 

Coefficient  c  for  30-in.  valve 


!0  0,30  0-40  0 
aO.360.480 
-2  0,70  0,77  0 
43  0.82  0.84  0 


•  Trans.  Am.  Soc.  C.  E.,  1892,  XXVI,  pp.  439-452. 
5.  XXXIV.  on.  235-243. 


•  Trans.  Am.  Soc.  C.  E.,  1892,  XXV] 
t  Ibid.,  1895,  XXXIV,  pp.  235-243. 
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In  1899  some  experiments  on  the  Sow  through  variouB  kinds  of  small 
valves  were  made  by  Prof.  W.  T.  Magruder  of  the  Ohio  State  Univer- 
Bity,*  Where  wide  open,  the  coefficients  of  discharge  for  gate-valves 
were  found  to  be  0.5  to  0,7,  and  for  globe-valves  they  were  0.3  to  0.4. 

37.  Head  Lost  by  Abrupt  Enlargement  or  Contraction  of  Section.  — 
If  an  abrupt  change  is  made  in  the  croes-section  of  a  conduit  conveying 
water,  either  by  enlarging  or  contracting  it  (Figs.  16  and  17),  a  certain 
loss  of  head  will  occur.  Theoretical  formulas  for  these  losses  are  to  be 
found  in  all  books  on  hydraulics,  but  there  are  not  enough  experimental 
data  at  hand  for  a  practical  formula.  If  the  change  of  area  is  made 
gradually  —  as  by  a  reducer,  in  the  case  of  a  pipe  —  the  loss  of  head, 
where  such  changes  occur,  will  be  trifling.  This  course  should,  there- 
fore, always  be  followed  in  practice,  if  possible. 

An  interesting  series  of  tests  on  the  loss  of  head,  due  to  sudden  en- 
largement in  circular  pipes,  was  made  by  W.  H.  Archer,  in  1912,  at  the 
Hydraulic  Laboratory  of  the  University  of  California. t    Mr.  Archer 


JB» 


gives  the  theoretical  formula  for  the  loss  of  head,  caused  by  the  enlarge- 
ment as 

or  in  another  form, 

*=?;(' -3'         (^' 

where    k  =  theoretical  lost  head,  in  feet  of  water,   due   to  sudden 
enlargement; 
Ci  =  velocity  in  feet  per  second,  at  outlet  of  smaller  pipe; 
Vt  =  velocity  in  feet  per  second,  in  large  pipe,  at  section  where 

the  pressure  per  square  inch  is  a  maximum ; 
g  =  32.2; 

oi  =  cross-sectional  area,  in  square  feet,  at  outlet  of  smaller  pipe; 
at  =  cross-sectional  area,  in  square  feet,  where  the  maximum 
pressure  per  square  inch  occurs, 

•  Bnj,  Record,  June  24,  1899,  p.  78. 

t  Trans.  Am.  Soc.  C,  E.,  1913,  LXII,  p.  999. 
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The  pipes  experimented  on  were  smooth  brass  pipes,  4  ft.  Long. 
The  ends  were  machined  square  and  even,  and  the  pipes  were  connected 
with  cast  iron  flanges,  bolted  together  with  gaskets  between.  The 
results  obtained  were  as  follows : 

For  the  head  actually  lost  on  account  of  the  enlargement,  the  formula 
becomes 


k=  1.0 


A  = 


2g 

1.098  ^"■-^>'" 
B  (n  -  V,)' 
2«        ' 


aj 


(26) 
(27) 
(28) 


where  B  is  a  variable  coefficient,  ranging  in  the  experiment  from  0.754 
to  1.225. 

The  distance  of  maximimi  pressure  from  the  plane  of  enlai^ement, 
denoted  by  X,  was  found  to  be  given  by  the  following  formula: 

X  =  1.45  (d,  -  d,)''*,  (29) 


y///////////M 


Fio.  18. 


where  dj  and  di  are  respectively  the  diameters  of  the  lai^  and  of  the 
small  pipe  in  inches. 

38.  Hydraulic  Gradient.  —  Fig.  18  shows  a  straight  horizontal  pipe 
C,  drawing  water  from  a  reservoir  R.  Small  vertical  pipes  P,  Pi,  Pt, 
etc.,  called  piezometers,  are  attached  to  the  main  pipe  at  regular  inter- 
vals, the  first  piezometer  P  being  placed  at  the  reservoir.  The  pipe  has 
a  gate  G  at  its  end. 

If  the  gate  is  closed,  the  water  in  all  of  the  piezometers  will  stand  in 
the  horizontal  line  AB  bX  the  level  of  the  water  in  the  reservoir.  If  the 
gat«  is  opened  wide,  the  water  in  the  different  piezometers  will  drop  to 
the  inclined  line  aG  which  is  called  the  hydraulic  gradient.  The  distance 
Aa  from  the  surface  in  the  reservoir  to  the  beginning  of  the  hydraulic 
gradient  is  the  head  lost  in  generating  the  velocity  of  the  water  in  the 
pipe  and  in  overcoming  the  resistances  at  the  entrance.    The  difference 
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between  Pp  and  Pipi  represents  the  loss  of  head  caused  by  the  friction 
of  the  water  in  the  pipe  between  piezometers  P  and  Pi.  As  the  latter 
loes  is  directly  proportional  to  the  lei^tb  of  the  pipe,  the  line  aG,  to 
which  the  water  in  the  different  piezometers  rises,  must  be  straight.  If 
the  gate  is  now  partially  closed,  the  water  will  stand  higher  in  the 
different  piezometers,  and  the  hydraulic  gradient  will  assume  some 
intermediate  position  a'G'  between  the  line  aG  for  open  gate  and  the 
horizontal  line  AB,  approaching  the  latter  more  and  more,  as  the  gate 
is  gradually  closed. 

Should  a  curve,  gate,  reduction  or  enlargement  of  diameter  occur  in  the 
pipe-line  between  any  two  consecutive  piezometers,  there  will  be  an 
additional  loss  of  head,  which  will  cause  the  hydraulic  gradient  to  be  on  a 
steeper  slope  between  these  piezometers  than  between  the  others.  The 
hydraulic  gradient  thus  becomes  a  broken  line. 


Fia.  19. 


In  actual  practice,  a  pipe  line  will  have  both  horizontal  and  vertical 
curves,  gates,  changes  of  diameter,  etc.,  and  the  hydraulic  gradient  will, 
therefore,  be  an  imaginary  broken  line,  vertically  above  the  pipe,  to 
which  the  water  in  the  pipe  would  rise  at  any  given  point,  if  a  piezom- 
eter were  attached  there. 

Occasionally  a  pipe  will  be  laid  so  as  to  rise  at  one  or  more  points 
above  the  hydraulic  gradient  (Fig.  19).  In  such  cases  the  water  is 
carried  over  the  rise  at  C  by  siphonic  action,  providing  the  height  a  is 
less  than  that  of  a  column  of  water,  equal  to  the  atmospheric  pressure. 
Theoretically,  s  should  not  exceed  34  ft.,  but  practically  it  should  be 
less  —  say  about  20-24  ft.  —  depending  upon  the  velocity  of  the  water, 
the  tightness  of  the  joints,  etc.  At  C  a  minus  pressure,  i.e.,  suction, 
would  occur. 

If  « is  greater  than  34  —  or,  in  actual  practice,  more  than  about  24  ft. 
—  the  water  will  not  be  siphoned  above  the  hydraulic  gradient.  In  such 
a  case  the  discharge  of  the  portion  of  the  pipe  AC  would  have  to  be  com- 
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puted  as  taking  place  under  the  head  h,  which  would  be  the  difference 
in  level  between  the  water  surface  in  the  reservoir  and  the  center  of  the 
pipe  at  C  From  C  to  G,  owing  to  the  steepness  of  the  grade,  the  pipe 
would  only  be  partially  full.  In  other  words,  the  discharging  capacity 
of  the  pipe  from  A  to  C  would  not  be  as  great  as  from  C  toG. 

When  a  pipe  conveys  water  from  a  reservoir  to  another,  having  its 
water  surface  at  a  lower  level,  the  total  head  acting  on  the  pipe  will  be 
the  difference  in  the  elevations  of  the  surfaces  of  the  two  reservoirs. 
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CHAPTER  IV 
WOODEN  PIPES 

39.  Water  Pipes.  —  The  earliest  pipes  for  conveying  water  con- 
sisted of  stone  blocks  through  which  cylindrical  holes  were  cut.  Earthen 
pipes,  generally  encased  in  masonry,  were  also  used.  Lead  pipes  were 
extensively  employed  by  the  Romans  for  distributing  water,  and,  also, 
as  inverted  siphons  for  crossing  valleys.  In  the  Middle  Ages  bored 
logs  or  lead  pipes  were  used  for  conveying  water. 

Modem  water  pipes  are  made  of  cast  iron,  wrought  iron,  steel,  lead, 
wood,  vitrified  clay,  cement  or  concrete.  In  eastern  countries,  bamboos 
are  largely  used  for  water  pipes  of  small  diameter.  Descriptions  of  the 
different  kinds  of  modern  water  pipes  are  given  in  the  following  pages. 

40.  Log  Pipes.  —  About  a  hundred  years  ago,  the  pii>es  laid  for 
dislnbutmg  pubhc  water  supphea  consisted  of  logs  of  spruce,  yellow 


FiQ.  20.  Via.  21.  Fig.  22. 

Log  Pipes. 

pine,  oak,  tamarack,  about  12  ft.  long  and  12  to  15  ins.  in  diameter,  which 
were  bored  out  to  di&meters  of  2  to  6  ins.  The  bark  was  generally,  but 
not  always,  removed  before  the  logs  were  laid.  Originally  the  logs  were 
bored  by  hand,  but  later  machinery  was  invented  for  this  purpose. 
Figs.  20, 21  and  22,  taken  from  Charles  S.  Storrow's  "Treatise  on  Water- 
works," Boston,  1835,  show  different  manners  in  which  the  pipes  vrae 
joined,  the  most  approved  method  being  by  means  of  an  inner  iron 
ferrule  or'  thimble  (Fig.  21).  The  bands  placed  at  the  ends,  to  prevent 
aphtting,  were  made  of  bar  iron,  about  1)  by  }  in.  in  size. 

If  placed  in  ordinary  soil,  and  deep  enough  to  be  protected  against 
atmospheric  influence,  log  pipes  wiU  last  a  very  long  time.  Pipes  of 
this  kind,  which  have  been  dug  up  in  recent  years  in  New  York,  Phila- 
delphia, Boston,  Detroit,  after  having  been  over  a  hundred  years  in  the 
ground,  have  generally  been  found  to  be  perfectly  sound.  Some  of 
these  log  pipes  taken  up  in  Boston  and  Portsmouth,  N.  H.,  are  said  to 
57 
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be  over  two  hundred  years  old.*  Exeter,  N.  H.,  was  supplied  prior  to 
1886,  by  a  wood  pipe  aqueduct  for  nearly  a  hundred  years.  In  dry 
porous  soil  (gravel,  sand,  etc.),  the  wood  is  apt  to  decay,  unless  it  is  kept 
constantly  saturated. 

The  first  log  pipes  in  America  were  laid  in  1652  for  the  water  works 
of  Boston,  Mass.  They  were  replaced  by  new  log  pipes  about  1796, 
and  some  of  these  pipes  remained  in  service  until  about  1848,  when  they 
were  all  replaced  by  cast  iron  pipes.  In  New  York  and  in  Philadelphia 
the  first  log  pipes  were  laid,  respectively,  in  1774  and  1799,  Detroit, 
Mich.,  had  130  miles  of  small  wooden  water  pipes.  They  were  generally 
made  of  tamarack,  and  bored  for  a  diameter  of  only  2\  ins.  In  1884, 
78  miles  of  these  log  pipes  were  still  in  use  in  that  city.    Log  pipes  were 


Fig,  23.  —  WyckofE  Wood-eta ve  Pipe, 


FlQ.  24.  —  Joints  of  Wyckoff  Rpe. 

laid  in  Wilmington,  Del.,  about  1816,  and  some  of  them  are  still  in  the 
ground. 

After  the  great  fire  that  destroyed  part  of  London,  England,  in  1807, 
log  pipes  were  laid  to  replace  the  lead  pipes,  as  the  latter  were  found  to 
be  melted  by  the  heat  of  the  great  confirmation.  By  means  of  a  special 
machine,  a  number  of  pipes  of  different  diameters  were  obtained  from 
the  same  log,  the  large  core,  cut  out  for  the  biggest  pipe,  serving  as  a 
log  for  the  second  largest  pipe,  etc.  At  one  time  there  were  more  thao 
400  miles  of  these  log  pipes  in  London. 

41.  Wyckoff  Water  Pipe.  —  An  improved  kind  of  wooden  water 
pipe  was  invented  in  1855  by  A.  Wyckoff,  of  Elmira,  N.  Y.  It  consists 
of  a  wooden  shell,  bored  and  turned  from  a  solid  log,  and  strengthened 
•  Jour.  New  EnRlanil  Walcr  Works  .\*<oc.,  191fi,  XXX,  p.  31K 
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by  a  band  of  iron,  steel  or  bronze,  wound  spirally  around  the  pipe 
(Figs.  23  and  24).  The  outside  of  the  pipe  is  protected  against  corro- 
sion by  an  asphalt  coating,  about  J  in.  thick.  Mr.  Wyckoff  obtained 
in  1855  a  patent  for  an  auger  which  bored  a  fog  in  such  a  manner  that 
a  number  of  concentric  pipe  shells  could  be  obtained  from  the  same  log. 
At  first  these  pipes  were  principally  sold  in  the  mining  districts  of 
Pennsylvania,  where  pipes  of  hon  or  steel  were  quickly  corroded  by  the 
acids  contained  in  the  waters  of  the  mines,  and  they  were  only  made  to 
resist  low  pressures.  By  gradual  improvements  in  the  manufacture, 
especially  by  the  invention  of  a  machine  with  an  automatic  brake  for 
applying  the  band  under  the  required  tension,  these  pipes  are  now  made 
for  bearing  any  pressure  up  to  172  lbs.  per  sq.  in.,  and  are  used  in  the 
distributing  system  of  some  water  works. 


Fi(i.  25.  —  Cast  Iron  Specials  for  Wyckoff  Pipe. 

The  Wyckoff  pipes  are  now  made  in  lengths  up  to  12  ft.,  with  inner 
diameters  of  2  to  6  ins.  For  low  pressure,  each  length  of  pipe  has  a  3- 
or  4-in.  tenon  at  one  end,  according  to  the  size  of  the  pipe,  and  a  corre- 
sponding mortise  at  the  other  end.  A  tight  joint  is  secured  by  driving 
the  pipes  tof^ther  with  a  ram.  For  high  pressures,  some  manufacturers 
bore  a  mortise  at  each  end  of  the  pipe,  and  the  joints  are  made  by  means 
of  wood  thimbles,  8  inches  long,  which  fit  into  the  mortises.  These 
thimbles,  which  are  used  only  for  pipes  2  to  4  ins.  in  diameter,  are 
usually  made  of  thoroughly  seasoned  white  pine,  and  have  a  diameter 
i  in.  larger  than  the  diameter  of  the  mortise. 

The  bands  have  widths  of  1  to  2  ins.,  and  various  thicknesses,  accord- 
ing to  the  pressure  which  is  to  be  resisted.  They  are  wound  so  as  to 
have  0  to  3  ins.  between  the  spiral  wrappings,  according  to  the  strength 
required.     The  bands  arc  usually  made  of  No.  14,  16  or  18  gauge 
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Bessemer  steel  having  a  tensile  strength  of  70,000  lbs.  per  aq.  in.  For 
pipes  which  are  to  convey  mineral  water,  containing  large  quantities  of 
compounds  of  sulphur,  the  bands  af%  made  of  Tobin  bronze.  The  pipes 
intended  for  high  pressure  aie  all  tested  for  200  lbs.  per  sq.  in.,  before 
leaving  the  shop,   i  li^in  specials  (Fig.  25) 

I  ire  generally  lusediwiththe  Wyckoff  pipe, 
but  for  low  pnessores  the  tees  and  crosses 
are  made  of  wood  {Fig.  .26).  Curved  pipes 
are  usually  made  by  heading  mortise  and 
tenon  on  pipes  slightly  oS  center  so  that 
when,  two  pipes  are  driven  together  they 

_  „,,„.■.     form  a  slight  angle.     Short  pipes  are  eener- 

Fia.  20.  —Wooden  Spectal.-       „  .  ,      .,.  "^  j  i,     .^ 

ally  used  for  this  purpose,  and,  by  the  use 

of  from  4  to  6  short  curves  a  right-angle  turn  can  be  accomplished. 

42.  Machine-Qiade  Wcwd-stave  Pipe.  —  The  Wyckoff  pipes,  made 
of  solid  logs,  were  limited  originally  to  sizes  having  inner  diameters  of 
about  10  ins.  Owing  to  the  difficulty  of  getting  large  \o^,  these  solid 
pipes  are  now  only  made  up  to  6  ins.  in  diameter,  and  larger  pipes  are 
made  of  staves,  somewhat  like  a  barrel.  Pipes  of  this  kind  have  been 
used  for  penstocks  since  about  1850,  but  in  all  of  these  cases  the  staves 
were  put  together  in  the  trench. 

In  1860  Mr.  Wyckoff  b^an  to  make  wood-stave  pipes  in  his  factory 
at  Elmira,  N.  Y.  The  staves  are  of  selected  Canadian  white  pine,  and 
are  passed  through  a  machine  which  planes  the  inner  and  outer  faces  to 
circular  lines,  and  makes  the  edges  radial.  At  the  same  time,  the  ma- 
chine cuts  a  double  groove,  J  in.  wide  and  i  in.  deep,  into  one  edge  of 
each  stave,  and  two  tongues,  A  in-  wide  by  A  in-  high,  into  the  other 
edge.  When  the  staves  are  banded  together,  the  tongues,  which  are 
a  trifle  larger  than  the  grooves,  are  squeezed  into  the  latter,  thus  mak- 
ing water-tight  joints.  The  tongues  and  grooves  are  cut  |  in.  from  the 
outer  and  inner  face  of  the  stave.  The  pipes  are  banded  with  flat  steel 
bands,  wound  spirally  around  the  pipe,  under  sufiBcient  tension  to  draw 
the  staves  closely  together.  The  sizes  of  band  used,  and  the  spacing, 
are  fixed  by  the  pressure  that  is  to  be  resisted.  After  the  staves  have 
been  properly  banded,  one  end  of  each  pipe  is  recessed  by  a  suitable 
machine,  and  the  other  end  is  turned  into  a  conical  tenon,  which  fits 
into  the  recess  of  the  adjoining  pipe.  The  pipes  are  united  by  simply 
driving  them  tightly  together.  The  swelling  of  the  wood  at  the  joint, 
when  saturated,  makes  the  pipe  perfectly  water-tight. 

As  the  life  of  a  wooden  pipe  subjected  to  pressure  vill  evidently 
depend  upon  that  of  the  steel  band,  great  pains  have  been  taken  by  the 
manufacturers  to  coat  the  bands,  as  also  the  whole  exterior  surface  of 


Digitized  by  Google 


TAPPING  WOODEN  MAINS  61 

the  pipe,  with  a  durable  water-proof,  strongly  adhesive  material,  which 
will  not  become  soft  in  summer,  nor  brittle  in  winter.  This  coating, 
which  is  appUed  at  a  temperature  of  250-300°  Fahrenheit,  confiists  of 
solid  bitumen,  produced  by  distilling  Texas  oil  or  the  residuum  of  this 
oil,  at  the  same  time  blowing  air  through  the  heated  liquid.  The  oxidiz- 
ing effect  of  the  air  turns  the  Uquid  residuum  into  a  solid,  which  fonns 
an  excellent  coating  for  the  wooden  pipes.  While  this  coating  is  still 
soft,  the  pipes  are  rolled  on  to  a  table  covered  with  sawdust,  which 
adheres  to  the  hot  coating  and  prevents  it  from  being  knocked  off  or 
abraded  during  transportation. 

43.  Advantages  of  Wcwden  Pipes.  —  Wooden  pipes  have  the  fol- 
lowing advantages,  compared  with  metal  pipes,  which  may  often  make 
it  advisable  to  give  them  the  preference: 

1.  They  can  be  laid  more  cheaply,  as  they  do  not  have  to  be  leaded, 
caulked,  etc. 

2.  They  can  be  laid  in  a  wet  trench  as  well  as  in  a  dry  one. 

3.  Their  trench  can  be  shallow,  as  wood,  being  a  poor  conductor  of 
heat,  is  a  protection  against  freezing. 

4.  Owing  to  the  elasticity  of  the  wood,  there  is  less  likelihood  of 
bursting,  on  account  of  freezing  or  water-hammer. 

5.  They  are  more  durable  than  iron  pipes  in  alkaline  soil. 

6.  As  they  do  not  become  tuberculated,  their  discharge  remains 
constant. 

7.  They  are  easily  tapped  for  service  pipes. 

8.  They  are  not  hable  to  electrolysis. 

For  mains  12  ins.  or  more  in  diameter,  wooden  pipes,  including  the  cost 
of  laying,  are  considerably  cheaper  than  those  made  of  cast  iron,  wrou^t 
iron  or  steel.  For  small  distributing  pipes,  6  or  S  ins.  in  diameter,  the 
difference  in  cost  is  not  so  great. 

44.  Tappii^  Wooden  Mains.  —  Wooden  mains  are  tapped  in  the 
following  manner:  A  hole  is  bored  in  the  wooden  shell  with  an  extension 
bit  to  within  a  quarter  of  an  inch  of  the  inside  of  the  pipe.  A  brass 
corporation  cock,  having  a  long  coarse  thread,  is  screwed  into  the  hole. 
The  remaining  quarter  of  an  inch  of  wood  is  bored  with  a  small  bit, 
while  the  corporation  cock  is  open.  As  the  bit  is  withdrawn,  the  auger 
chips  are  forced  out  by  the  water  pressure.  An  experienced  workman 
will  not  lose  a  quart  of  water  in  making  such  a  connection.  In  tapping 
wooden  pipes,  care  must  be  taken  not  to  damage  the  protective  coating 
of  the  steel  bands.  The  heavy  coating  of  pitch  is  a  good  insulator 
gainst  electrolysis.  If  electricity  should  reach  the  band  at  any  point, 
on  account  of  the  pitch  coating  being  abraded,  it  cannot  go  far,  as  there 
is  an  inch  space  between  the  bands  at  the  adjoining  ends  of  the  pipes. 
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46.  Wood-stave  Pipes  for  Water  Works.  —  As  already  stated, 
WyckofE  pipes  were  first  used  in  mines.  In  1860  such  pipes  were  laid 
in  the  distributing  system  of  the  water  works  of  Elmira,  N.  ¥.,  under 
pressures  of  35-86  lbs.  per  sq.  in.,  and  some  are  still  in  use  in  that  city. 
In  1872  this  type  of  pipe  was  adopted  for  the  water  works  of  Bay  City, 
Mich.,  and,  since  then,  it  has  been  used  in  a  number  of  water  works 
in  the  Eastern  and  Middle  States.  The  following  table  gives  the  diam^ 
eters  of  the  main  pipes  of  some  of  these  water  works,  and  the  heads  to 
which  they  are  subjected. 

TABLE  XXIl I.  — WOOD-STAVE  PIPES  IN  WATER  WORKS 


LoaUtv 

UsDubclurer 

iiKhss 

Had  IB 

Jftffrey.N.H 

A.  Wyckoff  &  Son  Co. 
.Mkhiftan  Pipe  Co. 

30 
28 
24 
24 
20 
16 
IQ 
12 
12 
12 
8 

200 

Butler,  Pa 

Akron,  Ohio 

200 

170 

Elmira  N  Y 

310 

Machine-banded  wood-pipe  has  been  used  extensively  for  municipal 
water  works  in  the  Pacific  Coast  and  Rocky  Mountain  States,  where 
most  towns  of  consequence,  at  some  time,  used  more  or  less  of  this  kind 
of  pipe.  It  has,  also,  been  used  extensively  for  conveying  water  for 
manufacturing  purposes,  for  fire  protection,  and  for  power  plants,  etc. 

46.  The  Michigan  Pipe  Co.,  Bay  City,  Mich.,  has  manufactured 
wooden  pipes  since  1869.  In  1880  this  company  acquired  the  right  to 
manufacture  Wyckoff  pipes.  It  now  makes  pipes,  2  to  48  ins.  in  diam- 
eter and  8  ft.  long,  of  well-seasoned  white  pine  or  tamarack.  The  pipes 
are  wound  spirally  under  heavy  tension  by  machinery,  either  with 
galvanized  steel  wire  or  with  flat  bands.  The  wire-wound  pipes  are 
used  for  heads  up  to  350  ft. 

47.  Manufacturers  of  Machine-banded,  Wood-stave  Pipe.  — 
Besides  the  two  companies  mentioned  above,  the  following  corporations 
are  engaged  in  the  manufacture  of  machine-banded  wood-stave  pipe: 
The  Standard  Wood  Pipe  Co.,  Williamsport,  Pa.;  The  Pacific  Coast 
Pipe  Co.,  Seattle,  Wash.;  The  Pacific  Tank  &  Pipe  Co.,  San  Francisco, 
Calif.;  The  Washington  Pipe  Foundry  Co.,  Tacoma,  Wash.,  and  the 
Portland  Wood  Pipe  Co.,  Portland,  Ore.,  and  Vancouver,  B.  C. 

The  western  manufacturers  usually  band  their  pipes  with  wire,  in- 
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Btead  of  using  flat  bands,  owing  to  the  high  price  they  have  to  pay  for 
such  bands.  While  the  wire  corrodes  less  rapidly  than  the  bands,  it 
cuts  deeper  into  the  wood  under  great  pressure,  and  it  is  apt  to  cause 
leakage  at  the  longitudinal  joints,  when  the  pressure  is  reduced.  Some 
of  the  manufacturers  provide  a  tenon  on  each  side  of  the  pipe,  and  make 
the  joints  by  means  of  sleeves.  These  joints  are  said  to  be  stronger 
than  the  tenon  and  mortise  joint,  described  above;  but  it  is  difficult  to 
coat  the  edges  of  the  sleeves  properly,  and  to  keep  them  completely 
saturated  by  the  water  in  the  pipe. 

48.  Laying  Machine-made  Wood-stave  Pipe.  —  In  transporting 
the  pipes  from  the  mill  to  the  trenches  into  which  they  are  to  be  laid, 
care  must  be  taken  not  to  bruise  the  pipes  or  to  injure  the  tenons  and 
mortises.  The  pipes  should  not  be  exposed  for  any  length  of  time  to 
the  sun  or  wind,  so  as  not  to  shrink  or  be  warped.  This  is  especially  apt 
to  occur  in  pipes  that  are  made  In  moist  re^ons  and  transported  to  arid 
or  semi-arid  districts.* 

Four  to  eight  men  are  required  for  laying  the  pipes.  The  latter 
number,  provided  with  ropes,  can  easily  lower  a  48-in,  wooden  pipe  into 
the  trench,  without  the  use  of  a  derrick. 

TABLE  XXIV.  —  WYCKOFF  WOOD-STAVE  PIPEf 


ffiwot 

OubidBdIUD- 

1^3'^. 

NclgMif 

S-t^ 

Na.mraund 

No.fBMUw<i 

^^ 

^-^^■•^ 

llM..  80  llM. 

arlo«l,40. 

blHi?" 

™<3Voh^ 

e 

101 
12 

15 

2700 

344 

2000 

8 

17 

2300 

272 

1900 

10 

14 

23 

1800 

216 

1700 

12 

161 
IS 

25 

1500 

192 

1500 

14 

31 

1100 

152 

1400 

16 

20 

33 

900 

144 

1200 

18 

22 

38 

750 

128 

1000 

20 

24 

42 

500 

112 

800 

24 

28 

55 

330 

80 

8 

600 

30 

361 
42 

90 

225 

64 

8 

450 

36 

120 

160 

48 

8 

300 

48 

54 

160 

95 

24 

8 

200 

by  A.  WyskoS  ±  Si 


>Co.,  Elmin,  N.  Y.,1 


d  by  tluUiahi^n  P^ 


Before  joining  the  pipe  to  the  last  one  laid,  it  should  be  carefully 
inspected,  and,  if  any  sUght  injury  is  discovered,  the  pipe  should  be 
turned  so  that  the  defective  part  comes  on  top,  where  it  can  be  readily 
repaired,  if  necessary.  The  joints  are  made  by  simply  driving  the  pipes 
together,  a  maul  being  used  for  pipes  up  to  four  inches  in  diameter,  and 
a  ram,  made  out  of  a  square  piece  of  timber,  for  larger  sizes.  A  wooden 
*  Bulletin  No.  166  of  the  V.  8.  Dept.  of  AKriculture,  p.  23. 
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plug  (tampion),  strengthened  by  iron  rings,  is  used  to  protect  the  end  of 
the  pipe,  and  the  driving  is  usually  done  from  the  coupling  or  mortise 
end.  Deflections  of  2  to  6  degrees  per  joint  can  be  made  with  this  kind 
of  pipe.  On  curves,  short  sections  of  pipe  should  be  used.  The  back 
filling  should  be  carefully  tamped  or  puddled,  especially  on  ciures,  to 
prevent  blowing  out  under  pressure.  Metal  bends  or  plugs  should  be 
well  anchored. 

The  weights  of  machine-made  wood-stave  pipes,  6  to  48  ins.  in  diam- 
eter for  a  pressure  of  80  lbs,,  and  the  cost  of  laying  them,  is  given  by  the 
Wyckoff  Company  in  Table  XXIV. 

The  cost  of  laying  machine-made  wood-stave  pipe,  not  including 
distribution  along  the  trench,  excavation  and  back  filling,  is  estimated 
by  different  manufacturers  of  pipe  as  follows: 


TABLE  XXV. 

-  COST  OF  LAYING  WOOD-STAVE 
(Cents  per  lineal  toot) 

PIPE 

DiuneMrotpipaiDinchM 

* 

» 

« 

10 

,2 

U  U      .8      20 

« 

7 
7 

8 
8 

4S 

1 
1 

1» 

1 
1 

1 

2 
2 

3 
3 

3 
3 

6 
6 
6 

u 

n 

2 

2i 

49.  Continuous  Wood-stave  Pipes.  —  Wood-stave  pipes  were  first 
used  for  penstocks  for  water-wheels.  A  pipe  of  this  kind  was  built  by 
B.  H.  Hull  *  as  early  as  1851,  in  12-ft.  lengths,  of  2-in.  pine  planks,  which 
were  tapered,  so  that  the  sections  could  be  fitted  together  in  stove-pipe 
fashion.  The  pipe  was  banded  with  solid  jxS-in.  wrought  iron  bars. 
In  later  pipes,  which  were  6  to  10  ft.  in  diameter,  Mr.  Hull  made  the 
staves  break  joints,  to  make  the  pipes  more  water-tight,  and  he  used 
§X2-in.  wrought  iron  bars  having  screw  ends,  which  passed  throu^ 
cast  iron  shoes. 

In  1874  J.  T.  Fanning,  M.  Am.  Soc.  C.  E.,  built  a  wood-stave  pipe, 
6  ft.  in  diameter  and  600  ft.  long,  for  a  penstock  at  Manchester,  N.  H.t 
It  was  made  of  4-in.  southern  pine  staves  with  radial  edges.  The  hoops 
were  of  wrought  iron,  2^  ins.  wide  and  J  to  J  in.  thick,  according  to  the 
pressure.  Each  band  was  made  in  two  pieces,  and  had  two  tightening 
bolts,  opposite  to  each  other.  The  staves  met  at  their  ends  in  butt 
joints,  which  were  made  tight  by  inserting  in  them  small  pieces  of  hoop- 


•  Eng.  JVeiDS,  June  20,  1891,  p.  595. 
t  Trans.  Am.  Soc.  C.  E.,  1877,  VI,  p.  © 
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iroQ,  f  in.  wide  and'  ^  in.  longer  than  the  width  of  the  staves.  These 
pieces  of  iron  were  placed  in  saw-herfa  which  were  cut  in  the  staves. 
The  ends  of  the  iron  plates  were  sharpened  so  as  to  indent  the  sides  of 
the  adjoining  stave.  This  pipe  was  put  into  use  on  July  4,  1874,  the 
maximum  head  of  water  to  which  it  is  subjected  being  40  ft.  It 
remained  in  service  until  the  fall  of  1912  when  it  was  replaced  by  a 
steel  pipe. 

The  City  of  Toronto,  Canada,  built  a  wood-stave  pipe,  4  ft.  in  diam- 
eter and  7000  ft.  long,  to  carry  wat«r  for  its  domestic  supply  from  a 
filtering  gallery  on  an  island  in  Lake  Ontario  to  a  pumping  station  on 
the  mainland. 

Denver,  Col.,  is  the  first  place  where  wood-stave  pipes  were  used 
extensively  as  water-mains.  In  constructing  in  1884  a  pipe-line  to  bring 
a  new  water-supply  to  this  city,  C.  P.  Allen,  M.  Am.  Soc.  C.  E.,  Chief 
Engineer  of  the  Citizens  Water  Company  of  Denver,  decided  to  build 
a  48-in.  wood-stave  pipe  for  this  purpose,  as  the  alkaline  soil  of  Colorado 
was  known  to  corrode  wrought  iron  or  steel  pipes  very  rapidly,  and 
as  the  cost  of  cast  iron  was  prohibitory,  Mr.  Allen  took  out,  in  1887,  a 
patent  for  the  design  of  wood-stave  pipes,  adopted  by  him.  Other 
pipe-lines  were  afterwards  built  under  these  patents  for  the  Citizens 
Water  Company  of  Denver,  which  now  owns  about  100  miles  of  wood- 
stave  pipes,  some  of  which  have  been  in  the  ground  for  over  20  years. 
Wood-stave  pipes  were  built  in  other  places,  both  for  water  supply  and 
for  water  power  works. 

In  1909  a  continuous  wood-stave  pipe,  48  ins.  in  diameter  and  25,500 
ft.  long,  was  built  across  a  salt  marsh  to  supply  Atlantic  City,  N.  J., 
with  water.*  Several  lines  of  metal  pipes,  which  had  been  previously 
laid,  had  been  failures. 

A  number  of  large  continuous  wood-etave  pipes  have  been  built  of 
California  redwood  or  Douglas  fir,  known  also  as  Or^on  or  Washington 
yellow  fir,  in  connection  with  water  power  developments.f  The  Pacific 
Coast  Pipe  Co.,  of  Seattle,  Wash.,  built  in  1913  for  the  North-western 

*  Jour.  Am.  Soc.  Engineering  ContrActora,  1012,  IV,  p.  301. 

t  ]i1r  is  a  bastard  spruce,  first  named  by  Douglas.  It  is  tbe  most  oommon  wood 
of  the  Pacific  Northwest,  and  is  known  locally  as  Dou;^  fir.  A  distinction  ia  some- 
times made  between  yellow  and  red  fir,  but  both  come  from  the  same  kind  of  tree, 
the  former,  which  is  more  commoit,  being  cut  from  large  trees,  while  the  latter  ia 
obtained  from  small  trees.  The  color  ia  somewhat  afTected  by  exposure  to  the  aun. 
In  CaUfomia  these  trees  are  called  Oregon  fir.  The  wood  ia  etrong,  contains  pitch 
in  acftms  and  pockets,  and  con  be  obtained  in  pieces  averaging  20  ft.  in  length. 

Redwood  grows  on  the  Pacific  Coafit  from  Santa  Cnu  north  into  southern  Oregon. 
Owing  to  the  large  diameters  of  the  trees,  the  logs  are  cut  in  shorter  lengths  than  fir, 
the  average  length  of  the  commercial  timber  being  ^xiut  16  ft.  The  wood  is  not 
as  sbxmg  as  fir. 
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Electric  Co.,  of  Portland,  Ore.,  a  continuous  wood-stave  pipe,  ISj  feet 
in  diameter  and  about  a  mile  long,  which  is  the  largest  pipe  of  this 
kind  thua  far  constructed.*  Throughout  its  whole  length  the  pipe  is 
laid  on  timber  cradles,  spaced  about  4s  ft,  from  center  to  center. 

The  same  company  built  a  large  wood-stave  pipe  near  Altmar,  N.  Y., 
for  a  subsidiary  of  the  Ontario  Power  Co.,  of  Niagara  Falls,  N.  Y.  For 
3450  ft.  this  pipe  has  a  diameter  of  12  ft.,  and  for  4400  ft.  the  diameter 
is  11  ft.  The  12-ft.  pipe  was  thoroughly,  coated  on  the  outside  with 
avenarius  carbolineum,  as  a  precaution  against  decay  spores  getting 
a  start,  during  seasons  of  low  water,  when  there  might  not  be  sufficient 
head  available  to  saturate  the  wood  thoroughly. 

The  Pacific  Tank  and  Pipe  Co.  is  another  western  corporation  engaged 
extensively  in  the  manufacture  of  wood-stave  pipes. 

Wood-stave  pipes  can  be  used  for  crossing  valleys  as  inverted 
siphons,  providing  they  are  not  exposed  to  a  greater  head  than  about 
200-300  ft.  They  have  been  used  in  this  manner  to  carry  the  water  of 
irrigation  canals  across  vallej^.  The  West  Side  Irrigation  and  Mining 
Canal  in  Wyoming  and  Colorado  is  carried  across  three  valleys  by 
wooden  siphons,  3  ft.  in  diameter.f  The  canal  of  the  Rio  Grande  Dam 
and  Irrigation  Company  is  continued  across  the  Rio  Grande  River  by 
a  siphon  consisting  of  four  lines  of  50-in.  wood-stave  pipe.} 

Another  use  for  which  stave  pipes  are  well  adapted  is  as  the  out- 
fall of  sewers.  Pipes  of  this  kind,  built  of  creosoted  wood,  have  been 
used  for  this  purpose  in  New  York,  Brooklyn,  and  other  places.  The 
pipe  is  constructed  in  20-ft.  lengths,  which  are  floated  into  position  and 
then  sunk.  A  mouthpiece  of  galvanized  iron  is  provided.  The  pipe 
may  be  given  a  circular  or  elliptical  cross-section. 

60.  Construction  of  Continuous  Wood-stave  Pipes.  —  Great  care 
must  be  exercised  in  the  selection  of  the  timber  for  continuous  stave- 
pipea.  The  staves  are  milled  out  of  commercial  sizes  of  scantling  (1  j  to 
3  ins.  thick).  Only  live  wood,  free  from  pitch,  rotten  knots,  shakes, 
cracks  and  other  imperfections  should  be  used  for  this  purpose,  and  it 
should  be  thoroughly  seasoned  before  being  milled  into  staves.  Kiln- 
dried  lumber  is  generally  used  for  these  pipes.  The  staves  should  all  bo 
straight-grained  and  free  from  warp  or  wind.  They  should  be  strong 
enough  to  resist  crushing  under  a  firm  tensile  strain  on  the  bands,  and 
should  not  become  spongy,  when  saturated.  California  redwood  has 
been  used  largely  for  wood-stave  pipe,  but  good  results  have  abo  been 
obtained  with  various  classes  of  pine,  spruce  and  fir.     Both  sides  are 

•  Eng.  Record,  Oct.  11,  IB13,  p.  396. 
t  BTig.  Neu!s.  July  30,  1896,  p.  66. 
J  Ibid.,  July  15,  1897,  p.  34. 
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cut  to  the  required  curvature  of  the  pipe,  the  thickness  of  the  stave  thua 
remaining  uniform,  and  the  edges  are  cut  radially,  A  slight  projection 
or  bead,  about  J  in.  high,  is  cut  on  one  edge  of  each  stave,  and  indents 
the  edge  of  the  adjoining  stave,  when  the  bands  are  tightened.  It  serves 
to  offset  alight  irregularities  that  may  occur  in  the  milling.  Leaks  rarely 
occur  in  the  longitudinal  joints  of  the  pipes. 

The  pipes  are  assembled  in  the  trench.  This  is  a  great  advantage 
as  regards  the  transportation  of  the  material.  When  the  staves  and 
bands  are  distributed,  the  building  of  the  pipe  may  be  commenced  at  as 
many  points  as  the  progress  in  trenching  will  permit.  Gangs  of  8  to  16 
workmen,  according  to  the  number  of  bands  to  be  placed,  commence  at 
points  about  1000  to  2000  ft.  apart,  and  work  towards  each  other.     The 


Fio.  27.  —  Continuous  Wood-stave  Pipe. 

staves  are  of  different  lengths  of  rfbout  14  to  16  ft.  They  are  made 
to  break  joints  in  the  pipe  (Fig.  27).  While  there  are,  therefore,  no 
circumferential  joints  in  the  pipes,  the  joining  of  the  staves  usually 
occurs  within  a  space  of  2  or  3  ft.,  where  two  or  three  extra  bands  are 
placed,  if  the  water  pressure  is  to  be  considerable. 

The  staves  are  butted  together  at  their  ends,  the  joints  being  staggered, 
80  that  they  are  never  nearer  than 
6  ins.  together.  To  insure  tightness 
at  the  butt  joints,  metallic  tongues 
are  inserted,  J  in.  deep,  in  saw-kerfs 
in  the  ends  of  the  staves  (Fig. 
28).     These  tongues  are  made  long  ^°-  ^' "  ^"^-^^"f- 

enough  to  project  i  in.  in  either  side  of  the  stave,  so  as  to  indent  the 
adjoining  stave  when  the  bands  are  tightened.    By  this  simple  arrange- 
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ment,  which  was  aheady  used  in  1S74  in  the  Manchester  pipe,  the 
leak^e  at  the  butt  joints  is  prevented.  The  saw-kerfs  must  be  cut 
tangentially  to  the  curve  of  the  pipe  and  with  great  acciu'acy. 

The  bands  are  usually  made  of  a  mild  steel  *  and  have  a  circular  or 
elliptical  section.  They  are  made  4  to  5  ins.  longer  than  the  perimeter 
of  the  pipe,  to  facilitate  rapid  work  in  placing  them.  One  end  of  each 
band  has  a  head,  and  the  other  is  upset  and  has  a  thread,  about  5  ins. 
long.  The  bands,  which  are  shipped  as  straight  pieces,  are  beat  on 
the  groimd  around  circular  tables,  and  are  painted  or  dipped  into  a 
hot  bath  of  asphalt.  The  shoes  (Figs.  29  and  30)  are  made  of  the 
best  tough  cast  iron,  or  of  the  best  quality  of  malleable  iron,  and 
are  coated  with  the  same  paint  or  asphaltum  used  for  protecting  the 
bands. 

In  constructing  the  pipes,  the  bottom  staves  are  placed  inside  of 
U-shaped  molds,  made  generally  of  l^-in.  gas  pipe.     Centers,  formed 


Fig.  30.  —  Coupling-shoe  tor-Wood- 
stave  Pipe. 

of  the  same  kind  of  gas  pipe,  are  set  up  for  the  upper  staves.  Where  the 
different  sections  meet,  the  last  staves  are  cut  J  in.  too  long,  and  are 
sprung  into  position.  During  the  placing  and  tightening  of  the  bands, 
the  staves  are  driven  tight  at  their  end  joints,  and  the  inside  of  the  pipe 
is  rounded  out  (coopered).  The  bands  must  be  screwed  up  (cinched) 
sufficiently  tight  to  produce  a  uniform  contact  between  the  band  and 
all  the  staves,  and  to  cause  a  lateral  compression  between  the  staves, 
which  will  not  be  entirely  neutrahzed,  when  the  pipe  is  subjected  to 
the  full  water  pressure.  It  is  impracticable  to  secure  these  objects, 
without  causing  undue  str^ns  in  the  bands,  by  simply  screwing  the 
ends  of  the  band.  It  is  found  necessary  to  hammer  the  band  at 
all  points  during  the  cinching,  to  make  it  indent  the  wood  uniformly 
and  sufficiently,  to  secure  the  required  bearing  surface  between  the 
wood  and  the  iron.     If  this  surface  is  not  as  large  as  experience  shows 

•  Steel  having  a  tensile  strength  of  &8,OOCI-65,000  lbs.  per  square  inch,  nn  elastic 
limit  of  40,000-50,000  Iba.  and  nn  elongation  of  24-27  per  cent  in  8  ins. 
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to  be  necessary,  the  fiber  of  the  wood  will  evidently  be  crushed  under 
the  band. 

When  the  bands  are  only  two  or  three  inches  apart,  great  care  must  be 
taken  in  the  cinching,  in  order  to  avoid  crushing  the  wood  or  collapsing 
the  pipe.  If  this  occurs,  serious  leakage  will  take  place,  when  the  pipe 
is  subjected  to  the  full  water  pressure.  The  final  cinching  of  the  pipe 
is  usually  deferred  until  the  day  after  the  pipe  is  laid.  In  order  to 
avoid  screwing  the  rods  too  much,  brace  wrenehea  having  not  over  ten 
inches  leverage  are  used.  In  order  to  obtain  good  results,  continuous 
wood-etave  pipe  should  be  made  and  laid  by  contractors  who  have 
had  experience  in  this  kind  of  work. 

The  amount  of  work  that  can  be  accompUshed  per  day  in  building 
stave  pipes  depends  upon  the  size  of  the  pipe  and  the  closeness  of  the 
bands.  James  D.  Schuyler,  M.  Am.  Soc.  C.  E.,  states  that  on  a  34-in. 
pipe  in  Denver  each  gang  of  workmen  built  150-300  lineal  ft.  of  pipe  per 
day.  He  gives  the  cost  of  the  erection  of  the  pipe  as  5  to  16  cents  per 
band  for  30  to  48  in.  pipes.  As  a  rule,  wood-stave  pipes  are  placed  in 
trenches,  and  covered  with  earth  of  sufficient  depth  to  protect  them 
against  the  action  of  the  elements,  and  f^ainst  injury  from  falling  rocks 
or  trees,  or  from  fire.  Sometimes  only  the  lower  half  of  the  pipe  is 
covered  with  earth,  but  this  plan  is  not  to  be  recommended,  as  decay 
is  apt  to  set  in.  In  some  cases,  especially  where  the  pipes  are  very 
large,  they  have  been  laid  on  the  surface  on  wooden  or  masonry 
cradles,  spaced  about  4  ft.  apart,  and  have  been  carried  across  depres- 
sions on  bridges  or  trestles.  As  a  rule,  exposed  wooden  pipes  will  not 
last  as  long  as  covered  pipes,  but  they  are  more  easUy  inspected  and 
repaired. 

One  of  the  great  advantages  possessed  by  stave-pipes  is  that  they  can 
be  built  in  the  trench  to  follow  any  ordinary  curve.  Pipes  of  40  to  48 
ins.  in  diameter  can  be  readily  constructed  on  curves  of  250  ft.  radius. 
When  sharp  turns  are  to  be  made  with  stave-pipes,  special  castings  are 
required  for  the  angle  points. 

61.  The  Design  of  Wood-stave  Pipes."  —  The  staves  must  have 
sufficient  thickness  to  prevent  percolation,  to  resist  the  lateral  com- 
pression to  which  they  are  subjected,  and  to  insure  that  the  pipe,  when 
empty,  will  not  collapse  under  the  load  of  the  refilling.  At  the  same 
time,  they  must  be  thin  enough  to  become  perfectly  saturated,  and  to 
bend  easily,  where  the  pipe  has  to  be  laid  on  a  curve.  The  thickness  of 
the  staves  depends,  therefore,  upon  the  diameter  of  the  pipe,  and  upon 
the  maximum  pressure  to  which  it  is  subjected.  It  is  determined 
mainly  by  experience. 

■  Trano.  .\m.  Soc.  C.  E.,  1899,  XLI,  p.  27. 
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Robert  E.  Horton,  M.  Am.  Soc.  C.  E.,  gives  the  following  empirical 
rule  for  determining  the  thickness  of  the  staves:  * 
Thickness  of  stave  in  ins. : 


^00  ~  ~^  100  *^* 

In  actual  practice  the  thickness  of  the  staves  may  vary  from  J  to  j  in. 
from  that  given  by  the  rule. 

For  the  smallest  radius  to  which  continuous  stave-pipes  can  be  laid 
on  curves,  Mr.  Horton  gives  the  following  approximate  rule: 

Minimum  radius  in  ft.  =  4  to  5  (D  +  4  ('),  (31) 

where      D  =  diameter  of  pipe  in  inches; 

t  =  thickness  of  staves  in  inches. 
In  order  to  prevent  the  pipe  from  being  deformed  by  its  weight  and 
that  of  the  water  it  contains,  it  should  be  supported  through  an  arc 
extending  about  55  degrees  on  each  side  of  the  vertical  axis. 

62.  The  spacing  of  the  bands  must  be  such  that  the  stress  caused 
in  each  band  by  the  water  pressure  and  the  swelling  of  the  wood  will  not 
exceed  a  safe  limit,  assumed  usually  for  mild  steel  at  about  16,000  lbs. 
per  sc|.  in.     The  spacing  of  the  metal  bands  is  determined  by  the  follow- 
ing formulas  :t 
Let  r  =  internal  radius  of  the  pipe; 
t  =  thickness  of  staves  in  ins. ; 
d  =  distance  between  centers  of  bands  in  ins,; 
8  =  tensile  strain  in  the  band  in  lbs. ; 
e  =  permanent  swelling  force  of  the  wood  in  lbs.  per  lineal  in.  of 

band; 
p  =  pressure  of  water  in  lbs.  per  sq.  in,; 

b  =  safe  bearing  power  of  the  wood  in  lbs.  per  lineal  in.  of  band; 

c  =  average  compressive  lateral  strain  in  lbs.  per  sq.  in.,  when  the 

pipe  is  under  pressure  of  p  lbs. 

The  strain  produced  in  the  bands  by  the  water-pressure  is  readily 

calculated.     The  greatest  pressure  which  the  band  has  to  sustain  is 

evidently  2  rpd.    As  this  is  resisted  by  the  tension  in  the  band  at  two 

points  diagonally  opposite  each  other,  we  have 

s  =  rpd.  (32) 

•  Report  by  Robert  E.  Horton  on  "Continuous  Stave  Pipe,"  published  by  tho 
Marion  Mtdleable  Iron  Works,  Marion,  Ind.,  in  its  booklet  on  "Malleable  Iron 
Shoes  for  Continuous  Stave  Pipps." 

t  These  formulaa  are  pvenby  H.  C.  Henny,  M.  Am.  Soc.  C.E.,  who,  its  manager  of 
the  Exeelaior  Wooden  Pipe  Co.,  of  San  Francisco,  CaJ.,  had  lai^  pxporiencr  in  the  con- 
struction of  continuous  wood-fltave  pipes.     (Trans.  .Am.  Soc.  0.  E.,  1899,  XLI,  p.  08.) 
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To  insure  water-tightnees,  the  staves  must  be  under  some  compres- 
sion, when  the  pipe  is  under  pressure.  This  is  secured  by  proper 
cinching  before  the  wat«r  is  admitted.  As  the  compression  in  the 
staves  produces  an  additional  strain  in  the  bands,  we  have,  for  the 
whole  strain,  the  formula: 

a  =  rj>d  +  ctd.  (33) 

If  the  pipe  has  not  been  cinched  so  tight  that  the  wood  cannot  swell 
laterally,  c,  in  the  above  formula,  will  be  increased  by  the  swelling  of 
the  wood  when  it  becomes  saturated.  As  wood  in  this  condition  will 
evidently  yield,  if  subjected  to  a  greater  compression  per  square  inch 
than  the  force  it  exerts  in  swelling  (just  as  a  spring  would  yield  if 
put  under  a  greater  pressure  than  the  force  it  exerts),  the  maximum 
value  of  c  for  saturated  wood  is  evidently  equal  to  e,  and  we  have, 
therefore,  for  a  saturated  pipe: 

g  =  prd  +  etd.  (34) 

In  order  that  the  wood  under  the  pipe  should  not  be  crushed,  d  must 
be  given  such  a  value  that  the  strain  in  the  wood  under  the  band  will 
not  exceed  b.  Considering  6  to  be  produced  by  a  uniform  exterior 
pressure,  just  as  s  was  calculated  for  an  interior  pressure,  we  have  the 
following  equation  of  condition, 

s„^  =  rpd  +  etd  S  (r  +  t)b.  (35) 

Formula  (34)  gives  a  greater  strain  in  the  bands  than  is  necessary  to 
produce  tightness.  If  the  nut  of  a  band  is  turned  while  the  pipe  is  under 
pressure,  the  compression  in  the  staves  will  be  reduced,  and  finally  leak- 
age  will  take  place  at  points  about  halfway  between  the  bands,  where 
the  compression  in  the  staves  is  least. 

If  Ci  and  cj  represent,  respectively,  the  maximum  and  minimum 
compression  per  square  inch  in  the  stave,  nz.,  that  occurring  at  the 
bands  and  halfway  between  them,  the  average  compression  will  be 
approximately : 

^-  (36) 

In  order  to  insure  water-tightness,  we  should  have  Ci  >  p,  as  otherwise 
the  staves  would  be  forced  apart  if  the  water  should  get  between 
them. 

If  the  bands  are  not  spaced  too  far  apart,  and  the  staves  are  not  too 

thin,  Ci  will  not  be  much  greater  than  Cj.     Under  these  conditions  it  i^ . 

believed  that  water-tightness  is  insured  by  the  condition  .^ 

ci  -I-  Ct  =  3  p,  or  c  =  !  p.  (37)' 
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Substituting  this  value  in  formula  (33)  we  have  for  the  least  band 
strain  in  a  tight  pipe: 

s  =  prd+i  ptd,  (38) 

which  should  be  equal  to  the  safe  tensile  strain  in  the  band.     To  limit 
the  pressure  on  the  wood  under  the  band  to  b  we  must  have 

8  =  pd(r  +  il)S{r+t)b,  (39) 

from  which  we  obtain: 


'p(r+it)       p{r  +  it) 


(40) 


53.  Horton's  Formulas.  —  Simple  formulas  for  determining  the 
proper  size  and  spacing  of  the  bands  are  given  by  Robert  E.  Horton  in 
his  report  on  "Continuous  Stave  Pipes."  The  formula  for  finding  the 
required  size  of  band  is  as  follows: 

_  (pd  +  2000 

2  a  ■''  ^"^ 

where    a  =  required  area  of  band  section  per  inch  length  of  pipe; 

p  =  pressure  of  water  in  lbs.  per  sq.  in.; 

t  =  thickness  of  staves  in  inches; 

s  =  ultimate  tensile  strength  of  bands  per  square  inch; 

/  =  factor  of  safety, 
s  is  usually  taken  as  60,000  lbs.  and  /  is  assumed  as  4  for  exposed  pipes, 
increasing  to  5  for  pipes  subject  to  water-hammer,  or  for  pipes  buried 
in  the  earth. 

When  the  bands  are  cinched  with  the  wood  dry,  the  resistance  of  the 
wood  to  compression  exerts,  according  to  Mr.  Horton,  a  stress  on  the 
bands  which  may  be  as  great  as  1650  to  2000  lbs.  per  sq.  in.  of  edge 
surface  of  the  staves.  This  pressure  is  greatly  reduced,  as  soon  as  the 
pipe  is  filled  with  water,  as  the  water  pressure  expands  the  bands  and 
consequently  diminishes  the  compression  on  the  edges  of  the  staves. 
On  the  other  hand,  the  swelling  of  the  wood  increases  the  compression 
in  the  stave  edges  again.  The  net  pressure  per  square  inch  in  the  edges 
of  the  staves,  due  to  the  forces  mentioned,  is  usually  assumed  at  100  lbs. 
per  sq.  in.  of  edge  surface  of  the  staves,  and  this  figure  is  used  in  the 
above  formula. 

In  order  to  avoid  dangerous  crushing  of  the  wood,  the  pressure 
Iwtween  the  bands  and  the  wood  should  not  exceed  about  800  lbs.  per 
square  inch  of  contact.  For  round  bands  the  width  of  contact  between 
the  band  and  stave  should  be  about  equal  to  the  radius  of  the  band. 
Adopting  these  data,  Mr.  Horton  gives  the  following  formula  for  deter- 
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miniDg  the  maximum  permissible  spacing  between  bands  of  given  size 
under  a  given  pressure: 

^=^.  <«) 

where  S  =  maximum  permifiBible  spacing  of  bands  in  ins.; 
d  =  diameter  of  round  bands  in  ins.; 
p  =  water  pressure  per  sq.  in. 
For  the  lightest  pressures,  the  spacing  of  the  bands  is  usually  made 
10  to  12  ins.,  and  for  greater  pressures,  this  distance  must  be  corre- 
Bpondingly  reduced.    Different  sizes  of  bands  and  spacings  may,  evi- 
dently, be  adopted  for  the  Bame  given  diameter  of  pipe  and  head  to 
which  it  is  exposed.    Small  bands,  spaced  closely  together,  are  apt  to 
insure  water-tightness;  but,  on  the  other  hand,  they  are  not  as  durable 
as  larger  bands.     Practically,  the  nearest  commercial  size  of  band  is 
selected.     Having  decided  upon  the  size  of  band  to  be  used  in  a  given 
case,  the  spacing  of  the  bands  will  be  determined  by  the  following 
formula: 

where  S  =  distance  between  band  centers  in  ins. ; 
A  =  area  of  band  section  in  sq.  ins.; 
o  =  required  band  area  per  lineal  inch  of  pipe. 

TABLE  XXVI.  - 


NdDuiwliliam. 

oi,dp..i»t». 

ri.r£; 

fiT»^. 

^sxfx,-^ 

FKtoroT 
ulttyin 
band 

10 

liX4 

1250 

5.3 

12 

11X4 

1470 

4.5 

14 

liX4 

1650 

4.0 

IS 

2X6 

1S50 

4.0 

18 

2X6 

1650 

4.0 

20 

2X6 

if 

Ax  A 

1650 

4.0 

22 

2X6 

11 

re 

1510 

4.5 

24 

2X6 

II 

1650 

4.0 

27 

2X6 

ii' 

1650 

4.0 

30 

2X6 

2670 

4-5 

36 

2X6 

>A 

2950 

4,0 

42 

2X6 

2950 

4.0 

48 

2X6 

if 

2950 

4,0 

54 

21X8 

4600 

4.0 

60 

3X8 

2 

4600 

4.0 

66 

3XS 

2\ 

6600 

4,0 

72 

3X8 

2 

6600 

4.0 

Dijiiiztdb,  Google 


74  WOODEN  PIPES 

Table  XXVI  gives  the  aizes  of  bands  and  spacings  recommended  by 
A.  L.  Adams  for  continuous  wood-stave  pipes,  10  to  72  ina.  in  diameter.* 

The  Sow  through  wooden  pipes  is  not  diminished,  in  course  of  time, 
as  is  the  case  with  iron  and  steel  pipes,  whose  areas  are  reduced  by 
tuberculation  and  corrosion. 

•  Trans.  Am.  Soc.  C.  E.,  1899,  XLI,  p.  76. 
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54.  Historical  Ncptes.  —  The  precise  date  of  the  intrcxtuction  of 
cast  iron  is  unknown,  but  this  material  appears  to  have  been  used  in 
the  fourteenth  and  fifteenth  centuries.  Castings  of  iron  made  in  the 
latter  date  in  Sussex,  England,  are  said  to  be  still  extant.*  In  the 
sixteenth  century  cannons,  some  weighing  3  tons,  were  made  of  cast 
iron,  and  the  manufacture  of  cast  iron  water  mains  was,  probably, 
b^un  about  this  time. 

In  1664  to  1688  cast  iron  pipes,  about  13  to  20  ins.  in  diameter,  were 
laid,  by  order  of  Louis  XIV  of  France,  to  supply  the  town  and  parks  of 
Versailles  from  the  reservoirs  of  Picardie,t  They  are  1  meter  in  length 
and  are  joined  by  means  of  bolted  flanges.  Some  of  these  early  pipe-lines 
are  still  in  use.  In  1901  some  of  these  pipes  were  taken  up  after  being 
more  than  200  years  in  the  ground,  and  were  found  to  be  of  good  gray 
iron,  clean  on  the  inside,  and  but  httle  rusted  on  the  outside.  The  rust 
appears  to  have  formed  a  protective  coating  which  prevented  the 
penetration  of  oxygen  beyond  the  surface  of  the  metal.  Ideal  soil 
conditions  and  good  water  contributed  to  its  long  life. 

In  1746  the  Chelsea  Water  Co.,  of  London,  laid  a  12-in.  cast  iron 
flanged  pipe,  which  had  to  be  relaid  in  1791  on  account  of  defective 
joints.}  Thomas  Simpson,  the  engineer  of  this  company,  designed, 
about  1785,  the  flrat  bell-and-spigot  pipe  with  lead  jointa.  This  kind  of 
pipe  proved  to  be  so  satisfactory  that  it  was  soon  adopted  by  all  of  the 
London  water  companies. 

In  the  United  States  all  water  pipes  were  made  of  wood  up  to  1817, 
when  some  cast  iron  pipes,  imported  from  England,  were  laid  in  Phila- 
delphia. $  These  pipes  were  in  lengths  of  9  ft.  and  had  bell-and-spigot 
joints.  Some  of  them,  which  have  been  about  100  years  in  the  ground, 
are  still  in  use.  If  In  the  City  of  New  York  some  uncoated  cast  iron 
pipes,  which  were  imported  from  Scotland  for  the  first  Croton  water 
works,  are  still  in  service.    The  earliest  cast  iron  pipes  were  about  2J  ft. 

•  "EDcyolopndia  Britannica,"  9th  Edition,  Vol.  XIII,  p.  297. 
t  Jour,  of  New  EngUnd  Water  Works  Assoc.,  1904,  XVin,  p.  218. 
t  "Kpe  and  the  PubUc  Welfare,"  by  R.  C.  McWane,  p.  16,  New  York,  1917. 
f  JMd.,  p.  17. 

t  Trans.  Am.  Soc.  C.  E.,  1914,  LXXVIII,  p.  810. 
75 


Digitized  by  Google 


76  CAST  IRON  PIPE 

in  length,  and  were  provided  with  flanged  jointa  and  leather  gaskets 
which  were  bolted  together.  At  a  later  date,  somewhat  longer  pipes' 
with  screw  joints  were  used,  but  trouble  resulted  on  account  of  the  rigid- 
ity of  the  joints,  which  prevented  expansion  and  contraction.  Next, 
cylindrical  socket-joints  were  tried.  They  were  turned  to  a  conical 
form,  and  were  driven  together  with  a  little  whiting  and  tallow  for  luting. 
Later,  the  length  of  pipe  was  increased  to  about  9  ft.,  and  the  bell-and- 
spigot  joints  were  used,  being  first  adapted  to  a  packing  of  wooden 
wedges,  and  later  to  a  packing  of  lead.  This  form  of  joint,  with  slight 
modifications,  continues  to  be  used  in  both  the  United  States  and 
abroad.  The  length  of  pipe  has,  however,  been  increased,  and  cast  iron 
pipes  are  now  made  so  as  to  have  an  effective  length  of  16  ft.,  exclusive 
of  the  bell. 

The  first  cast  iron  pipes  were  not  coated  with  any  preservative  com- 
position, although  they  were  sometimes  given  a  wash  of  lime.  Uncoated 
pipes  are  still  used  for  gas  mains.  Rust  penetrates  the  metal  on  the 
inside  and  outside  only  for  a  slight  depth,  and  then  preserves  the  pipe 
from  further  corrosion.  When  a  main  has,  however,  to  convey  water, 
its  capacity  is  gradually  reduced  by  tuberculation  (p.  461)  and  for  this 
reason  water  pipes  are  now  always  protected  by  some  kind  of  coating. 

In  1848  Dr.  Angus  Smith  patented  in  England  a  cheap  and  efficient 
coating  for  protecting  cast  iron  from  corrosion.  It  consists  of  gas-tar, 
pitch,  linseed  oil  and  resin,  and  with  some  improvements  in  the  method 
of  applying  it,  is  now  almost  universally  used  for  protecting  pipes. 

66.  Thickness  of  Cast  Iron  Pipes.  —  The  cast  iron  of  which  water 
pipes  is  made  should  resist  safely  a  tensile  strength  of  16,000  to  18,000 
lbs.  per  sq.  in.  In  computing  the  thickness  of  metal  required  in  a  cast 
iron  pipe  to  resist  a  certain  water  pressure,  an  allowance  must  be  made 
for  possible  water-hammer,  depending  upon  the  diameter  of  the  pipe. 
An  additional  allowance  —  about  tV  of  an  inch  —  must  be  made  for  tho 
possibility  of  the  core's  being  placed  slightly  eccentric  when  the  pipe 
is  cast,  thus  causing  an  inequality  in  the  thickness  of  the  metal.  Beside 
theoretical  considerations,  the  thickness  of  cast  iron  pipe  must  evidently 
be  sufficient  to  prevent  the  breaking  of  the  pipe  in  handling,  and  to  resist 
corrosion.  The  least  thickness  which  should  be  given  to  a  small  cast 
iron  pipe  should  not  be  less  than  I  of  an  inch. 

A  large  number  of  empirical  formulas  for  computing  the  thickness  of 
metal  of  cast  iron  pipe  has  been  proposed.  Due  allowance  is  made  in 
all  of  them  for  the  practical  considerations  mentioned  above. 

James  B.  Francis's  formula,  which  is  used  by  the  Warren  Foundri' 
and  Machine  Co.,  is: 

(  =  0.000058  hd  +  0.0152  d  +  0.312,  (44) 
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where  k  =  head  in  feet; 

d  =  diameter  of  pipe  in  inches. 
J.  T.  Fanning  gives  the  following  formula: 

0-4  8  100 

where  (  =  thickness  of  pipe  in  inches; 
p  =  pressure  of  water  per  sq.  in.; 
s  =  tensile  strength  of  iron  per  square  inch. 
The  formula  used  for  the  Metropolitan  Water  Works  of  Boston  is: 
(p  +  P') 


t  - 


3300 


-  +  0.25, 


(46) 


where  (  =  thickness  in  ins. ; 

p  =  static  pressure  in  lbs.  per  sq.  in.; 
p'  =  allowance  for  water-hammer  in  lbs.  per  sq.  in.; 
r  =  radius  of  pipe  in  ins. 
In  this  formula  0.25  is  the  allowance  for  eccentricity,  deterioration 
and  safety  in  handling.     The  tensile  strength  of  cast  iron  pipe  is  assumed 
to  be  16,500  lbs.  per  sq.  in.,  and  a  factor  of  safety  of  5  is  provided. 
The  value  of  p'  in  the  formula  is  assumed  as  follows: 


'^^^'^■ 

Valu...!;/ 

'^t^LE- 

Vnlinolp' 

3-10 

120 

24 

S5 

12 

no 

30 

so 

16 

too 

36 

76 

20 

00 

42-60 

70 

66.  Special  Castings.  —  Curved  pipes,  called,  also,  bends,  and  the 
castings  required  for  uniting  pipes  at  their  intersections,  for  turning 
them  to  one  side  to  avoid  obstacles,  for  reducing  or  enlarging  the  diam- 
eter of  a  pipe-line,  are  usually  classified  as  special  castings,  and  cost  about 
2J  to  7  times  as  much  per  pound  as  ordinary  straight  pipes. 

67.  Standard  specifications  for  straight  pipes  and  specials  were 
adopted  by  the  New  England  Water  Works  Association  in  1902  and  by 
the  American  Water  Works  Association  in  1908.  The  specifications  of 
the  latter  association,  which  are  used  very  extensively  throughout  the 
United  States,  are  given  in  the  Appendix. 

68.  Pipe-joints.  —  There  are  three  principal  ways  for  joining  cast 
iron  pipes,  nz.,  by  bell-and-spigot  joints,  flanged-joints,  or  by  tumed- 
and-bored  joints.  The  first  kind  (Fig.  31)  is  almost  universally  used,  on 
account  of  its  making  ample  provision  for  expansion  and  contraction, 
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and,  also,  on  account  of  its  flexibility  and  strength.  The  flexibility  of 
the  ordinary  bell-and -spigot  joint  is  shown  by  the  facility  with  which  a 
line  of  mains  with  such  joints  can  be  moved  to  one  side,  raised  or  lowered, 
within  certain  limits,  without  causing  the  joints  to  leak. 


Fio.  31.  —  Bell-and-spigot  PJp^joint. 

69.  Bell-andspigot  joints  should  be  designed  to  reduce  the  amount 
of  lead  used  to  the  minimum  permitting  good  caulking,  and  to  make  the 
bell  sufficiently  strong  to  withstand  the  atrcsses  caused  by  caulking. 
Experience  is  the  best  guidn  in  these  matters.  Wooden  wedges  have 
been  occasionally  adopted,  instead  of  lead,  to  make  a  tight  packing  for 
bell  and  spigot.  Such  joints  have  been  used  at  Yarmouth,  Nova  Scotia, 
since  1851,  and  have  proved  to  be  so  durable,  that  they  are  now  univer- 
aally  used  in  that  place.* 


Fig.  32.  —  Dutch  Pipe-joint  with  Plain  Spigot. 

Fig.  32  shows  a  Dutch  type  of  joint  which  is  used  by  the  Public  Works 
Department  of  The  Hague,  Netherlands.  The  bell  is  beveled  and  the 
pipe  is  without  a  spigot.  It  is  claimed  that  this  shape  facilitates  the 
centering  of  the  plain  ends  in  the  beveled  bottom  of  the  bell, 

60.  Flanged-joinls  (Fig.  33)  are  advantageous  for  places  where  the 
pipes  may  have  to  be  disconnected,  such  as  at  pumping  stations,  at  water- 
gates,  etc.  They  are  easily  made  water-tight  by 
covering  the  faces  of  the  flanges  with  red-lead 
putty,  in  which  a  string  that  makes  two  or  three 
turns  is  embedded,  and  then  screwing  the  flanges 
Fia.33.  — Flanged  Pipe,  together  with  bolts.  Instead  of  the  red-lead, 
sheets  of  rubber  and  cotton,  corrugated  copper,  lead  or  copper  wire 
may  be  used.     Usually  this  kind  of  joint  has  no  provision  for  expan- 

..  340, 
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sion  and  contraction.  Some  allowance  may  be  made,  however,  by 
placing  an  India  rubber  ring  between  the  two  flanges,  as  shown  in 
Fig.  34,  which  is  a  joint  which  has  proved  effec- 
tive in  high-pressure  mains  in  England.*  Another 
way  of  making  provision  for  expansion  and  con- 
traction is  by  using  a  bell-and-apigot  joint  at  every 
tenth  joint.  Bolted  joints  of  the  flange  form  should 
be  avoided  for  underground  work,  as  they  are  too  rigid,  and  as  the 
bolts  will  rust  in  time. 

61.  Tumed-and-bored  joints  (Fig.  35)  involve  some  expense  in  the 
manufacturing,  but  for  large  orders  this  may  be  offset  by  the  saving  of 
lead,  gaskets,  etc.  After  the  bored  or  turned  parts  are  cleaned,  they  are 
coated  with  a  solution  of  sal  ammoniac  or  with  a  mixture  of  tallow  or  resin. 
The  pipes  are  then  simply  pushed  tightly  together,  the  sat  ammoniac, 
if  used,  making  a  rust  joint.  The  principal  objection  to  this  kind  of 
joint  is  that  it  makes  no  provision  for  changes  of  temperature,  which 


Fig.  35.  —  Bored  Bell  and  Turned  Spigot  Rpe-joint. 

may,  therefore,  cause  the  pipes  to  break  or  draw  apart.  Allowance  for 
expansion  and  contraction  for  a  pipe-line  with  bored  and  turned  joints 
may  be  provided  by  making  every  tenth  joint  of  the  ordinary  bell-and- 
spigot  kind.  Although  bored  and  turned  joints  have,  thus  far,  only 
been  used  to  a  very  limited  extent  in  the  United  States,  they  have  been 
adopted  in  many  foreign  plants.  Where  the  pipes  can  be  laid  in  per- 
fectly straight  lines,  this  kind  of  joint  has  some  great  advantages.  By 
greasing  the  joints,  they  become  practically  water-tight,  independently 
of  the  lead  which  is  always  added. 

62.  The  taper  joint  of  the  universal  pipe,  described  on  page  83,  is 
another  type  of  joint  that  has  been  used  for  cast  iron  pipe.  The  two 
joints  that  fit  together  have  slightly  different  tapers.  This  gives  the 
joint  some  flexibility. 

63.  Making  Joints  of  Bell-and-spigot  Pipes.  —  In  making  ordinary 
bell-and-spigot  joints,  sufficient  hemp  yam  should  be  wrapped  around 
the  spigot  end,  before  it  is  placed  in  the  bell.  The  hemp  is  then  packed 
by  a  yarning  tool;  the  joint  is  closed  by  a  hemp-rope  covered  with  plastic 

•  "Water-works  Engiiiecring,"  by  Turner  and  Brightmore,  p.  340,  London, 
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day  (called  a  snake),  an  opening  being  left  at  the  top,  through  which  the 
lead  can  be  poured.  The  lead  is  melted  in  a  ladle,  placed  in  a  furnace, 
and  it  IB  important  that  the  whole  joint  be  poured  in  one  operation,  even 
for  pipes  as  large  as  48  ins.  in  diameter,  requiring  about  170  lbs.  of 
lead  for  each  joint.  After  the  lead  has  been  poured,  the  excess  of  lead 
is  trimmed  off,  and  the  joint  is  ca<ilked,  generally  by  hand,  by  using 
three  or  four  caulking  tools.  Machines  for  caulking  are  also  in  use  (p. 
475).  For  large  pipes,  a  steel  clip  having  a  joint  at  the  bottom  is  used, 
instead  of  the  rope  and  clay.  After  the  clips  have  been  placed  around 
the  pipe,  a  small  basin  for  receiving  the  molten  lead  is  made  with  clay 
at  the  upper  end  of  the  clips. 

In  wet  trenches  it  is  dangerous  to  pour  lead  in  joints.     A  little  wat«r  in 
the  joint,  coining  in  contact  with  the  molt«n  lead,  will  cause  an  explosion. 


Lead  Wool  Joint. 

This  may  be  avoided,  to  a  certain  extent,  by  pouring  a  little  kerosene  or 
crude  oil  in  the  joint,  before  the  lead  is  poured.  For  very  wet  trenches, 
the  joints  may  be  poured  around  a  pipe  in  a  dry  place,  the  spigot  end 
being  then  pulled  out  of  the  bell,  and  the  lead  joint  being  cut  into  halves. 
These  pieces  of  lead  can  then  be  driven  cold  into  a  joint  in  the  trench 
and  caulked.  A  better  material  for  such  places  is,  however,  the  lead 
wool  described  below. 

With  a  view  of  avoiding  electrolysis,  cement,  mortar  or  wood,  instead 
of  lead,  has  been  placed  in  bell-and-spigot  joints,  at  certain  intervals, 
along  a  pipe-line. 

64.    Lead  wool  *  (Figs.  36  and  37)  consists  of  finely  divided  lead  in 

continuous  strands  in  the  form  of  rope.     It  is  used,  without  heating,  to 

fill  the  joints  of  water  and  gas  mains,  to  repair  leaks  in  pipes,  masonry, 

•  Manufactured  by  United  Lead  Co.,  New  York. 


Digitized  by  Google 


MAKING  JOINTS  OF  BELL-AND-SPIGOT  PIPES 


81 


etc.,  and  for  other  emergencies.  The  use  of  this  material  originated  in 
Germany,  where  large  cast  iron  water  pipes  are  usually  caulked  with  lead 
wool.  In  this  country  this  material  has  been  used  for  about  ten  years, 
especially  for  gas  mains  and  for  water  pipes  laid  either  in  wet  trenches 
or  under  water. 

Lead  wool  is  manufactured  in  several  ways,  the  methods  generally 
adopted  being  the  extrusion,  or  a  shaving  process.  Either  of  these 
processes  produces  very  finely  divided  lead,  which,  when  submitted  to 
high  pressures,  unites  and  forms  a  very  dense  nkaterial,  which  has  great 
pressure  resisting  qualities. 

Lead  wool  is  always  placed  cold  in  a  pipe-joint.  As  each  skein  or 
strand  is  caulked  separately,  as  it  is  introduced  into  the  joint,  the  lead 
becomes  much  denser  than  when  it  is  poured  in  the  usual  way.  For 
this  reason  less  depth  of  lead  in  a  water  main  joint  is  needed  with  lead 
wool  than  with  cast  lead,  which  shrinks  in  cooling  from  the  iron.  In  the 
latter  case  the  subsequent  caulking  forces  the  lead  out  again  only  to  a 
limited  depth. 

TABLE  XXVn.  — APPROXIMATE  QUANTITIES  OF  LEAD  WOOL 
AND  YARN  REQUIRED  FOR  C.  I.   PIPE-JOINTS 

For  Pretture  up  to  500  Lbs. 


Lwlwool 

Y^ 

Ditm-oltipt      D<q>th,  inch« 

Wgljtht,  lb>. 

Depth.  Inchw 

2 
3 
4 
5 
6 
7 
8 
9 
10 
12 
14 
16 
16 
IS 
20 
24 
30 
30 
42 

1 

I 

1 

1 
I 
1 
1 
1 
1 
1 
1 
1 
1 
1 
1 
1 

2 

3 

4.5 
5.5 
6.5 

8.5 
9 

12.6 

U 

16 

18 

20 

22 

25 

36 

45 

60 

75 

I 

The  caulking  of  lead  wool  must  be  done  by  experienced  men  or  by  a 
pneumatic  caulking  machine.  A  heavy  hammer  weighing  not  less  than 
4  lbs.  should  be  used,  and  the  joint  should  be  finished  so  as  to  be  |  in. 
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inside  of  the  bell.  When  the  jointa  have  been  made,  the  pipe-line 
should  be  tested  by  air  under  a  pressure  of  not  leas  than  800  lbs.  per 
aq.  in. 

The  advantages  claimed  for  lead  wool  joints  are:  a  saving  in  material, 
the  dispensing  with  the  melting  pot,  and  great  density  of  the  joint.  For 
pipes  of  less  than  24  ins.  in  diameter,  lead  wool  joints  cost  more  than 
cast  lead  joints,  but  for  larger  pipes  the  cost  of  both  kinds  of  joints  is 
about  the  same. 

The  quantities  of  lead  wool  and  yarn  required  in  joints  of  cast  iron 
pipes  are  approximately  as  given  in  Table  XXVII. 

66.  Leadite  *  is  a  composition  of  iron  sulphur,  slag  and  salt,  which 
is  hnely  ground,  melted  and  poured  as  a  substitute  for  lead  in  joints  of 
water  and  gas  mains.  The  weight  of  leadtte  is  only  118  lbs,  per  cubic 
foot,  when  melted.  Lead  weighs  about  708  lbs.  per  cu,  ft.  One  ton 
of  leadite  will  make  about  5  times  as  many  joints  as  a  ton  of  lead. 

Leadite  melts  at  a  temperature  of  about  400°  F.  It  is  melted  in  a 
suitable  gasoline  or  kerosene  furnace,  and  is  poured  like  molten  lead. 
As  it  expands  in  coohng  and  forms  a  vitreous,  water-tight  substance,  it 
requires  no  caulking.  Leadite  is  shipped  in  powder  form  in  sacks  and 
barrels,  containing,  respectively,  100  and  350  lbs.  of  the  material. 
When  the  joints  are  properly  made,  the  leadite  can  be  used  for  pressures 
up  to  250  lbs.  per  sq.  in.  Leadite  is  more  elastic  than  lead  and,  conse- 
quently, is  not  squeezed  out  of  a  joint  like  lead,  when  a  pipe-Une  settles 
or  is  jarred. 

The  following  table,  furnished  by  the  Leadite  Company,  gives  the 
quantity  of  lead  and  leadite  required  to  make  joints,  2j  ins.  deep,  in 
ordinary  water  pipe. 


TABLE 

xxvni.  — 

QUANTITIES  OP  LEAD  AND  LEADITE  IN 

PIPE-JOINTS 

"^^c- 

Le.d. pounds 

LandLW. 
pounds 

«t?^' 

LMd,  pound. 

Undit^ 

pound. 

4 

6 

I 

20 

35 

8i 

b 

n 

1 

24 

45 

11 

6 

10 

2 

30 

60 

15 

8 

12 

3 

36 

80 

20 

10 

15 

3 

40 

90 

23 

12 

18 

4 

42 

100 

26 

14 

22 

5 

48 

120 

30 

16 

25 

6 

60 

200 

50 

18 

30 

71 

72 

260 

65 

No™.  —  For  hiih  pi 


IS  ch«  qiuntitiH  of  ItadiM 


n  tha  above  table  il 


*  Manufactured  by  the  Leadite  Co.,  Inc.,  Philadelphia,  Pa. 
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Some  of  the  water  works  in  which  leadite  has  been  used  are  given  in 
the  following  table: 


TABLE  XXIX.  —  SOME  WATER  WORKS 

IS  USED 

IN  WHICH 

LEADITE 

Location 

DiAineten 

1  jnnthi  ID 

Preuarv  «□  pounils 

Atlantic  City,  N  J. 

4-20 

4-30 
6-10 

4-^ 
4-24 
4 

H 

6 

6 

Wilkineburg,      Pa.       tPennnylvania 

HopkioBville,  Ky. 

i 

66.  Pipe-Iajring.  —  The  trenches  for  water  pipes  must  be  dug  to 
such  a  depth  as  to  provide  a  sufficient  covering  of  refilling  to  protect  the 
pipes  from  injury  from  passing  loads  and  against  freezing.  In  the  lati- 
tude of  New  York  a  covering  of  4  ft.  of  earth  is  sufficient,  but,  in  cold 
countries,  the  pipes  have  to  be  laid  about  7-10  ft.  below  the  surface, 
to  protect  them  against  freezing.  The  width  of  the  trench  should  be 
sufficient  to  enable  the  caulkers  to  perform  their  work  with  care.  For 
this  reason  the  minimum  width  of  a  trench  for  small  pipes  in  good  ground 
should  not  be  less  than  2|  ft.,  and  for  larger  pipes  a  space,  one  foot 
wide,  should  be  provided  on  either  side  of  the  pipe,  the  ordinary  width 
of  a  pipe  trench  being,  therefore,  practically  equal  to  the  inner  diameter 
of  the  pipe  plus  2  ft.,  with  a  minimum  width  of  2^  ft. 

Pipes  up  to  about  12  ins.  in  diameter  are  placed  on  the  bottom  of  the 
trench,  the  extra  space  required  for  the  bells  being  excavated  at  the 
required  intervals.  Larger  pipes  are  usually  laid  on  wood  blocking, 
and  are  held  in  place  by  wooden  wedges.  Two  blocks  are  provided  for 
each  pipe,  one  being  placed  near  the  bell  and  the  other  near  the  spigot. 
For  a  48-in,  main,  the  blocks  are  usually  6  ins.  X  12  ins,  X  4  ft.  and  the 
wedges  are  6  ins.  wide  by  4  ins.  deep  at  one  end,  one-half  inch  thick  at 
the  other  end,  and  18  ins.  long.  The  blocks  give  the  pipes  a  good  bearing 
on  the  bottom  of  the  trench. 

Curves  of  large  radius  can  be  made  with  ordinary  straight  pipe  — 
short  lengths  being  used,  if  necessary  —  by  laying  the  pipes  as  chords 
of  an  arc.  In  doing  so,  care  must,  however,  be  taken  to  allow  eufficient 
space  at  all  points  of  the  joint  for  pouring  and  caulking.  For  sharper 
curves  special  curved  pipes  are  used. 

67.  Universal  Pipe  (Fig.  38).  —  A  new  type  of  bolted  joints  for  cast 
iron  pipes  was  introduced  about  1904  by  the  Central  Foundry  Company 
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of  New  York.  The  pipe  having  these  joints  is  known  as  Univertal 
Pipe,  and  is  manufactured  in  sizes  of  2  to  16  ins.  in  diamet«r.  The 
joints  are  turned  in  a  lathe,  by  means  of  specially  designed  tools,  to  a 
taper,  but  that  of  the  spigot  ends  is  made  slightly  less  than  that  of  the 
bell  ends.  By  this  arrangement  a  perfectly  tight  joint  is  obtained  for 
water  pipes  under  pressure  as  high  as  300  lbs.  per  sq.  in.  by  simply 
drawing  the  spigot  ends  into  the  bell  ends,  no  gaskets,  lead,  cement, 
oakum  or  any  other  filler  being  required.  The  differential  taper  gives 
considerable  flexibility  to  the  joints,  without  causing  leakage,  and  takes 
eare,  also,  of  expansion  and  contraction. 

Universal  pipe  is  made  of  a  good  grade  of  cast  iron.  For  adapta- 
bility to  all  general  purposes  it  is  made  in  standard  lengths  of  6  ft. 
Curved  lines  are  easily  laid,  and  the  use  of  specials  can  be  avoided 
in  many  cases.     For  low  pressure?  the  pipes  have  two  wrought  iron 


Fid.  38.  —  Universal  Hpc, 

bolts  at  each  joint,  but  for  high  pressures  four  bolts  are  provided  at 
each  joint  for  pipes  of  12  ins.  or  more  in  diameter.  Universal  pipe 
can  be  laid  by  two  men,  each  provided  with  a  wrench,  preferably  of 
the  ratchet  type.  White  lead  mixed  in  the  oil  is  used  at  the  joints  as 
a  lubricant. 

Universal  pipe  can  be  laid  without  difficulty  in  wet  trenches  and, 
once  drawn  tight,  remains  tight.  Branch  pipes  can  be  easily  connected 
t«  the  main  pipe.  This  type  of  pipe  has  been  used  successfully  in  a 
number  of  cities.  In  the  high  pressure  fire  system  of  Philadelphia,  more 
than  30  miles  of  this  kind  of  pipe  have  been  laid. 

68.  Manufacture  of  Cast  Iron  IHpes.  —  In  the  following  pages  we 
shall  describe  briefly  the  manufacture  and  testing  of  cast  iron  pipes, 
discussing  the  different  steps  in  the  order  in  which  they  occur  at  the 
foundry.* 

•  "The  Manufacturn  and  Inspection  of  Ca-tt  Iron  Pipes,"  by  Thomas  H.  WiRpn, 
Jour.  Assoc.  En^nnorrinK  S(>ciptioti,  IfiW,  XXll,  p.  209, 
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69.  Molding.  —  There  arc  three  general  methods  of  molding 
castings,  known  as  the  green  sand,  dry  sand,  and  loam  method.  In 
the  first,  which  is  used  for  small  castings,  or  large  ones  of  simple  shape, 
slightly  moistened  sand  is  rammed  around  a  pattern  in  a  wooden  or  iron 
box,  called  a  flask.  The  surface  of  the  mold  is  usually  smoothed  over 
with  a  mineral  facing  (powdered  graphite,  etc.),  which  prevents  the  iron 
from  penetrating  the  sand,  insuring  thus  a  smooth  siuface  for  the 
casting.  If  a  core  is  required  for  the  casting,  it  is  made  by  ramming 
green  sand  into  a  core-box,  and  coating  it  afterwards  with  graphite, 
etc.  As  such  a  core  possesses,  however,  but  little  strength,  a  baked 
core,  made  as  described  hereafter,  is  generally  used  for  the  green  sand 
method. 

The  dry  sand  method  is  used  for  molding  standard  length  pipes  and 
moderately  large  and  cemplicated  castings.  It  insures  a  smoother 
surface  and  a  truer  shape  than  the  green  sand  method.  The  mold  is 
made  in  a  flask,  as  in  the  first  method,  but  the  sand  placed  next  to  the 
pattern  has  its  cohesive  strength  increased  by  the  addition  of  flour  and 
clay  water.  The  surface  of  the  mold  is  coated  with  a  liquid  blacking, 
containing  carbonaceous  material  {such  as  powdered  coal  and  graphite, 
mixed  with  clay  water  or  molasses,  etc.),  and  the  whole  mold  is  baked 
in  an  oven  at  a  moderate  temperature  for  about  twenty-four  hours. 

The  core  for  the  straight  pipes  is  formed  by  winding  a  twisted  hay 
rope*  around  a  pipe  or  iron  spindle  having  many  holes  to  allow  the  gases 
to  escape  during  the  casting.  The  sand,  prepared  in  the  same  manner 
as  for  the  mold,  is  plastered  against  the  hay,  brought  to  the  proper  shape 
and  coated.     After  being  properly  coated,  the  core  is  baked  in  an  oven. 

The  loam  method  is  used  for  large,  heavy  castings  and  for  such  which 
are  formed  without  a  pattern  by  revolving  a  form  {sweep),  which  cuts 
out  the  proper  shape  in  the  sand.  In  this  method,  a  mold  is  built 
around  the  pattern  with  soft  bricks,  iron  binding  plates  and  mud  made  of 
clay,  sand,  wheat  flour,  clay  water,  etc.  A  skim  coat  of  fine  mud  is  put 
next  to  the  pattern,  the  surface  is  coated,  and  the  whole  mold  is  baked 
as  in  the  dry  sand  method.  Sometimes  s  cast  iron  flask  is  used,  in  which 
a  lining  of  split  bricks  and  loam  are  placed.  The  core  is  prepared  as  in 
the  second  method. 

The  choice  of  the  method  of  molding,  to  be  adopted  for  any  given 
case,  will  depend  on  the  number  of  pieces  of  the  same  pattern  to  be 
cast,  the  available  fittings  in  the  foundry,  the  smoothness  desired  in  the 
casting,  and  somewhat  on  the  judgment  of  the  founder.  Caps,  covers, 
etc.,  which  require  no  core,  are  made  by  the  green  sand  method. 
•  A  few  manufacturers  use  exceluor  instead  of  salt  hay,  whrre  the  latter  ia  too 
expensive  or  difficult  to  obtain. 
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Sleeves  are,  also,  usually  made  by  this  method,  with  green  sand  cores. 
All  straight  pieces  are  made  in  dry  sand  with  baked  cores.  This  method 
is,  also,  generally  used  for  reducers,  blowofFs,  tees,  etc.,  except  for  large 
sizes,  when  they  are  cast  in  loam. 

Many  cylindrical  castings  can  be  made  without  a  pattern  by  means 
of  a  sweep,  a  board  revolving  on  a  vertical  axis,  and  having  a  cutting  edge 
which  is  given  the  proper  form  for  cutting  out  in  the  sand  the  shape 
of  the  desired  castings.  Loam  is  always  used  for  this  method.  Curved 
pipes  of  large  diameter  are  also  frequently  made  by  means  of  a  sweep. 
The  spindle  on  which  the  sweep  revolves  is  bent  to  the  shape  of  the  center 
line  of  the  pipe.  A  small  sweep  is  used,  and  the  position  of  the  collar 
which  attaches  it  to  the  spindle  is  changed  about  every  six  inches. 
This  method  will,  of  course,  not  produce  a  perfect  curve,  which  would 
[■equire  a  continuous  motion  of  the  sweep  along  its  spindle.  Any 
apparent  angles  that  appear  are  smoothed  over  by  the  molder  by  hand. 

70.  Molding  Straight  Pipes.  —  Formerly  straight  pipes  were  gen- 
erally cast  on  their  sides,  the  result  being  often  an  uneven  thickness 
of  metal.  According  to  the  present  practice,  pipes  are  always  cast  with 
their  axis  vertical,  and,  except  for  small  pipes,  with  their  bell  ends  down. 
In  Fig.  39  we  show  the  mold  of  a  straight  pipe.  A  cast  iron  ring  B, 
called  the  chill,  forms  the  foundation  for  the  whole  mold.  Its  name  is 
really  a  misnomer,  as  it  is  covered  with  molding  sand,  to  prevent  the 
melted  iron  from  coming  in  contact  with  B,  and  being  chilled.  On  the 
chill  is  placed  the  flask  A  which  holds  that  part  of  the  mold  which  forms 
the  outer  surface  of  the  casting.  This  flask  is  placed  in  a  vertical  posi- 
tion, and  a  lining  of  sand  J  is  rammed  between  the  flask  and  the  pattern. 
The  pattern  is  then  removed,  and  the  sand  is  coated  with  a  suitable 
metallic  blacking.  The  bead-ring  F,  at  the  top  of  the  mold,  is  made  by 
pouring  semi-fluid  mud  (made  extra  strong  by  the  addition  of  clay  water 
and  wheat  flour)  into  an  iron  mold,  in  which  it  is  baked.  To  obtain 
sufficient  strength,  an  iron  ring  is  usually  incorporated  into  the  bead- 
ring.  Six  to  a  dozen  semicircular  nicks  are  cut  in  the  edge  of  the  bead- 
ring,  next  to  the  core,  to  permit  the  iron  to  flow  into  the  mold.  There' 
is,  also,  a  single  nick  (called  the  riser)  in  this  edge,  which  allows  the 
air  and  gases  to  escape  as  they  are  displaced  by  the  entering  iron.  The 
melted  iron  is  poured  into  a  trough  of  sand,  called  the  runner,  which 
rests  on  the  top  of  the  flask. 

The  core  is  made  by  revolving  by  power  an  iron  spindle  C,  which 
is  to  form  the  center  of  the  core.  A  twisted  hay-rope  E  is  first  wound 
around  the  spindle.  Then  mud  consisting  of  argillaceous  loam,  sand, 
and  water,  which  are  mixed  in  a  pug  mill,  is  plastered  over  the  hay- 
rope.     As  the  spindle  revolves  a  long  wooden  straight-edge  (called  a 
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strike),  bound  with  iroD,  ia  brought  to  bear  against  the  mud  aittjl  cuts 
the  core,  as  in  a  lathe,  to  the  desired  diameter. 

The  first  coat  of  mud  brings  the  core  within  about  half  an  inch  Qf  its 
final  diameter.  It  is  baked  over  night,  and  then  receives  a  skim  coat  of 
a  fine,  more  sandy  material,  and  is  finally  coated  with  liquid  blacking, 
which  gives  the  core  a  very  smooth  surface.  This  blacking  is  usually 
applied  by  means  of  the  slrike. 


Fig.  39.  —  Mold  for  Cast  Iron  Pipe. 

If  it  is  desired  to  increase  the  thickening  of  the  walls  of  a  pipe,  for 
which  the  patterns  have  already  been  made,  it  can  be  accomplished  in 
two  ways;  by  reducing  the  diameter  of  the  core;  or  by  making  a  new 
pattern  for  the  outside  of  the  pipe.  The  former  plan  involves  practical 
difficulties  in  the  manufacture  of  the  pipe,  and  has  the  undesirable 
feature  of  giving  the  pipe  a  diameter  including  a  fraction  of  an  inch. 
The  latter  way  is,  therefore,  preferable. 
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71.  Casting.  —  The  iron  is  melted  in  an  ordinary  cupola,  coke  being 
generally  used  as  fuel,  and  oyster  shells  or  limestone  being  added  to  act 
as  flux.  The  proportion  of  fuel  to  iron  varies,  being  on  an  average  about 
one  to  eight  by  weight.  A  new  fire  is  started  each  day.  After  the 
easting  has  been  done,  the  bottom  of  the  cupola  is  dropped.  The 
remnants  are  run  through  a  revolving  cinder-mill,  which  separates  the 
iron  from  the  cinder.  The  iron  which  is  thus  obtained,  known  as  shot- 
iron,  is  mixed  sparingly  with  new  charges  of  iron,  as  it  contains,  like 
cinder-iron,  an  extra  proportion  of  impurities.  The  risers,  runners, 
etc.,  and  rejected  castings  are  broken  up  and  charged  in  like  manner 
into  the  cupola. 

The  melted  iron  is  tapped  from  the  cupola  into  a  pouring  ladle,  a 
large  bucket  holding  three  to  six  tons.  If  the  founder  considers  the  iron 
too  hot,  that  is,  hot  enough  to  injure  the  mold,  it  is  either  allowed 
to  cool  a  little,  or  else  some  scrap  iron  or  pig  is  added  to  reduce  the  tem- 
perature. The  ladle  is  then  skimmed  of  dross,  and  a  little  earth  is 
thrown  in  at  the  nose  of  the  ladle  to  act  as  a  dam  to  keep  back  the  newly 
formed  dross.  The  iron  is  poured  from  the  ladle  into  the  runner, 
which  should  be  kept  full,  in  order  that  the  dross  that  floats  on  the  sur- 
face of  the  iron  may  be  kept  back  by  the  gates.  In  the  ordinary  method 
of  casting,  the  iron  flows  from  the  runner  into  the  top  of  the  mold  at  the 
spigot  ring.  This  obliges  it  to  fall  about  a  height  of  twelve  feet  at  the 
start.  To  avoid  the  shock  thus  produced,  the  iron  is  sometimes  led 
through  a  sand-lined  passage  to  the  bottom  of  the  pipe,  until  it  has  risen 
above  the  hub  of  the  pipe,  when  it  is  allowed  to  enter  from  the  top  as  in 
the  first  method.  The  main  objection  to  the  latter  method  is,  that  a  cool 
scum  is  formed  on  top  of  the  iron  entering  at  the  bottom  and  prevents 
the  iron,  coming  afterwards  from  the  top,  from  uniting  with  the  iron  at 
the  hub.     Both  methods  of  casting  are  used  successfully. 

It  is  very  important  to  provide  sufficient  vent  for  the  steam  and  gases 
that  arise  when  the  red-hot  iron  comes  in  contact  with  the  mold,  and  to 
permit  the  air  to  escape  from  the  mold.  This  object  is  partially  accom- 
plished by  the  risers  at  the  top,  but,  in  addition  to  this,  holes  must  be 
placed  in  the  flask  and  in  the  spindle  of  the  core.  During  the  pouring 
of  the  metal,  the  gases  hum  in  blue  flames  at  these  vent  holes.  In  order 
not  to  retard  the  escape  of  gases,  the  founder  has  to  be  careful  not  to  use 
molding  earth  of  too  compact  a  texture. 

72.  Turning  out  and  Cleaning  the  Pipes.  —  After  a  pipe  has  been  cast, 
it  is  left  to  cool  for  a  sufficient  time,  and  the  spindle  is  then  pulled  out. 
If  it  were  not  for  the  fact  that  it  had  been  surrounded  by  a  hay  rope, 
this  could  not  be  done  as  the  iron,  in  shrinking,  would  hold  it  firmly. 
The  elasticity  of  the  hay  rope,  while  permitting  the  iron  to  shrink,  pre- 
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vents  it  from  holding  the  spindle.  After  the  spindle  has  been  removed, 
the  pipe  is  left  for  some  time  in  the  flask,  usually  over  night.  Pipes  of 
leas  than  16  ins.  diameter  are  sometimes  turned  out  while  still  red,  but 
this  is  apt  to  crack  them  by  the  strains  caused  by  sudden  cooling. 

The  pipes  come  from  the  casting  pit  with  the  iron  socket  ring  D,  in 
the  bell,  projecting  gates  aiid  Ens,  and  all  of  the  core-earth  inside  of  the 
barrel.  The  pipe  must  be  thoroughly  cleaned  and  the  hns,  gates,  etc., 
must  be  chipped  off.  Four  men  will  ordinarily  clean  about  fifteen 
4S-in.  pipes  per  day. 

73.  Inspedioit.  —  After  the  pipes  have  been  cleaned,  they  are 
inspected.  There  are  a  great  number  of  causes  of  imperfections  which 
necessitate  the  rejection  of  a  pipe.  The  imperfections  ordinarily  found 
in  pipes  may  be  classified  as  follows: 

1.  Mistakes  in  dimensions,  due  to  incorrect  patterns,  wrong  setting 
of  strikes  for  cores,  etc. 

2.  Too  small  diameter,  due  to  abnormally  high  shrinkage.  This 
occurs  rarely,  and  only  with  large  pipes. 

3.  Scabs,  which  are  excresences  on  a  pipe,  caused  by  a  piece  of  the 
mold  coming  out.  If  the  earth  floated  to  the  top  of  the  pipe,  there 
would  be  no  trouble  on  account  of  the  scab,  but  there  is  always  a  danger 
that  the  earth  has  remained  somewhere  in  the  pipe,  causing  a  weak  spot. 
If  the  scab  is  of  considerable  size,  it  is  advisable  to  reject  the  pipe. 

4.  Mold-cut.  This  is  caused  by  the  iron  penetrating  the  mold.  The 
dirt  does  not  float  away,  but  remains  partly  in  sight.  If  the  mold-cut 
is  of  considerable  size,  the  pipe  should  be  rejected. 

5.  Socket-cut.    This  is  a  mold-cut  in  the  socket,  and  is  usually  fatal. 

6.  Dirt  falling  into  the  runner  when  it  is  made.  There  is  usually 
a  little  of  this,  but  it  leaves  no  tell-tale. 

7.  Core-swells  and  core-strains,  causing  imperfections  on  the  inside 
of  the  pipe.  They  come  from  insufficient  strength  in  the  cores.  If  the 
core  should  yield  slowly,  after  a  crust  had  been  formed  all  around  the 
pipe,  and  the  gates  had  become  too  hard  to  admit  any  more  iron,  a  set- 
tling would  occur  in  the  inside  of  the  pipe,  causing  a  cavity. 

8.  Scale  on  the  inside  of  the  pipe.  It  forms  sometimes  in  blotches, 
about  V(  in.  thick,  and  leaves  a  shoulder  when  it  comes  off.  The  causes 
of  this  defect  are  not  weU  understood. 

9.  Imperfect  spigots  are  caused  by  the  dross  and  dirt  in  the  iron 
which  floats  on  the  top.  The  remedy  is  to  cut  off  the  spigot  end  and 
to  shrink  a  wrought  iron  bead  around  the  pipe  into  a  groove  cut  around 
the  pipe.  Modem  practice  is  to  provide  a  shrink-head,  and  to  cut  off 
to  a  correct  length. 

10.  Shrinkage  cracks.    They  are  comparatively  rare  and  usually  short. 
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11.  Excess  (H-  lack  of  weight.  A  pipe  should  always  be  rejected  if 
its  weight  is  below  the  minimum  called  for,  but  there  is  do  objection  to 
taking  a  pipe  weighing  somewhat  too  much,  if  ihe  founder  does  not 
charge  for  the  extra  weight. 

12.  OtU  of  rouTtd.  Occasionally  a  flask  will  distort  the  pipe,  probably 
changing  its  shape  after  the  spindle  has  been  withdrawn. 

13.  Uneven  thickness,  caused  by  misplacing  the  core.  It  may  be 
detected  by  caliper  measurements,  or  by  watching  the  pipe  rolling  on 
smooth,  level  skids.  The  heavy  side  will  go  down  rapidly  and  tend  to 
stay  down.     This  defect  occuis  rarely  in  pipes  cast  vertically. 

14.  Unsuitable  iron.  The  iron  should  be  soft  enoi^  to  cut  or  drill, 
and  not  cold-  or  red-short  (too  hard  or  too  brittle). 

15.  Leaking  or  bursting  when  tested  in  the  press. 

16.  Cracked  in  handling. 

In  examining  pipe,  the  inspector  tests  the  hub  and  spigot  ends  by  means 
of  templates  and  the  thickness  of  the  pipe  by  calipers.  He  pecks  strongly 
with  a  pointed  hammer  all  around  the  spigot  end,  and  at  all  doubtful 
points.  The  inspector  also  examines  the  pipes  for  hardness,  in  order  to 
judge  whether  or  not  it  can  be  drilled  or  cut. 

74.  Coaling.  —  After  the  inspector  has  accepted  the  pipes,  they  are 
rolled  to  the  place  where  they  are  coated.  As  already  stated,  pipes  are 
almost  universally  coated  with  Dr.  Angus  Smith's  coal-tar  varnish. 
There  are  some  minor  differences  in  the  materials  used  in  the  composi- 
tion, and  in  the  methods  of  applying  them.  The  pipes  are  brought,  in 
an  oven,  to  a  temperature  of  300  to  350°  F.,  and  are  then  inmiersed  in  a 
cauldron  containing  the  varnish  which  is  kept  at  a  heat  of  200  to  225'  F. 
After  being  left  in  the  hot  bath  for  a  certain  time,  the  pipes  are  lifted 
vertically  out  of  the  liquid,  the  surplus  of  which  runs  off  the  pipes. 

In  the  large  foundries  near  Philadelphia  the  pipes  are  coated  as 
follows: 

The  pipe  is  heated  in  an  oven  so  constructed  that  the  heat  is  imi- 
formly  distributed.  Electric  pyrometers  regulate  the  temperatures  of 
the  oven  and  of  the  tar  bath.  The  pipe  is  lowered  into  the  tar  bath, 
and  left  there  from  three  to  ten  minutes,  according  to  the  condition 
of  the  work  about  the  vat.  The  composition  used  consists  simply 
of  crude  gas-tar,  to  which  some  dead  oil  of  tar  is  sometimes  added.* 
The  pipe  is  then  taken  out  of  the  bath,  and  is  allowed  to  drain  over 
the  vat,  the  draining  being  assisted  by  scraping  the  invert  with  a 
s^mental  hoe.  The  pipe  is  then  put  on  skids  and  imperfections  in  the 
coating  are  remedied  by  smoothing  the  coating  or  adding  some  of  the 

*  Deftd  oil  is  that  part  of  coal~tar  which  is  obtained  in  a  fnetional  distillation 
between  about  410-750°  F.     Ii  r.mtains  both  the  creoaote  tuid  the  aDthraoene  oils. 
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tar  varnish  by  means  of  a  brush  or  mop,  as  may  be  required.  According 
to  the  conditions,  it  requires  from  one>half  to  two  hours  for  the  coating 
to  become  hard. 

The  coal-tar  vamifih  applied  to  water  mains  does  not  always  protect 
them  from  rusting.  Many  engineers  think  that  the  varnish  used  nowa- 
days is  inferior  to  that  applied  thirty  or  forty  years  ago,  and  attribute 
.  this  difference  to  changes  which  have  taken  place  in  the  making  of  gas. 
Some  manufacturers  of  pipe  buy  the  coal-tar  they  use  for  coating  pipes 
in  the  market,  wherever  they  can  get  it  the  cheapest,  without  havii^  any 
chemical  analysis  made.  Tar  from  different  works  vary,  however,  in 
physical  and  chemical  character.  The  mixture  of  coal  used  in  making 
the  gas,  the  heat  in  the  retorte  and  condensers,  etc.,  have  an  effect  on 
the  tar,  which  is  a  complicated  mixture  containing  more  than  one 
hundred  different  chemical  compounds. 

It  is,  therefore,  very  evident  that  the  quality  of  the  coal-tar  vami^ 
put  on  water  mains  differs  very  much,  according  to  the  composition  of 

Fio.  40.  —  Hydraulic  Ptem  for  Testing  Water  Muna. 

the  tar  used.  The  temperature  of  the  pipe,  when  taken  out  of  the  bath, 
has,  also,  a  great  deal  to  do  with  the  quality  of  the  coating.  If  the  pipe 
is  too  hot,  the  coating  will  be  over  distilled,  and  will,  probably,  be  too 
brittle.  If  the  pipe  is  too  cool,  the  coating  will  be  too  thick  and  will 
not  harden  sufficiently.  Thin  pipes  should  be  heated  hotter  than  thick 
pipes,  as  they  will  not  retain  the  heat  as  long  as  the  latter.  The  distilla- 
tion must,  therefore,  be  more  rapid  at  first. 

76.  Weighing.  —  After  the  pipes  have  been  coated,  they  are  weighed 
on  a  suitable  platform-scales,  in  the  presence  of  the  inspector,  the  weight, 
class  and  number  of  the  pipe  being  painted  on  the  inside  with  white  lead. 

76.  Proving.  —  The  pipes  are  next  subjected  to  hydraulic  pressure. 
Each  pipe  is  placed  between  two  heavy  discs  (Fig.  40),  one  being  sta- 
tionary and  the  other  attached  to  the  piston  of  a  hydraulic  cylinder. 
Gasket«  are  placed  between  the  ends  of  the  pipe  and  the  discs,  to  insure 
water-tightness.  Water  at  a  low  pressure  is  admitted  into  the  pipe 
through  an  orifice  in  one  of  the  discs,  the  air  in  the  pipe  escaping  through 
another  orifice  at  the  top  of  the  disc.     It  is  important  to  expel  practically 
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all  of  the  air  in  the  pipe,  aa  it  might  cause  accidentfi,  on  account  of  ite  ex- 
pansive force,  by  throwing  fragments  of  a  pipe,  should  it  burst  in  the  press. 
When  there  is  only  water  in  the  pipe,  the  bursting  can  cause  no  danger. 
After  the  pipe  has  been  filled  with  water,  the  air-valve  is  closed  and  a 
high  pressure,  amounting  to  300  lbs.  per  sq.  in.,  is  turned  on.  While 
the  pipe  is  subjected  to  the  pressure,  the  inspector  hits  the  pipe  several 
blows  at  different  places,  to  see  whether  any  cracks  are  started.  But 
few  pipes  burst  in  the  press. 

After  a  pipe  has  passed  the  pressure  test  successfully,  it  is  ready  for 
shipment,  and  the  inspector  allows  his  initials  to  be  painted  inside  the 
pipe. 

Good  foundries  are  arranged  on  a  gentle  slope,  in  order  to  facilitate 
moving  the  pipes,  one  process  following  the  other  in  regular  order. 

77.  Tests  for  the  Iron.  —  Three  qualities  of  cast  iron  must  be 
considered:  strength,  hardness,  and  durability.  The  degree  to  which 
a  casting  should  possess  these  qualities  depends  upon  the  use  to  which 
it  is  to  be  put.  The  effect  of  the  chemical  composition  of  the  iron  on  the 
quahties  mentioned  above  is  discussed  on  pages  94  to  97. 

Pipe  castings  should  be  strong  enough  to  bear  shocks  caused  in 
handling  the  pipes,  from  water-hammer,  etc.;  they  should  be  capable 
of  being  readily  cut  and  drilled,  and  as  durable  as  possible,  without 
interfering  with  the  requirements  first  mentioned.  Hard  iron  is  pre- 
ferred for  pipes  by  some  engineers,  as  it  resist*  the  chemical  action  of 
earth  and  water  better  than  softer  iron,  but  hardness  is  a  disadvantage 
if  the  pipe  is  to  be  cut  or  tapped.  The  fitness  of  the  iron  for  being  cut, 
drilled,  etc.,  can  be  tested  directly  with  a  chisel,  file,  or  pointed  hammer. 
The  general  quality  of  the  iron  can  be  judged  from  the  appearance  of 
its  texture,  when  broken.  Thus,  a  white  texture  indicates  hardness  and 
brittleness;  a  fine  gray  texture  is  a  sign  of  strength,  while  a  coarse, 
crystalline  fracture  with  much  graphitic  carbon  indicates  weakness.  In 
judging  of  the  quality  of  the  iron,  the  indications  of  the  fracture  must 
be  taken  in  connection  with  chemical  analysis,  as  the  rate  of  cooling  has 
much  to  do  with  the  appearance  of  the  fracture,  while  most  of  the  alloys 
may  remain  unchanged. 

In  testing  a  bar  of  iron  from  the  same  iron  used  for  the  pipes,  it  is  not 
sufficient  to  determine  only  its  strength  to  resist  tension  or  compression, 
as  very  brittle  iron  may  possess  such  strength  to  a  high  degree.  It  is 
essential  to  note  the  elasticity  of  the  iron  (shown  by  its  strength  under 
tension),  as  this  quality  enables  it  to  resist  shock.  The  best  way  of 
testing  a  bar  of  iron  is  under  a  transverse  load,  as  its  deflection  indicates 
its  elasticity.  It  is,  also,  the  cheapest  way,  as  it  does  not  require  any 
complicated  apparatus.     This  method  was  adopted  for  the  Metropolitan 
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Water  Works  of  Boflton.  Specimen  bars,  1  X  2  X  26  ins.,  laid  flatwise 
with  a  clear  span  of  24  ins.,  were  required  to  carry  a  center  load  of  1900 
lbs.,  with  a  deflection  of  at  least  0.3  in.  This  test  waa  required  as  a 
daily  average  from  a  cupola. 

In  takii^  a  test-bar,  it  must  be  borne  in  mind  that  the  strength  of 
this  bar  may  differ  materially  from  that  of  the  eastings.  The  strength 
of  cast  iron  depends  largely  upon  the  rate  at  which  it  cools,  quick 
coohng  producing  streogth  and  brittleness,  while  slow  cooling  produces 
softnees  and  elasticity.    The  surface  of  the  iron,  called  the  akin,  has 


Fin.  41.     Riphl^'x  Tniliiiic  Machine. 

greater  strength  than  the  inner  portions  of  a  bar.  For  this  reason,  if  a 
test-bar  is  planed  down  to  the  size  of  the  smaller  bar,  the  latter  will  bo 
found  to  be  the  stronger  of  the  two,  when  tested;  while  the  former  is 
more  elastic,  on  account  of  the  removal  of  the  hard  skin.  It  follows 
that  the  test-bar  should  equal  in  thickness  the  thickest  part  of  the 
proposed  casting. 

Although  the  objections  noted  above  hold  against  using  small  sample 
casting,  as  a  means  of  judging  the  strength  of  a  larger  casting,  the 
method  of  test-bars  is  generally  used,  for  lack  of  any  better  method. 
The  founders  are  usually  permitted  to  cast  the  test-bars  in  any  way  they 
jwefer  (in  green  sand,  dry  sand,  etc.),  the  only  requirements  being  that 
the  iron  must  be  the  same  kind  as  that  used  for  the  pipes,  and  that  the 
test-bars  shall  not  be  annealed. 

The  bars  can  be  tested  in  a  machine  made  by  Riehl^  Bros,  of  Phila- 
delphia, Pa.  (Fig.  41),  the  load  being  gradually  applied  at  the  center  of 
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the  bar,  and  the  deflection  being  noted.  The  errors  that  may  occur  in 
the  testing  may  be  neglected  in  view  of  the  roughness  of  the  whole 
teet-bar  method. 

As  pipes,  about  one-half  to  one  in.  thick,  appear  to  have  about  the 
same  texture  as  a  1  by  2-in.  bar,  these  test-bars  indicate,  very  probably, 
the  strength  of  the  iron  in  the  pipes. 

Although  the  transverse  test  may  not  give  the  exact  strength  of  the 
iron  in  the  pipe,  it  serves  to  detect  variations  in  the  iron  in  the  cupola, 
due  t<i  differences  in  charging.  Taken  together  with  a  careful  examina- 
tion of  the  texture  of  the  fractured  sections  of  test-bars,  it  forma  a  good 
indication  of  the  quality  of  the  iron.  Two  bars  should  always  be  cast 
from  the  same  ladleful  of  iron,  and  tested,  in  order  that  the  exactness  of 
the  results  obtained  may  be  checked. 

78.  Chemical  Tests*  —  As  the  chemical  composition  of  a  piece  of 
cast  iron  determines  largely  its  character,  it  would  seem  that  the  com- 
position of  the  iron  should  be  specified,  and  that  a  chemical  analysis 
should  be  included  in  the  prescribed  tests.  Thus  far,  this  has  not  been 
generally  done,  as  there  is  still  some  difference  of  opinion  among  foundry- 
men  and  chemists  about  the  exact  effect  which  results  from  certain 
combinations  of  the  different  substances  usually  found  in  iron.  A 
uniform  chemical  analysis  should,  however,  not  be  insisted  upon  for  all 
places  of  manufacture,  as  the  variation  in  the  chemical  composition  of 
the  ores  from  which  the  pig  iron  is  made  in  different  places  must  bo 
considered. 

The  general  effect  which  each  of  the  foreign  substances  contained  in 
iron  ore  produce  is  well  understood. 

79.  Foreigii  Elements  in  Iron.  —  The  elements  usually  found  in 
pig  iron  are:  iron,  carbon,  silicon,  sulphur,  phosphorus,  and  man- 
ganese, the  two  first  mentioned  having  the  controUing  effect. 

80.  Carbon.  —  This  element  is  found  in  cast  iron,  either  combined 
or  uncombined,  as  graphite.  Combined  carbon  is  usually  admitted  to 
embrace  more  than  one  kind  of  carbon.  A  great  deal  remains  still  to  be 
discovered  about  the  effect  of  carbon  on  iron.  Its  action  depends  not 
only  upon  the  amount  present  in  the  iron,  but,  also,  upon  its  condition. 
Mixtures  in  which  charcoal  iron  is  the  chief  component  show  perceptible 
differences  from  those  made  entirely  from  coke-iron.  Graphite  is  known 
to  be  the  principal  softening  agent  in  cast  iron. 

81.  Silicon.  —  Thirty  or  forty  years  ago,  foundry-men  regarded 
this  element  as  their  worst  enemy.  It  has  since  been  shown  that  silicon 
has  the  very  beneficial  function  of  promoting  the  formation  of  graphite, 

•  "Modem  Cupola  Practice  and  the  Physiea  of  Cast  Iron,"  by  Berlrand  8. 
Summers,  Btts.  Newt,  Oct.  6,  1898,  p.  219. 
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while  lowering,  at  the  same  time,  the  saturation  point  of  iron  for  com- 
bined carbon.  Some  foundry-men  claim  that  an  increase  in  silicon 
causes  always  a  proportional  increase  in  graphite,  and  that  sihcon  may 
be  blindly  added  to  a  foundry-mixture,  without  considering  other  con- 
ditions. Analyses  of  castings,  given  by  Mr.  Bertrand  S.  Summers  of 
Chicago,  III.,  prove  that  this  view  is  erroneous,  and  that  there  are  other 
conditions  that  affect  the  amount  of  graphitic  carbon  as  much,  and 
possibly  more,  than  the  silicon.  It  is,  therefore,  more  important  to 
control  the  amount  of  graphite  present  in  the  pig  iron  put  in  the  cupola 
than  the  amount  of  silicon  which  it  contains. 

It  is  now  generally  accepted  that  the  silicon  affords  the  pipes  con- 
siderable resistance  to  corrosion,  and,  for  this  reason,  it  is  claimed  that 
cast  iron  pipe  resists  corrosion  better  than  steel  pipe.  Some  sihcon 
should  always  be  present  in  a  casting.  For  most  foundry  purposes  the 
iron  should  contain  at  least  1^  per  cent  of  silicon.  A  machinery-casting 
of  close  structure,  that  is  to  be  soft  enough  for  tooling,  should  not  con- 
tain over  li  to  2\  per  cent  of  silicon. 

For  light  hardware,  which  does  not  require  to  have  great  strength,  the 
silicon  may  amount  to  3  per  cent.  The  effect  of  this  lai^  amount  of 
silicon  is  to  make  the  iron  very  fluid,  so  that  it  will  take  delicate  molds 
well,  and  avoid  the  difficulty  due  to  shrinkage.  If  more  than  3  per  cent 
of  silicon  is  carried,  the  casting  becomes  too  brittle. 

82.  Sulphur  frequently  counteracts  the  good  effects  of  sihcon,  and 
causes  much  trouble  in  the  foundry.  The  brands  of  soft  charcoal  or 
coke-iron  do  not  generally  contain  enough  sulphur  to  cause  any  trouble. 
The  excess  amount  of  this  element  is  in  many  instances  introduced  into 
the  mixture  through  the  ferro-silicon  irons  which  are  added  to  the  charge. 
In  good  foundry-practice  the  amount  of  sulphur  in  a  casting  is  limited 
to  0,08-0.10  per  cent. 

83.  Phosphorus.  —  For  the  greater  part  of  foundry  work,  the 
presence  of  this  element,  up  to  1  per  cent,  is  an  advantage,  as  it  keeps 
the  metal  fluid.  Phosphorus  makes  the  iron,  however,  brittle  and  very 
liable  to  break  under  a  sudden  blow.  Where  great  strength  and  resili- 
ence are  required,  the  amount  of  phosphorus  should  be  kept  at  less  than 
0.5  per  cent. 

84.  Manganese  is  an  important  element  in  iron.  Metallurgists 
consider  it  to  have  a  beneficial  effect,  as  it  promotes  combined  carbon. 
If  silicon  predominates  in  the  iron,  it  would  tend  to  counteract  this 
effect.  Manganese  increases  the  strength  of  the  iron,  closes  the  grain, 
and  reduces  the  tendency  to  form  blow-holes. 

86.  Oxidized  material,  especially  rusty  scrap,  has  considerable 
influence  upon  the  mixture  in  the  cupola.    The  surface  rust  in  pig 


Digitized  by  Google 


96  CAST   IRON  PIPE 

iron  is  usually  not  noticeable,  but  if  the  corrosion  has  gone  to  consider- 
able depth,  it  has  a  very  bad  effect  in  the  cupola.  When  such  light 
scrap,  having  a  large  Burface  exposed  to  atmospheric  corrosion  in 
proportion  to  its  volume,  is  charged  in  the  cupola,  the  casting  made  will 
consist  of  exceedingly  dirty  and  spongy  iron.  The  cleaner  the  materials 
put  into  the  cupola  are,  the  cleaner  will  be  the  castings. 

88.  Effects  of  the  Blast.  —  The  blast  has,  in  all  probability,  a  great 
influence  in  furthering  the  mutual  reactions  of  the  different  elements 
in  the  cupola.  Although  the  exact  effects  of  this  influence  has  not  yet 
been  clearly  shown,  increase  of  blast  seems  to  have  a  decided  tendency  to 
increase  the  total  amount  of  carbon  in  the  cast  iron,  augmenting  corre- 
spondingly the  percentage  of  graphite. 

87.  Iron  Specifications.  —  As  already  stated,  it  has  not  yet  become 
customary  to  specify  the  limits  within  which  certain  elements,  usually 
found  in  iron,  are  to  be  kept,  although  it  is  sometimes  done. 

The  best  composition  of  iron  for  cast  iron  pipes  depends  upon 
the  size  of  the  pipe  and  upon  the  thickness  of  the  metal.  R.  D. 
Wood  &  Co.,  of  Philadelphia,  Pa.,  give  the  following  limitations  in 
percentage  for  foreign  elements  in  the  average  quality  of  cast  iron  used 
for  pipes:  silicon,  1.00  to  2.50;  sulphur,  0.08  to  0.15;  phosphorus,  0.50 
to  1.00;  manganese,  0.40  to  0.80. 
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88,  Historical  Notes.  —  Prior  to  1853,  wrought  iron  was  rarely 
iiaed  for  water  mains  in  the  United  States,  as  cast  iron  pipes  were  cheaper. 
Wrought  iron  penstocks  and  supply  pipes  for  turbines  were,  however, 
occasionally  constructed,  and  some  of  these  pipes  were  in  use  for  more 
than  fifty  years. 

Wrought  iron  pipes  were  first  used  on  a  large  scale  in  1856  in  the 
hydraulic  mining  operations  in  California,  owing  to  the  large  expense 
involved  in  transporting  cast  iron  pipes  in  mountainous  regions.  For 
about  three  years  prior  to  this  time,  thin  sheet  iron  pipes,  5  and  6  ins. 
in  diameter,  had  been  laid  to  lead  water  from  flumes  or  ditches  to  the 
large  jet  nozzles  used  in  hydraulic  mining. 

The  first  wrought  iron  pipes  laid  in  California  were  made  of  very  thin 
plates,  the  metal  being  occasionally  strained  to  half  its  breaking  strength. 
As  the  plates  rarely  exceeded  No.  10  Birmingham  Wire  Gauge  (0.134 
in.),  the  small  rivets  used  for  these  pipes  could  be  driven  cold.  Except 
for  great  pressure,  the  seams  were  all  single  riveted.  The  pipes  were 
often  made  right  at  the  mines  in  sections,  18  to  25  ft.  long,  with  slightly 
tapering  courses.  They  were  dipped  into  a  bath  of  melted  asphalt  and 
coal  tar,  to  protect  them  against  corr<raion,  and  were  shoved  together, 
stove-pipe  fashion,  by  means  of  Jack-screws,  the  asphalt  coating  at  the 
jointe  being  first  softened  by  heating.  These  joints  were  not  secured  by 
any  riveting.  If  leakage  occurred,  it  was  stopped,  or  at  least  reduced, 
by  throwing  sawdust  into  the  pipe. 

One  of  the  oldest  of  these  conduits  was  a  line  of  40'in.  wrought  iron 
pipe,  laid  in  1857  across  a  depression  at  Timbucto,  Yuba  County,  Cal. 
During  the  following  decade  various  other  tines  of  similar  pipe  of  a  tern* 
porary  character  were  laid,  and  the  use  of  wrought  iron  conduits  was, 
also,  extended  to  water  works,  thicker  plates  being  used  and  the  rivets 
being  driven  hot.  For  small  pipes  the  joints  were  made  by  means  of 
sleeves  and  hot  lead.  In  larger  pipes  the  circumferential  joints  were 
riveted,  no  provision  being  made  for  expansion  and  contraction,  as  it 
was  deemed  unnecessary. 

In  the  Western  States,  the  largest  amount  of  wrought  iron  pipe  was 

laid  to  convey  water  to  San  Francisco.     The  first  pipes  for  this  purpose 

were  constructed  about  1862.     By  the  end  of  1892,  about  72  miles  of 
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wrought  iron  pipe,  22-44  ins.  in  diameter,  had  been  laid,  in  connection 
with  the  water  works  of  San  Francisco,  besides  a  submarine  line  of  16-in. 
pipe,  13,800  ft.  long,  across  San  Francisco  Bay,  in  55  ft.  of  salt  water. 
Some  of  the  early  lines  of  wrought  iron  pipe  are  mentioned  in  the  follow- 
ing table: 


TABLE  XXX.  —  RIVETED 

WROUGHT  IRON  PIPES 

v„ 

Locriity 

^tt^' 

■^r"' 

Thieknen 
oinwtal. 

ss-c 

26 
30 
30 

ni 
s 

1,200 
13,200 
14,000 
37,100 
68,940 

t 

■*■■ 

1869 
1870 
1872 

Cherokee  Gravci  Mines,  Cal 

Spring  Valley  Mining  Co.,  Cal. .  . 
Virginia  City  Water  Co.,  Nev,'  . 

850 

im' 

•  Tbi*  pip*  l«k»d  coDiidarabli'  at  the  drcular  ioliita-  Tba  tolknna«  year  a  10-inch  lap-weld»l  pip* 
with  acraw  muplinca  iraa  laid  abnedda  of  tha  rivHed  pipe.  Althouch  tbs  ncond  pipe  had  a  nnaller 
diamelar  than  thp  fint  on*,  it  deliverad  aa  much  water,  ovins  to  ita  smooth  inivr  aurfaoe. 

The  wrought  iron  water  pipes  of  San  Francisco,  and  several  of 
those  mentioned  in  the  above  table,  were  designed  by  Herman 
Schussler,  M.  Am,  Soc,  C,  E.,  the  Chief  Engineer  of  the  Spring  ValltQf 
Water  Co. 

89,  In  the  Eastern  Stales,  the  first  riveted  wrought  iron  pipe  of 
importance  was  laid  for  the  Rochester  Water  Works  in  1873  to  1875. 
This  pipe-line  is  36  ins.  in  diameter  and  9$  miles  long.  According  to  the 
original  intention,  cast  iron  pipes  were  to  be  laid  in  this  line,  but  the 
prices  bid  were  found  to  be  prohibitory,  and  it  was,  therefore,  decided 
to  make  the  pipes  of  wrought  iron.  Although  this  pipe-line  has  been 
more  or  less  corroded  in  places,  it  is  still  in  service. 

TABLE  XXXI. —  PIPE-LINES  OF  RIVETED  STEEL 
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About  1890  soft  steel  began  to  supersede  wrought  iron  for  pipes, 
boilers,  etc.,  on  account  of  its  greater  cheapness.  Some  engineers  claim 
that  steel,  when  buried  in  the  ground,  corrodes  more  rapidly  than 
wrought  iron;  but,  according  to  the  best  authorities,  this  difference,  if 
it  exists,  is  not  large,  and  steel  has  been  used  in  all  recent  lines  of  riveted 
pipes,  the  most  important  of  which  are  given  in  Table  XXXI. 

90.  Large  riveted  steel  pipes  have  been  used  extensively  in  recent 
years  aa  conduits  and  penstocks  for  water  power  development,  and  as 
inverted  siphons  on  aqueducts.  A  steel  penstock,  IS  ft.  in  diameter, 
was  constructed  for  the  Ontario  Power  Company  of  Niagara  Falls,  N.  Y. 
It  is  subjected  to  a  head  of  about  20  ft.,  which  gives  the  water  a  velocity 
of  15  ft.  per  second. 

On  the  line  of  the  great  aqueduct  which  brings  a  supply  of  water 
from  the  Catskill  Mountains  to  the  City  of  New  York,  a  number  of 
valleys  are  crossed  by  inverted  siphons  of  riveted  steel  pipe,  9  or  II  ft. 
in  diameter,  and  made  of  plates  ^  to  J  in.  thick  (p.  306).  Similar 
siphons  of  riveted  steel  pipes,  7.5  to  II.5  ft.  in  diameter,  were  con< 
structed  on  the  Los  Angeles  aqueduct  (p.  253). 

91.  Design  of  Riveted  Pipes.  —  The  thickness  of  shell  required  for 
a  riveted  pipe  to  resist  a  given  pressure  is  calculated  by  the  formula 
for  a  thin  ring,  used  for  a  cast  iron  pipe.  In  fixing,  however,  the  value 
of  [lermissible  stress  in  the  pipe,  we  must  bear  in  mind  that,  even 
in  well-designed  pipes,  the  strength  at  a  longitudinal  joint  is  only  54  to 
75  per  cent  of  that  of  the  metal  in  the  pipe-ring  itself,  according  to 
whether  single,  double  or  triple  riveting  is  used.  In  a  pipe  made  of  soft 
steel,  having  a  tensile  strength  of  about  60,000  lbs.  per  square  inch  and 
an  elastic  limit  of  30,000  lbs.  per  square  inch,  the  metal  in  the  pipe  may 
be  safely  stressed  to  15,000  lbs.  per  square  inch,  but  the  longitudinal 
joints  only  to  8000  to  11,000  lbs,,  according  to  the  number  of  rows  of 
rivets,  and  the  latter  values  must  be  used  in  the  formula  for  determining 
the  thickness  of  the  metal  of  the  pipe. 

In  designing  a  riveted  joint,  we  have,  however,  not  only  to  consider 
the  question  of  strength,  but,  also,  the  practical  requirement  of  making 
the  joint  water-tight.  The  questions  how  closely  the  rivets  should  be 
driven  between  centers  for  this  purpose,  and  how  near  to  the  edge  of  the 
plate,  are  principally  determined  by  experience.  The  formulas  used  for 
calculating  the  diameter  and  pitch  (distance  between  centers  of  rivets) 
of  the  rivets  for  a  pipe  having  a  given  thickness  of  metal  are  to  a  great 
extent  empirical. 

92.  Riveted  Joints.  —  The  metal  plates  for  a  riveted  pipe  are 
joined  either  by  lap-joints  (Fig.  42)  or  butt-joints  (Fig.  43),  made  with 
one  or  two  covering-plates  or  straps.     Occasionally  a  lap-joint  is  pro* 
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vided  with  a  cover-plate  (Fig.  44).  For  practical  reasons  lap-joints  are 
only  used  for  plates  up  to  |  in.  in  thickness.  With  thicker  plates  it 
would  be  impracticable  to  hammer  the  plates  down,  where  necessary,  at 
the  joints,  to  obtain  a  close  contact  between  the  plates,  and  the  rivets 
required,  which  are  usually  about  twice  the  thickness  of  the  plate,  would 
be  too  large  to  be  driven  by  hand.  For  a  butt^-joint  twice  as  many 
rivets  are  used  as  for  a  lap-joint,  and  they  may,  therefore,  have  half  the 
size.  If  only  one  covering-plate  or  strap  is  used,  it  should  evidently 
have  the  same  thickness  as  the  shell  of  the  pipe,  but,  when  there  are  two, 
each  need  only  have  half  the  thickness  of  the  shell.  Butt-joints  are 
somewhat  more  expensive  than  lap-joints. 
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Lap-jointH. 
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^'■ 
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Via.  43.  —  Butl-joints. 

Lap-joints  may  have  one,  two,  three  or  more  rows  of  rivets.  With 
butt-joints  at  least  two  rows  of  rivets  must  be  driven  —  one  on  each 
side  of  the  joint  —  and  as  many  more  can  be  used  as  required.  When 
the  rivets  are  in  line  both  longitudinally  and  transversely  of  the  seam 
(Fig,  45),  the  joint  is  said  to  be  chain-riveted.  If  they  are  staggered  as 
shown  in  Fip^.  46,  the  joint  is  said  to  bo  zigzag  or  staggered  riveted. 

93.  Punching  or  drilling  may  be  used  for  making  the  rivet  holes, 
which  are  usually  made  -^  in,  larger  than  the  diameter  of  the  cold  rivet, 
to  allow  for  the  expansion  due  to  the  heating  of  the  rivet.  As  the  rivet, 
if  driven  properly,  fills  the  hole,  its  diameter  is  usually  assumed  in  cal- 
culations of  the  strength  of  riveted  joints  to  be  equal  to  that  of  the  hole. 
Some  engineers  assume,  however,  the  diameter  of  the  rivet  to  be  that 
which  it  was  when  cold,  an  the  rivets  may  be  siilijected  to  additional 
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stresses  caused  by  the  rivet  holes  not  being  directly  opposite  to  each 
other. 

Punching  diminishes  the  strenfrth  of  the  plates  between  the  rivet  holes, 
unless  the  plates  are  subsequently  annealed,  when  the  origiDal  strength 
ia  recovered.  This  may  also  be  accomplished  by  punching  the  holes  t"j 
to  I  in.  too  small,  and  reaming  them  to  the  required  size.  The  fact  that 
reaming  restores  the  plates  to  their  original  strength  shows  that  the 
injury  done  by  punching  extends  only  to  a  very  short  distance  from  the 
rivet  holes. 


DOUBLE    RIVETED    LAP-JI 


Fid.  44,  —  Combined  Lap- 
and  Butt-joint. 


Fid.  45— Chain  Flo.  46.  — Zigsag 

Riveting.  Riveting. 


Drilling  is  a  slow  and  expensive  process;  annealing  requires  large 
furnaces  and  may  injure  the  plate,  if  it  is  not  done  very  carefully. 
Punching  the  holes  too  small  and  reaming  them  afterwards  seems,  there- 
fore, the  most  practical  method  of  securing  a  strong  joint.  In  ordinary 
practice,  plates  having  a  thickness  up  to  J  in.  are  punched.  For  greater 
thicknesses  drilling,  or  punching  and  reaming,  is  resorted  to.  Experi- 
ments made  by  Prof.  A.  B,  W.  Kennedy*  in  England,  and  by  others  at 
the  Arsenal  at  Watertown,  Mass.,t  have  shown  that  drilling  and  reaming 
increases  the  strength  of  the  metal  on  the  line  of  perforations.  This  is 
explained  by  the  condition  of  localized  stress  and  consequent  prevention 
of  lateral  contraction.     The  following  table,  compiled  by  Bindon  B. 


•  Prop.  Ian.  M.  E.,  1SS8,  p.  546. 

f  "Tests  of  Mclnls,"  1SS6,  pp.  1264,  ISf)?. 
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Stony,*  shows  the  effect  on  the  metal  between  rivet  holes  of  punching, 
annealing,  and  drilling. 


TABLE  XXXII.  ■ 


RELATIVE  STRENGTH  OF  PUNCHED  AND 
DRILLED  PLATES 


t  itreni^h  of  Q«t  aection  betveeo  hoLVr  comparBil  w 
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be  mlid  pkU.  takeo  u  lOO'par  ce 
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101.0 
105.6 
113.8 

Pwoent 
94.2 
105.6 

111.1 

PWWt 

83,5 
101.0 
106,4 

Pweent 
75  8 

Punched  and  annealed 

Drilled . 

100.3 
106.1 

For  punched  and  reamed  holes  the  same  percentages  may  be  used  as 
for  drilled  holes. 

94.  Riveting  may  either  be  done  by  hand  or  by  machinery,  the 
power  used  in  the  latter  case  being  steam,  hydraulic  pressure,  or  com- 
pressed air.  Hand  riveting,  if  properly  done,  will  make  as  strong,  but 
not  as  tight,  a  joint  as  machine  riveting.  The  pressure  under  which  the 
latter  kind  of  work  is  done  produces  a  greater  frictional  resistance  be- 
tween the  plates,  and  requires,  therefore,  a  greater  force  to  produce 
visible  slipping  between  the  plates  than  hand  riveting.  When 
the  rivets  are  driven  by  hand  —  as  they  have  to  be  in  many  eases  —  ■ 
they  must  be  heated  to  the  proper  temperature,  indicated  by  their  being 
a  bright  red  color,  and  the  first  few  blows  of  the  hammer  must  be  strong 
and  quick  enough  to  make  the  rivet  fill  its  hole  entirely.  In  shops  most 
of  the  riveting  is  done  by  machinery,  as  it  is  cheaper  than  hand  work, 
and  makes  tighter  joints.  In  machine  riveting  a  pressure  of  about  35- 
50  tons  is  brought  to  bear  on  the  rivet,  and  is  kept  on  it  until  it  is  set. 
If  a  greater  pressure  is  used,  the  rivet  will  be  injured.  Machine  riveting 
ia  superior  to  hand  riveting,  if  the  rivet  remains  under  a  high  pressure 
long  enough  to  lose  all  the  red  color  of  heat.  The  force  by  which  the 
plates  are  pressed  together  in  machine  riveting  gives  a  joint  considerable 
frictional  resistance  to  sliding.  This  resistance  depends,  also,  largely 
upon  how  the  rivet  holes  were  made.  Where  holes  are  punched  to  the 
full  diameter,  they  are  always  slightly  tapering,  a  noticeable  burr  being 
generally  left  on  the  lower  side  of  the  plate,  and  a  corresponding  de- 
pression on  the  upper  side.  Truly  cylindrical  holes  can  only  be  pro- 
duced by  reaming  the  punched  holes,  or  by  drilling. 

With  punched  plates  a  greater  frictional  resistance  will  be  produced, 
if  the  plates  are  assembled  so  as  to  bring  the  lower  faces,  containing  the 

*  "Strength  and  Proportion  of  Rivet«d  Joints,"  by  Bindon  B,  Stony,  London, 
1885. 


Digitized  by  Google 


RIVETING  103 

burrs,  together,  than  if  the  smooth  upper  faces  were  placed  in  contact.* 
With  the  best  work  the  friction  between  the  plates  may  become  equal 
to  the  shearing  stress  commonly  adopted  in  designing  iron  and  stjeel 
structures.  On  account  of  the  numerous  practical  difficulties  of  ac- 
complishing this  with  certainty,  it  is  best  to  depend,  for  the  strength  of  a 
riveted  joint,  entirely  upon  the  rivets  to  resist  tension,  compression  and 
shearing,  and  to  consider  the  frictional  resistance  simply  as  an  additional 
margin  of  safety. 

Experiments  have  shown  the  ultimate  compressive  strength  of  wrought 
iron  and  soft  steel  rivets  and  plates  to  be  40-70  tons  per  square 
inch,  although  the  same  metal,  when  tested  in  direct,  unconstrained 
compression,  may  have  an  ultimate  crushing  strength  of  only  25-30  tons 
per  square  inch.  This  is,  doubtless,  due  to  the  constraint  afforded  by 
the  overlapping  rivet  heads.  In  general,  good  wrought  iron  and  soft 
steel  rivets  have  a  shearing  strength  of  about  20  tons  per  square  inch. 
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jCO. 
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S^^ 


vU>    vi>    v|_7    vP 

Fia.  47.  —  lUvet   Heads,     a,   button-head;    b,   button-  and   countersunk 
heads;  c,  steeple-  and  pan-heads;  it,  button-  and  pan-heads. 

The  compressive  strength  of  a  riveted  joint  may  have  almost  any  value 
up  to  its  empirical  limit  of  two  to  three  times  its  resistance  to  shearing. 

In  order  to  keep  the  diameters  of  the  rivets  within  practical  bounds, 
it  is  customary  to  assume  the  ratio  of  the  compressive  strength. to  the 
shearing  strength  of  a  riveted  joint  to  be  within  the  limits  of  1  to  2. 
Practice  in  this  respect  varies  greatly.  Often  the  lower  limit  is  chosen 
for  a  thick  plate,  to  avoid  getting  the  diameter  of  the  rivets  too  large, 
while  higher  limits  are  taken  for  thin  plate,  to  get  this  diameter  large 
enough.  Rivets  greater  than  Ij  ins.  in  diameter  cannot  be  driven  by 
hand,  so  as  to  make  tight  work.  When  the  diameter  is  less  than  j  in., 
much  skill  is  required  to  form  even  and  concentric  heads.  Small  rivets 
cool  so  quickly,  that  they  are  apt  to  be  injured  by  being  overheated  in 
the  forge. 

When  the  rivets  are  in  single  shear,  their  diameter  should  be,  in 
general,  twice  the  thickness  of  the  plate,  while  it  should  only  be  equal  to 
the  thickness  of  the  plate,  if  the  rivets  are  in  double  shear.    In  the  latter 

*  This  has  been  fully  proved  by  experiinents  made  by  Bach  in  Germany,  Con- 
siddrc  in  Prance,  Prof.  Kennedy  in  Enf^d,  Prof.  Talbor  of  Champaign,  III.,  and  by 
teetti  made  at  the  Watertown  Arsenal. 
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case,  care  must  be  taken  to  discriminate  between,  the  thickness  of  the 
plate  and  that  of  the  straps. 

Three  different  tj'pes  of  rivet  heads  (Fig.  47)  are  iised.  The  first  is 
called  the  pan-head  or  conical  head;  the  second,  called  the  steeple-head, 
is  used  for  boilers  and  similar  work;  and  the  third  type,  known  as  the 
spherical, 'button-head,  or  snap-head,  is  used  for  riveted  pipes  and 
general  structural  work, 

96.  Caulking.  —  Riveted  joints  generally  leak,  unless  the  edges  of 
the  plates  or  cover  straps  are  caulked.  Formerly  these  edges  were  cut 
square  and  provided  with  a  small  groove,  which  was  spread  apart  by 
means  of  a  chisel.  This  kind  of  work,  known  as  split-cmdking,  was  apt 
to  injure  the  plates,  and  a  round-nose  tool  is  now  used  for  caulking.  To 
facilitate  the  work,  the  edges  of  the  plates  or  straps  that  are  to  be  caulked 


Fio.  48.  Fig.  49.  Fio.  50.  Fin.  .IL 

Failunaj  of  Rivote<l  Joiuts. 

are  usually  planed  to  a  bevel  of  1  in  3.  Leakage  occurs,  sometimes, 
under  the  heads  of  the  rivets,  and  must  be  stopped  by  caulking  the  edges 
of  the  rivet  heads.  Thin  sheets  of  wrought  iron  or  steel  cannot  be 
caulked,  as  the  plates  will  bend  or  buckle  under  the  blows  of  the  hammer. 
While  a  good  workman  can  caulk  a  sheet  of  metal  as  thin  as  \  in.,  ^  in. 
is  about  the  practical  limit  of  thinness  for  sheets  that  are  to  be  caulked. 
96.  Formulas  for  Riveted  Joints.*  —  There  are  four  ways  in  which 
a  riveted  joint  can  fail:  (1)  by  the  shearing  of  the  rivets  (Fig.  48);  (2) 

•  "On  Riveting,  with  Special  Reference  to  Ship-work,"  by  M.  Le  Baron  Clauwl, 
Proc.  Inst.  M.E.,  1881. 

"General  Formulas  for  Efficiency  and  Proportions  for  Riveted  Joints,"  by  Prof. 
J,  H.  Ban-  in  Sibley  Jour,  of  Engineering,  October,  1900. 

"Machine  Design,"  by  A.  W.  Smith  and  G.  H.  Marx,  Fourth  Edition,  p.  113, 
New  York,  1915. 

"Machine  Design,  Construction  and  Drawing,"  by  Henry  J.  Spooner,  C.  E., 
Third  Edition,  p.  143,  London,  1913. 
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by  the  teariug  of  the  plates  between  rivet-holes  (Fig.  49);  (3)  by  the 
crushing  of  the  rivet,  or  the  plate  in  front  of  it  (Fig.  50),  and  (4)  by  the 
breaking  of  the  plate  in  front  of  the  rivet  (Fig.  51).  Theoretically  a 
joint  should  be  so  designed  as  to  have  the  same  factor  of  safety  to  resist 
ea^h  of  the  four  ways  in  which  failure  may  occur.  The  diameter  and 
pitch  required  in  a  well-designed  joint  can  be  computed  by  the  following, 
simple  formulas,  in  which  all  dimensions  are  to  be  taken  in  inches  and 
all  stresses  in  pounds  per  square  inch.  As  the  joint  is  composed  of 
a  number  of  equal  units,  each  having  a  length  equal  to  the  pitch,  i.e., 
the  distance  from  center  to  center  of  rivet,  we  shall  only  consider  in 
the  formulas  one  unit's  length.  Assuming  all  linear  dimensions  to  be 
taken  in  inches,  and  all  stresses  to  be  given  in  pounds  per  square 
inch, 
Let  P  =  ultimate  tenaOe  strength  of  the  unperforated  plate; 

T  =  ultimate  tensile  strength  of  the  net  section  of  the  plate; 

S  =  ultimate  shearing  strength  of  all  rivets  in  the  length  of  one 

unit; 
C  =  resistance  of  metal,  or  metal  around  rivet-hole,  to  crushing; 
d  =  diameter  of  rivet-bole,  assumed  as  -^  in.  larger  than  the  diam- 
eter of  the  cold  rivet; 
p  =  pitch  of  rivets; 
(  =  thickness  of  plate; 
/,  =  tensile  strength  of  plate; 
•      /(  =  crushing  strength  of  rivets  and  plates,  when  the  rivets  are  in 
single  shear; 
f/  =  cnjshing  strength  of  rivets  and  plates,  when  the  rivets  are  in 

double  shear; 
/,  —  shearing  strength  of  rivets,  when  they  are  in  single  shear; 
/,'  =  shearing  strength  of  rivets,  when  they  are  in  double  shear. 
97.    Lap-j(nnl8.  —  The  tensile  strength  of  the  unperforated  plate  is 
^ven  by  the  formula: 

P  -  rVi-  m 

On  the  line  of  perforation  the  tensile  atiength  is  represented  by: 

r  -  (p  -  d)  </,.  (48) 

If  the  joint  has  only  one  tow  of  rivets,  the  resistance  to  shearing  will  be ; 

S-^/. -0.7854  iiy,.  (49) 

The  resistance  the  rivet,  or  the  metal  around  the  rivet-hole,  offers  to 
crushing  will  be  given  by  the  formula: 

C  -  (W..  (SO) 
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To  give  the  joint  equal  strength  to  resist  every  kind  of  failure  we  should 
have: 

T  =  S  =  C. 

If  we  equate  the  values  of  S  and  C,  given  by  formulas  (49)  and  (50), 
we  find : 

d=  i.27  t^p  (51) 

which  gives  the  proper  theoretical  value  of  d  for  given  values  of  (,  /„ 
and/,. 

By  equating  the  values  given  for  T  and  S  in  formulas  (48)  and  (49) 
we  obtain: 

p  =  0.7854  ^  +  d,  (52) 

which  is  the  proper  pitch  for  given  values  of  d,f„  ajidf,. 

98.   For  doTible-nveted  lap-joirda,  the  unit  strip  of  joint,  whose  length 
equals  the  pitch,  will  have  two  rivets,  each  in  single  shear.     This  will 
cause  a  modification  of  some  of  the  formulas  given  for  single-riveted  lap- 
joints,  and  we  shall  have,  when  the  joints  are  double-riveted: 
Double-Riveted  Lap-joirUs 
T-{p-dtV,-  (S3) 

S  -  ?^/.  -  1.57  <?/..  (54) 

C  -  2  dl/,-  (55)' 

d  -  1.27'jr'  (56) 


^+d.  (57) 


1.57  (ff. 
" «      - 

For  three  or  more  rows  of  rivets,  the  formulas  must  be  modified  in  a 
similar  manner. 

99,  BuU-joirUa  may  have  one  or  two  cover-plates.  In  the  former 
case  cover-plates  will  have  to  have  the  same  thickness  as  the  plate.  In 
the  latter  case  each  of  the  covers  should  have  theoretically  half  the 
thickness  of  the  plate.  Experience  shows,  however,  that  with  this 
thickness  the  cover-strap  will  usually  fail  before  the  main  plate  does, 
probably  on  account  of  unaymmetrical  stresses,  causing  more  than  half 
the  load  to  come  on  one  of  the  cover-platea,  and  these  straps  are,  there- 
fore, generally  made  a  little  thicker  than  =• 

When  only  one  cover-plate  is  used,  the  rivets  will  be  in  sin^e  shear, 
and  the  formulas  given  for  lap-joints  may,  therefore,  be  applied  to  this 
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case.  If  there  are  two  cover-plates,  each  rivet  will  be  in  double  sBear, 
and  will  offer  practically  twice  the  resistance  to  shearing  that  it  would 
to  single  shear.  The  theoretical  formulas  for  butt-joints  with  two  cover- 
straps,  each  assumed  to  have  a  thickness  of  at  least  ~ ,  are,  therefore,  as 
follows: 

5  =  ^/.'  =  1.57dy/.  (58) 

T  =  (p-d)  If,,  as  for  lap-joints.  (59) 

C  =  2d^/.  (60) 

Equating  the  values  of  .S  and  C  given  in  formulas  (58)  and  (60),  we  ob- 
tain: 

d-0.64(^-  (61) 

By  equating  T  and  S  we  find: 

If  the  butt-joint  is  double-riveted,  the  fommlas  to  use  are: 

T  ={p-d)  tU  (63) 

U(Pf.'.  (64) 

(65) 


(66) 
+  d.  (67) 

100.  Practical  Consideratioos.  —  The  theoretical  formulas  dis- 
cussed above  do  not  take  into  consideration  the  stresses  caused  in  the 
rivets,  when  their  shrinkage,  due  to  cooling,  is  resisted  by  the  plates. 
For  small  rivets  these  stresses  may  become  excessive.  In  rivets  having 
lengths  of  six  or  more  inches,  the  shrinkage  caused  by  cooling  is  apt  to 
fei-ce  off  the  rivet  heads,  unless  the  rivets  are  cooled  at  the  center,  before 
being  driven.  In  actual  practice  the  stock  size  of  rivet  that  is  nearest 
the  diameter  given  by  the  theoretical  formulas  will  be  used,  but  there 
are  limitations  as  to  the  size  of  rivets  that  can  be  driven.  For  hand- 
work the  diameter  of  the  rivet  should  be  limited  to  IJ  ins.  For  machine 
drivinf;  the  diameter  has  been  made  as  large  as  Ij  ins.  in  special  cases. 

The  formulas  jijven  above  consider  only  the  strength  of  a  joint.  In 
practice,  we  must,  however,  also  secure  joints  that  are  tight,  and  this 


Digitized  by  Google 


108  WROUGHT  IKON  AND  STEEL  PIPES 

may  oblige  us  to  modify  considerably  the  pitch  given  by  theoretical 
formulas.  In  order  to  have  sufficient  room  to  make  the  rivet  heads, 
there  is,  also,  a  limit  to  the  shortness  of  the  pitch.  The  results  given 
by  the  theoretical  fonnulaB  have,  therefore,  to  be  modified  by  the  re- 
quirements established  by  experience. 

The  margin  between  the  rivet-hole  and  the  edge  of  the  plate  is  usually 
made  equal  to  the  diameter  of  the  rivet,  or  shghtly  more.  With  this 
width,  riveted  joints  that  have  been  tested  to  the  breaking  point  have 
almost  invariably  failed  by  the  shearing  of  the  rivets,  or  the  tearing  of 
the  plates  between  the  rivet-holes.  There  are,  therefore,  two  important 
ways  of  possible  failure  to  which  particular  attention  has  to  be  paid  in 
practice. 

101.  Empirical  Formulas.  —  Numerous  empirical  formulas  for 
rivet  diameters  and  pitch  have  been  proposed.  The  following  for- 
mulas give  the  diameter  of  the  rivets  based  upon  the  thickness  of 
the  plate. 

Unwin  gives  d  -  1.2  V(  to  1.4  VI  (68) 

Box  gives  d  =  (1{()  +  A-  (69) 

Prof.  Kennedy  gives  for  lap-joints  d  =  2\t. 

The  diameter  of  the  rivet  should  be  taken  to  the  nearest  ^V  in. 

Emil  Kuichling,  M.  Am.  Soc.  C.  E.,  discussed  the  subject  of  riveted 
joints  very  thoroughly,  and  gave  both  theoretical  and  practical  formulas, 
the  latter  being  based  upon  a  study  of  more  than  twenty  empirical  for- 
mulas and  tables.* 

In  using  practical  formulas  for  the  diameter  and  pitch  of  rivets,  we 
can  no  longer  maintain  the  ideal  requirement. 

r  =  S  =  C. 

The  efficiency  of  the  joint  will  be,  therefore,  the  minimum  value  found 
by  dividing  T,  S,  and  Chy  P. 

The  distance  from  the  edge  of  the  plate  to  the  rivet  hole,  called  the 
margin,  cannot  be  determined  by  theoretical  formulas.  When  wrought 
iron  rivets  are  driven  in  steel  plates,  the  margin  is  usually  made  equal  to 
the  diameter  of  the  rivet.  When  steel  rivets  are  used  the  margin  is 
generally  increased  to  1.25  d. 

The  American  Machiniat,  May  3,  1906,  gives  the  following  mini- 
mum distances  from  the  center  of  any  rivet^hole  to  the  edge  of  the 
plate: 

•  "The  V^ign  of  Riveted  Steel  Pipee,"  by  Emil  Kuichling,  The  PolyUehnk,  1898 
and  1899,  XV,  p.  125. 
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TABLE  XXXIII.  —  MINIMIJM  MARGIN,  CENTER  OF  RIVET  TO 
EDGE  OF  PLATE 


DiEmetcr  o[  rivet- 

Shnred  edgu 

Rolled  (dfu 

1 

1 
1 

T 

1 
i 

The  maximum  distance  from  any  edge  should  not  exceed  8  X  t 

For  double  chain-riveting  the  distance  between  the  center  lines  of  the 
rivets  should  not  be  more  than  2.5  d.  If  the  riveting  is  staggered  the 
distance  between  the  rows  should  be  1.88  d.  This  will  insure  safety 
against  zigzag  tearing,  but  it  may  bring  the  rivet  heads  too  close  to- 
gether. 

102.  Relative  Efficiencies  of  Various  Kinds  of  Joints.  —  Stoney 
gives  in  his  "Strength  and  Proportions  of  Riveted  Joints"  the  following 
table  of  efficiencies  of  various  kinds  of  riveted  joints,  as  found  by  actual 
tests. 

TABLE  XXXIV.  ■ 


Original  solid  plate 

Lap-joint,  a  ingle-rive  ted,  punched 

Lap-joint,  single-riveted,  drilled 

Lap-joint,  double-riveted 

Butt-joint,  single  cover,  single-riveted. . . . 
Butt-joint,  single  cover,  double-riveted.  , , 
Butt-foint,  double  cover,  single-riveted. . . 
Butt-joint,  double  cover,  double-rive  led . . 


RELATIVE  EFFICIENCY  OF  STEEL  JOINTS 
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100 
50 
56 

75 
SO 
70 
75 
80 

100 
45 
60 
70 
75 
65 
70 
75 

70 

70 
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Table  XXXV,  reproduced  from  page  1 12  of  Smith  snd  Marx's  treatise 
on  "  Machine  Design, "  gives  the  average  values  of  the  different  elements 
of  strength  in  riveted  joints. 

103.  English  Practice  in  Riveted  Joints.*  —  Spooner  gives  the 
following  values  for  the  strengths  of  steel  plates,  steel  rivets,  etc. : 

Tompif 
sq. inoh 

Tensile  strength  of  uuperforated  st«el  boiler  plate 28 

ResiBtance  of  rivets  to  shearing 23 

Resistance  of  riveta  to  cniabing 46 

If  the  diameter  of  a  rivet  is  made  less  than  the  thickness  of  the  plate, 
there  is  danger  of  the  punch  being  crushed.  For  this  reason  The  British 
Board  of  Trade  has  made  the  rule  that  the  diameter  of  the  rivet  must 
not  be  less  than  the  thickness  of  the  plate.  BImpirical  English  formulas 
for  this  thickness  were  given  on  page  108. 

In  the  following  table  will  be  found  the  size  of  rivets  and  minimum 
pitch  recommended  by  the  National  Boiler  Insurance  Co.  of  England. 


TABLE  XXXVI.  — SIZE  OP  RIVETS  AND  MINIMUM  PITCH 


Hioimu 

ThickTMMioI 

gm.ta«l  rivet 

i^incl*  ri<-ati>K 

Doubl*  rivMinx 

Inch 

Inch 

Inch 

Inch 

» 

2 

^ 

2 

2 
2 

f 

2 

2 

2 
2 

' 

2 

2 

2 

* 

! 

2 

2 

i 

1 

2 

2 
2 

The  proportions  of  the  rivet  heads  have  not  yet  been  standardised 
in  England.  Fig.  52,  reproduced  from  Mr.  Spooner's  book  on  "  Machine 
Design,  Construction  and  Drawing,"  gives  the  usual  English  practice  as 
rt^ards  rivet  heads. 

Two  different  kinds  of  tools  are  used  for  caulking  the  plates,  viz.:  the 
ordinary  caulking  steel  (Fig.  53),  having  at  its  extremity  a  thickness  of 
about  ^  in.  and  a  width  of  li  ins.;  and  the  fullering  tool,  having  a 
thickness  equal  to  that  of  the  plate  (Fig.  54). 

In  boiler  practice,  the  joints  are  usually  caulked  on  the  outside  and 


*  Spooner's  "Machine  E 


I,  Construction  and  Drawing,"  p.  142. 
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on  the  inside.  This  work  is  facilitated  by  shearing  or  grinding  the  edges 
of  the  plates  to  an  angle  of  about  75  to  80  degrees.  The  tool  burrs 
down  the  plate,  so  as  to  form  a  metal  to  metal  joint.  Care  must  be 
taken  not  to  damage  the  plate  below  the  tool,  nor  to  spring  the  joint 
open.  Fullering,  which  is  largely  superseding  caulking  in  England, 
gives  a  clean  finish  and  is  less  apt  to  injure  the  plate.  Fig.  55  shows 
a  combined  fullering  and  caulking  tool. 


f"; 


Fio.  52.  —  En^h  Kvet  Heads. 


Fia.  54. 


Fio.  55. 


In  girder  work,  J-in.  rivets  are  generally  used  for  plates  less  than  i  in. 
thick,  and  J-in.  rivets  for  j-  to  j-in.  plates. 

The  British  Board  of  Trade  rule  for  distances  between  rows  of  rivets 
in  zigzag  work  is : 


Distance  between  rows  = 


^(Ilp  +  4ri)(p  +  4d) 
10 


A  rough  rule  makes  the  diagonal  pitch  equal  to  -: 
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The  German  Lloyd's  rule  for  the  diagODal  pitch  in  zigzag  riveting  is: 

Di^onal  pitch  =  2.4  d. 
Prof.  Kennedy  recommends : 

Diagonal  pitch  =  r  p  +  =■ 

The  margin  between  the  rivet  hole  and  the  edge  of  the  plate  is  made 
at  least  equal  to  the  diameter  of  the  hole,  which  makes  the  minimum  lap 
of  the  plates  3  d. 

In  butt  joints  with  two  covers,  each  of  the  straps  is  made  at  least  1 1 
in  thickness. 

For  chain  riveting,  the  distance  between  the  pitch  lines  should  be  at 
least  equal  to  2  iJ.    The  British  Board  of  Trade  rule  makes  this  distance 

y  =  2dto2d  +  l. 

The  BriHsh  Board  of  Trade  rule  is  for  double  shear  strength,  which  is 
assumed  to  be  1.75  X  strength  of  single  shear. ' 

According  to  Mr.  Spooner,  well-designed  joints  for  boiler  work  should 
have  the  following  efficiencies: 

Single-riveted  joint,  50-55  per  cent  efficiency. 

Double-riveted  joint,  6S~70  per  cent  efficiency. 

Treble-riveted  joint,  80-85  per  cent  efficiency. 

104.  Expansion  and  Contraction  in  Riveted  Pipes.  —  In  the  first 
Rochester  pipe  (p.  324),  provision  for  expansion  and  contraction  was 
made  by  riveting  a  cast  iron  hub  to  one  end,  and  a  cast  iron  spigot  to  the 
other  end,  of  each  section  of  pipe.  As  these  sections  had  usually  a  length 
of  about  27  ft.,  and  never  over  81  ft.,  ample  allowance  for  the  effects 
caused  by  changes  of  temperature  was  thought  to  have  been  made.  This 
arrangement  did  not,  however,  prove  to  be  satisfactory.  The  joints 
were  partly  drawn  out  in  winter,  and  did  not  assume  their  original  good 
condition  in  summer.  This  caused  considerable  leakage  at  the  circular 
joints  of  the  pipe-line,  and  necessitated  constant  inspection.  Similar 
experience  was  made  in  California. 

In  all  recent  hnes  of  riveted  pipe,  no  expansion  joints  are  used,  the 
metal  of  the  pipe  being  considered  strong  enough  to  resist  successfully 
stresses  caused  by  changes  of  temperature.  In  such  cases,  however, 
the  pipe  must  be  well  anchored  at  its  ends  in  masonry,  and,  also,  at 
any  intermediate  places  where  gate-houses,  valves,  etc.,  may  be 
introduced. 

In  steel  pipes  that  are  exposed  and  subjected  to  great  changes  of  tem- 
perature some  kind  of  expansion  joint  must  be  used.  It  may  be  simply 
a  stuffing-box.    Such  a  joint  was  placed  at  each  end  of  the  wrought  iron 
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pipe,  OU,  ins.  in  diameter  and  1380  ft.  long,  which  was  constructed  in  a 
vault  on  "High  Bridge"  in  1863  to  convey  the  supply  of  the  Old 
Croton  Aqueduct  across  the  Harlem  River  to  the  City  of  New  York. 
Other  types  of  expansion  joints  are  shown  in  Figa.  56,  57,  and  58. 
The  last  is  used  extensively  in  France. 


Fi    n 


Expattsion  Joints. 


Fio.  58.  —  French  Expai 


of  rubber. 


106.  Spiral  riveted  steel  pipe  *  (Fig.  59)  is  used  extensively  in  water 
works  and  hydro-electric  plants  for  pressures  up  to  400  lbs.  per  square 
inch.     It  is  made  from  strips  of  sheet  steel,  which  are  wound  into  a 
helical  shape  with  one  edge  overlapping  the  other,  forming  a  lap-joint, 
which  is  secured  by  rivets.     The  outaide  lap  is 
slightly  offset,  so  that  besides  giving  a  good 
I  metal  contact,  it  also  makes  the  pipes  smoother 
I  on  the  inside.     The  rivets  are  driven  cold  by 
compression,  and  fill  the  rivet  holes  completely 
and  with  a  slight  countersink.     The  pipe  is 
Fia.  59.  —  Spiral  Riveted  ^ade  by  machines  from  which  it  issues  in  a 
™'  continuous  piece,  which  is  cut  to  any  desired 

lengths.  The  pipe  is  manufactured  in  sizes  of  3  to  40  ins.  in  diam- 
eter, usually  in  lengths  of  about  20  to  30  ft.  and  is  immersed  in  a 
bath  of  asphalt,  kept  at  a  temperature  of  400°  P.,  to  protect  it  from 
corrosion. 

"  Manufactured  by  the  American  Spiral  Pipe  Works,  Chicago ;  and  The  Abendroth 
&  Root  Mfg.  Co.,  New  York. 
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The  pipes  are  provided  with  forged  steel  flanges  which  are  riveted  to 
the  ends  of  the  pipes,  and  the  flanges  of  adjoining  pipes  are  bolted 
together.  Where  expansion  joints  are  required,  they  are  made  as  shown 
in  Elg,  60.  For  submerged  pipes  the  flexible  joint  shown  in  Fig.  61  is 
used.     Specials  for  spiral  riveted  pipes  are  shown  in  Fig.  62. 

Spiral  riveted  pipe  is  stronger  than  pipe  of  the  same  thickness  of  metal 
made  in  the  ordinary  manner  with  horizontal  and  circumferential  joints. 
The  spiral  seam  is  the  strongest  part  of  the  pipe.  This  type  of  pipe  has 
the  additional  advantage  of  Ughtness,  and  for  this  reason  is  often  used 
in  mountainous  regions,  where  transportation  is  difficult.  The  pipes 
are  easily  put  together. 

Spiral  riveted  pipe  has  been  used  in  the  water  works  of  Portsmouth 
and  GorhMn,  N.  H.,  Brattleboro,  Vt.,  Langerville,  Dixfield,  Milli- 
nocket  and  Lewisport,  Maine. 


FiQ.  60.  —  Expansion  Joint.  Fia.  61.  —  Flexible  Pipe-joint. 

Among  some  of  the  western  lines  of  spiral  riveted  pipes  may  be 
mentioned: 

TABLE  XXXVII.  — SPIRAL  RIVETED  PIPES 


DWDW 

LoetUoo 

L.»(lti 

Diunater 

*"C1"" 

Cairo  Contracting  &  Bridg- 
ing Co. 

Cairo,  111. 

Newaygo  Co.,  Michi- 

OBborn  Creek,  Nome, 

Alaska 
Salt  Lake  City,  Utah 

Utah 

Lead,  8o.  Dakota 

6,W0 

44,000 
12,000 
17,000 

"2" 
10 
24 

12  and  14 

30,32, 
and  34 
23  and  26 

231 

Newhouse  Minea  &  Smelt- 
ing Co. 
Beaver  River  Power  Co. . . . 

Homeetake  Mining  Co 

577 
191 
462 

106.  Lap-welded  steel  pipe  *  is  made  of  low  carbon  steel  plates  of 
the  best  quality,  in  sizes  of  H  ins-  to  30  ins.  diameter.     Great  care  is 

•  Manufactured  by  the  National  Tube  Company,  Pittsburgh,  Pa.,  Amer.  Spind 
Rpe  Works,  Chicago,  Spang  Chalfant  &  Co.,  Pittsburgh,  Pa.,  and  A.  M.  Byers  & 
Co.,  Pittabui^,  Pa. 
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taken  to  secure  a  uniform  mixture  of  metal  in  the  blast  furnace,  by 
using  high-grade  ore,  and  combining  the  molten  iron  from  several  blast 
furnaces  in  one  large  300-ton  mixer.  The  metal  is  then  refined  in  a  con- 
verter into  low  carbon  steel,  and  cast  into  ingots.    These  are  reheated 


fl^^ 


^ 


Fia.  62.  —  Specials  for  Spiral  Riveted  Pipes. 


and  rolled  into  blooms,  which,  after  a  second  reheating,  are  rolled  into 
plates  of  the  required  thickness  and  width,  suitable  for  making  the 
various  sizes  of  pipe.  The  plates  are  bent,  with  the  edges  .overlapping, 
and  are  then  heated  to  a  high  temperature  in  a  welding  furnace,  and 
passed  over  a  pointed  cylindrical  mandril  between  two  rapidly  revolving 
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rolls.  The  mandril  is  held  in  such  a  way,  that  it  acts  like  an  anvil,  on 
which  the  overlapping  edges  of  the  tube  are  forced  together  and  welded, 
by  the  preesure  of  the  rolls.  The  tube  goes  next  to  a  table,  on  which  it 
is  kept  rolling,  to  maintain  it«  circular  form,  and  it  straightens,  while 
cooling.  Both  ends  are  then  cut  square,  and  one  end  is  heated  and  ex- 
panded to  form  a  bell  end. 

LapH-welded  pipe  comes  in  random  lengths  of  17  to  20  ft.,  the  average 
length  being  about  18  ft.  With  this  length,  approximately  280  joints 
occur  in  a  mile  of  pipe,  instead  of  440  joints,  the  number  required  per 
mile  with  ordinary  cast  iron  pipes.  There  is,  also,  with  lap-welded  pipes, 
a  saving  as  regards  the  quantity  of  lead  required  per  mile.  Lap-welded 
pipes,  like  spiral  riveted  pipes,  have  the  advantages  of  Ught  weight. 
They  can  be  made  of  plate  up  to  1  in.  in  thickness.  The  pipes  are 
dipped  into  a  bath  of  hot  asphalt,  or,  first  galvanized  and  then  dipped 
into  the  bath. 


Fig.  63.  —  FlanRe-ioint.  Fia.  64.  —  Stove-pipe         Fia.  65.  —  Pipe-joint  for 

Joint.  Low  ftessure. 

107.  Forge-welded  steel  plate  pipes  are  made  in  Germany  in  lengths 
up  to  60  ft.,  and  have  been  used  in  manj'  places.  In  the  power  plant  at 
Necaxa,  Mexico,*  30-in.  forge-welded  pipes  were  used  under  a  maximum 
head  of  1450  ft.  The  pipe  was  made  in  Germany  in  30-ft.  sections,  each 
of  which  was  foiled  complete  with  Qanges  from  one  sheet  of  steel. 
Rubber  gaskets  were  placed  in  the  joints. 

108.  American  manufacturers^  have  recently  commenced  to  make 
foi^e-welded  pipes  by  processes  similar  to  those  used  in  Germany,  and 
are  prepared  to  manufacture  such  pipes  up  to  8  ft.  in  diameter  of  plates 
up  to  1}  ins.  in  thickness. 

109.  Joints  for  lap-welded  and  forge-welded  steel  pipes  are  shown 
in  Figs.  63,  64,  and  65.  The  first  of  these  joints  is  the  ordinary  forged 
steel  flange  connection;  the  second  can  be  used  where  field  riveting  is 
possible.    The  fiared  end  makes  it  easy  to  insert  the  taper  end  of  the 

•  Tiwifl.  Am.  Soc.  C.  E.,  1907,  LVIII,  p.  42. 

t  American  Spiral  Pipe  Works,  Chicago,  M.  W.  KelloRf  A  Co.,  New  York,  and 
Continental  Iron  Works,  Brooklyn,  N.  Y. 
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adjoining  pipe,  and  avoids  a  diminution  of  the  diameter  of  the  pipe  by 
projecting  rivet  heads.  Fig.  65  is  used  for  low  pressures  and  requires 
less  lead  than  the  quantity  used  in  cast  iron  bell-spigot  pipes.  The 
boUedsodcet-jaint  which  allows  a  slight  deflection  at  each  joint  is  espe- 
cially suited  for  long  lines  of  pipe  or  for  connections  or  submerged  pipe- 
line. The  standard  boiled  expaiision  joint,  illustrated  in  Fig.  60,  p.  115, 
can,  also,  be  used  with  lap-welded  or  forge-welded  pipe. 

For  high-pressure  works,  the  ends  of  the  pipes  are  heated  and  turned 
over  the  hubs  of  the  flanges  (Fig.  66),  which  makes  leakage  impossible, 
except  through  the  gasket.  With  this  joint,  the  flanges  are  left  loose  and 
can  be  turned  so  as  to  bring  the  bolt  holes  in  line. 

Another  type  of  joint  (Fig.  67),  which  i.s  much  used  by  the  U.  S.  Navy, 
is  made  by  boring  a  forged  steel  flange  a  little  smaller  than  the  outside 


Fin.  67.  —  Pipe-joint  with  End  ot 
Kpes  Peened  inlo  the  Flange. 

of  the  pipe,  and  then  shrinking  it,  while  hot,  on  the  pipe.  The  end  of 
the  pipe  is  usually  peened  into  the  flange  by  an  expanding  machine  or 
by  hammering. 

The  National  Tube  Company  of  Pittsburgh,  Pa.,  uses  with  its  lap- 
welded  pipes  the  Matheson  jtnnt  (Fig.  68) ,  which  is  a  bell-and-spigot  joint, 
very  similar  in  appearance  to  that  of  a  cast  iron  pipe-joint.  In  the 
Matheson  joint  the  spigot  end  of  the  pipe  has  a  groove  cut  in  it,  corre- 
sponding to  a  recess  in  the  bell,  which  acts  with  it  as  a  lock,  when  the 
lead  is  poured  and  caulked.  These  joints  are  used  for  pipes  of  2  to  30 
ins.  in  diameter  and  18  to  20  ft.  long. 

The  Matheson  joint  is  so  designed  that  inside  the  pipe  there  is  a 
continuous,  straight,  smooth  surface,  which  reduces  friction  losses  to  a 
minimum.  Another  advantage  of  this  joint  is  that  small  variations  in 
alignment  and  grades  are  taken  care  of  in  the  joint.     By  using  short 
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lengths  of  pipe,  expensive  fittings  and  pipe  bends  can  be  omitted,  the 
deflections  in  the  line  being  made  at  the  Matheson  joint. 

110.  Failure  of  Lap-welded  Pipe.  —  Some  failures  of  large  lap- 
welded  pipes,  due  to  imperfect  welding,  have  occurred.  J.  D.  Gallo- 
way,* M.  Am.  Soc.  C.  E.,  mentions  a  30-in.  pipe  of  this  kind,  in  which  one 
of  the  seams  opened,  shortly  after  the  pipe  was  installed,  and  caused 
much  damage.  After  being  in  use  for  seven  years,  another  aeam  opened. 
This  was  found  to  be  caused  by  a  very  imperfect  weld.  There  was,  also, 
at  this  joint,  a  shearing  of  the  outer  portion  of  the  steel  from  the  inner 
portion,  along  the  neutral  axis.  The  steel  appeared  to  be  in  layers.  In 
another  line  of  30-in.  lap-welded  pipes,  the  welds  were  discovered  to 
be  defective  in  several  places.  Two  defective  welds  were  found  in  a 
line  of  24-in.  lap-welded  pipe,  one  before  the  pipe  was  laid,  and  another, 
two  weeks  after  the  pipe-line  had  been  put  in  service.  Such  failures 
are  practically  unknown  with  modem  lap-welded  pipes. 


Fia.  68.  —  The  Matheson  Joint, 

111.  Lock-bar  pipe  f  {Fig.  69)  is  made  of  plates  of  steel  or  ingot  iron, 
in  thicknesses  of  ft  to  i  in.,  the  longitudinal  seams  being  joined  by 
means  of  a  lock-bar  extending  the  whole  length  of  the  pipe,  instead  of 
being  joined  by  riveta.  Each  length  of  pipe  consists  of  two  metal  plates, 
curved  to  a  semi-circle,  having  their  longitudinal  edges  upset  so  as  to 
fit  the  lock-bar.  When  the  plates  have  been  assembled,  a  lock-bar  of 
steel  is  forced  by  hydraulic  pressure  over  each  set  of  longitudinal  edges, 
forming  thus  the  lock-bar  joint.  This  type  of  joint  provides  a  metal 
pipe  the  strength  of  which  is  limited  only  by  the  strength  of  the  plate 
itself. 

Lock-bar  pipe  was  used  for  the  first  time  in  1898  and  1899  in  the  Cool- 
gardie  pipe-line,  in  Western  Australia,  which  is  30  ins.  in  diameter  and 
325  miles  long  (p.  338).     In  1905  the  City  of  Lynchburg,  Va.,  made  the 

•  Trana.  Am.  Soc.  C.  E.,  1907,  LVIII,  p.  59. 

t  LotteTH  patent  for  lock-bar  pipe  were  granted  to  Mephan  Ferguaon,  of  Perth, 
Australia,  in  Great  Britain,  GerniBiny,  France,  and  the  United  States.  The  patent 
and  cxcluHve  rights  for  Its  manufacture  and  sale  Jn  the  United  States  and  Canada 
have  been  acquired  by  the  Eaat  Jersey  Pipe  Corporation,  Patereon,  N.  J. 
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first  use  of  this  pipe  in  the  United  States,  when  it  laid  15,000  ft.  of  30-in. 
lock-bar  pipe.  In  that  year  it  was,  also,  installed  in  Wilmington,  Del., 
Pittsburgh,  Pa.,  and  Paterson,  N.  J.  Since  that  time,  it  has  been  used 
by  many  other  cities  in  the  United  States  and  Canada  for  water  supply 
and  distribution.  It  has,  also,  obtained  considerable  usage  as  penstock 
for  high-pressure  hydraulic  installations. 

112.  Method  of  Manufacture.  —  This  type  of  pipe  can  be  made 
much  more  rapidly  than  riveted  pipe  of  the  same  size,  as  all  punching, 
drilling,  reaming,  riveting,  and  caulking  on  the  longitudinal  seams  is 
avoided.  The  flat  sheets  of  steel,  in  standard  lengths  of  about  30  ft., 
are  taken  direct  from  the  cars  by  cranes,  and  placed  singly  on  the  laying- 
out  floor.  After  the  plates  have  been  marked  off  to  dimensions,  and 
the  rivet-holes  at  the  ends  have  been  properly  spaced,  the  plates  are 


FiQ.  69.  —  Lock-bar  Pipe. 

carried  by  electric  cranes  to  the  multiple  punches  where  the  rivet-holes 
on  the  ends  of  the  plates  for  the  circumferential  joints  are  cut.  The 
plate  is  then  transferred  to  the  bed  of  the  upsetting  machine,  one  end 
being  held  firmly  by  a  movable  plate-girdcr  clamp,  with  a  vertical  web, 
which  is  operated  by  hydraulic  jacks.  A  traveling  planer-head,  with 
fine  horizontal  planing  tools,  moving  parallel  with  the  clamp,  trims  the 
edge  of  the  steel  plate  to  the  exact  size.  The  planer  is  followed  by  a  set 
of  six  to  eight  vertical  grooved  rollers,  3  ins.  in  diameter,  that  act  suc- 
cessively on  the  edge  of  the  steel  plates,  upsetting  the  metal  in  propor- 
tion to  the  thickness  of  the  plate,  the  upset  forming  a  shoulder  that  in  a 
later  process  is  firmly  engaged  by  the  lock-bar.  When  one  edge  has 
been  upset,  the  sheet  is  turned  around,  and  its  other  edge  is  treated 
similarly. 

The  plates  are  then  placed  in  the  crimping  machine,  a  hydraulic  pre^^s 
of  150  tons  capacity,  with  dies  4  to  8  ft.  long,  to  curve  the  edge  of  the 
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plate  to  the  required  radius.  This  is  done  to  prevent  injury  to  the  upeet 
edge  in  the  bending  rolls,  to  which  the  plate  goes  next,  and  from  which 
it  comes  out  curved  to  a  semicircle.  The  curved  plates  are  then  taken 
to  the  assembling  floor,  where  two  plates  are  matched  together,  and  their 
edges  fitted  with  two  lock-bars.  They  are  held  firmly  in  that  position 
by  sohd  steel  rings,  about  5  ft.  apart,  which  enclose  the  two  plates  and 
are  wedged  tight  against  the  bars. 

The  plates,  thus  assembled,  are  delivered  to  the  lock-bar  press,  which 
is  a  750-ton  hydraulic  cylinder,  set  vertically  under  an  adjustable  cross- 
bead,  on  heavy  steel  bolts.  The  cross-head  is  set  to  provide  clearance 
between  it  and  the  plunger  for  the  pipe,  and  a  pair  of  adjustable  die- 
blocks,  mounted  on  a  long,  horizontal  steel  arm,  and  operated  by  a  small 
vertical  hydraulic  cylinder,  which  is  mounted  in  the  pipe.  The  plunger 
of  the  small  cylinder  is  extended  so  that  the  die-blocks  engage  the  inner 
faces  of  the  two  lock-bars  and  act  as  a  holder-on.  The  large  hydraulic 
cyUnder  outside  is  then  operated,  and  reacting  through  the  inner  cylinder 
against  the  dies  of  the  cross-head,  closes  the  open  flanges  of  the  lock-bars, 
pressing  them  solidly  down  on  the  upset  edges  of  the  covered  plates,  in 
lengths  of  6  ins.  on  thick  plates  to  12  ins.  on  -ftr-  and  i-in.  plates.  The 
pipe  is  then  placed  on  the  trimming  skids,  the  ends  of  the  lock-bars  that 
project  are  cut  off,  and  the  bars  are  chamfered  down  at  the  ends,  to 
permit  a  snug  fit  for  the  circular  field  joints.  For  this  reason,  the  inner 
faces  of  the  bar  are  also  flattened,  affording  at  the  same  time  bearing 
for  a  rivet, 

E^h  pipe  is  tested  to  at  least  one  and  one-half  times  its  intended 
working  pressure  in  a  lai^e  adjustable  testing  machine,  having  heavy 
disced  heads  with  rubber  gaskets.  The  pipe  is  then  filled  with  water 
from  a  pump  capable  of  exerting  the  desired  pressure,  which  is  main- 
tained while  a  careful  inspection  is  made  of  the  lock-bar  joints. 

After  being  tested,  the  pipe  is  thoroughly  cleaned  and  dried.  It  is 
then  heated  uniformly  in  a  large  oven  to  a  temperature  of  350°  F.,  and 
dipped  vertically  in  a  bath  of  mineral  rubber  coating,  maintained  at  a 
temperature  of  350"  F.,  and  of  sufficient  depth  to  allow  the  pipe  to  be 
entirely  submerged.  After  the  pipe  sections  have  been  removed  from 
the  bath,  they  are  set  in  a  vertical  position  while  cooling.  When  the 
pipe  has  been  dipped  in  the  mineral  rubber  coating,  and  the  coating  is 
sufficiently  set  to  prevent  flow  in  the  subsequent  operations,  it  may,  as 
an  extra  precaution,  optional  with  the  purchaser,  be  wrapped  with  10- 
ounce  Calcutta  burlap,  cut  into  strips  18  ins.  wide,  and  applied  on  a 
spiral  wrapping  machine. 

The  dipping  tank  is  made  of  two  concentric  cylinders,  10  ft.  and  12  ft. 
respectively  in  diameter,  set  vertically  on  a  concrete  base,  the  space 
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between  the  two  cylinders  beind;  occupictl  Itj'  steam  coils.  The  inner 
face  of  the  inner  cylinder  also  hsa  a  set  of  heating  pipes,  and,  on  the  axis 
of  the  cylinder,  stands  a  12-in.  pipe  that  contains  an  auxiliary  heating 
system,  which  insures  an  even  temperature  to  the  bath. 

Lock-bar  pipe  is  manufactured  by  the  East  Jersey  Pipe  Corporation 
of  Paterson,  N.  J.,  in  sizes  from  20  to  72  ins.  in  diameter.  On  account 
of  the  absence  of  rivet  heads  along  the  longitudinal  joints,  and  the  omis- 
sion of  circumferential  rivet  seams,  except  on  the  ends,  an  increased 
carrying  capacity  of  from  10  to  20  per  cent  is  attained  l)y  this  pipe  over 
rivet«d  pipe  of  the  same  size.     The  strength  of  the  longitudinal  joint 


Fio.  70.  —  Lwk-har  Pipe,  Tmed  to  Ruptiirp. 

has  been  proved  by  tensile  tests  and  by  hydraulic  tests  to  be  stronger 
than  the  plate  itself,  as  will  be  seen  in  Fig.  70,  which  shows  the  result 
of  an  actual  test. 

For  diameters  of  24  ins.  and  upwards,  which  are  sufficiently  large  for  a 
man  to  work  on  the  interior,  riveted  taper-jointfi  are  employed  for  ordi- 
nary purposes.  This  joint  is  similar  to 
the  stove-pipe  jmrU,  the  end  of  one  pipe 
fitting  snugly  into  the  end  of  the  contig- 
uous pipe,  the  circumferential  seam  then 
being  riveted,  and  the  edges  of  the 
plates  being  caulked  both  inside  and  out. 
Flanged  joints,  butt-strap  joints,  and 
special  Custer  (Fig.  71)  are  also  used, 
depending  on  field  conditions. 

113.   Cement-Uaed-and-coated  Pipes. 

—  Jonathan  Ball  invented  a  process  of 

lining  sheet-iron  water  pipes  on  the  in- 

FiG.  71.  — Custer  Joint.         gj^e^  ^nd  coating  them  on  the  outside, 

with  hydraulic  cement  mortar,  in  order  to  prevent  the  iron  from 

being  corroded.     Pipes  of  this  kind  were  laid  in  Saratt^a,  N.  V., 

for  domestic  water  supply  as  early  as  1845.*     Many  hundred  miles 

of  this  kind  of  pipe  have  been  laid,  especially  in  the  New  England 

*  J.  T.  FanninK'a  "Treatise  on  Hydraulic  ami  Water-supply  Engineering,"  9* 
edition,  p.  479. 
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States.  During  the  Civil  War  ceraent-lined  wrought  iron  pipes  could 
be  manufactured  and  laid  more  cheaply  than  cast  iron  pipes,  and  this 
consideration  promoted  their  introduction,  but  of  late  years  they  have 
been  leas  in  favor. 

This  type  of  pipe  is  made  either  according  to  the  Goodhue  and  Bimie 
or  the  Pkippa  patent.*  In  the  first  method,  sheets  of  wrought  iron  of 
proper  thickness  to  withstand  the  water  pressure  are  single-riveted, 
cold,  into  cylindrical  forms,  without  any  attempt  being  made  to  secure 
water-tight  joints.  The  pipes  are  then  lined  on  the  inside  with  J  to  1  in. 
of  neat  hydraulic  cement  or  cement  mortar,  raised  1  part  cement  to  1 
part  of  sand.  The  pipes  are  laid  in  the  trench  on  a  bed  of,  and  covered 
by,  J  to  1  in.  cement  mortar.  They  are  made  in  9-ft,  lengths,  fastened 
tc^tber  by  means  of  wrought  iron  sleeves,  and  the  joint  cased,  inside  and 
outside,  with  cement  mortar,  or  the  joints  may  be  telescoped  together 
in  stove-pipe  fashion,  and  protected  by  a  coating  of  cement  mortar. 
Cast  iron  joints  have  been  also  used  for  cement-lined  pipes,  but  have  not 
proved  to  be  very  satisfactory. 

In  the  second  method,  the  pipes  are  made  in  a  similar  way  to  that  de- 
scribed above,  with  this  difference,  however,  that  the  pipes  are  coated, 
both  on  the  inside  and  on  the  outside,  before  being  laid  in  the  trench. 

Compared  with  cast  iron  pipes,  cement-lined  wrought  iron  pipes  have 
the  following  advantages:  (1)  Freedom  from  tuberculation;  (2)  longev- 
ity and  durability,  under  favorable  conditions. 

On  the  other  hand,  this  kind  of  pipe  has  the  following  disadvantages: 
(1)  The  necessity  of  p-eat  care  in  the  manufacture  and  laying  of  the 
pipe;  (2)  smalt  factor  of  safety,  and  consequently  liability  to  be  injured 
by  water-hammer;  (3)  difficulty  of  securing  water-tight  joints;  (4)  diffi- 
culty of  making  service-pipe  connection;  (5)  difficulty  of  making  repairs. 

On  account  of  these  disadvantages,  cement-lined  wrought  iron  pipes 
have  not  proved  generally  satisfactory  for  distributing  systems  of  pipe, 
but  they  can  be  used  advantageously  for  supply  pipes  that  are  not  sub- 
jected to  greater  pressure  than  about  65  lbs.  per  square  inch. 

In  Plymouth,  Mass.,  however,  where  the  water  pressure  is  only  30  to 
70  lbs.  pei  square  inch,  cement-lined  water  pipes  have  been  in  use  since 
1855. t  The  original  pipe,  of  which  a  large  amount  is  still  in  use,  con- 
sisted of  a  sheet-iron  shell,  about  9  ft.  long,  lined  on  the  inside  with 
about  J  in.  of  cement  mortar,  mixed  1  to  1.  The  pipe  was  laid  in  the 
trench  on  a  bed  of  mortar,  and  was  covered  with  mortar.  The  pipes 
were  butted  together,  and  the  joints  were  covered  with  steel  sleeves,  or 
collars,  which  were  afterwards  encased  in  mortar.  Some  of  these  pipes, 
•  JouT.  New  England  Water  Works  Assoc.,  March,  1909,  p.  3. 
t  Eng.  News,  Feb.  17,  1916,  p.  300. 
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which  were  dug  up,  after  being  in  continuous  uae  for  60  years,  were  found 
to  be  in  excellent  condition. 

Plymouth  manufactures  its  own  cement-lined  pipes.  No  difficulties 
are  said  to  be  experienced  there  in  tapping  the  pipes,  which  is  done  in 
the  following  manner:  the  jacket  is  cut  away  with  a  cold  chisel,  and  the 
intervening  cement  is  chipped  away  down  to  the  shell  of  the  pipe,  which 
is  then  tapped  in  the  usual  way. 

In  1914  the  city  had  55j  miles  of  cement-lined  pipes,  2  to  24  ins.  in 
diameter.  At  that  time  the  cost  of  the  pipes  was  about  the  same  as  of 
those  made  of  cast  iron.  The  annual  repairs  amounted  to  $2.20  per 
mile,  and  the  leakage  averaged  only  1  leak  to  4  miles  of  pipe. 
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CHAPTER  vri 

PIPES  OF  VITRIFIED  STONE-WARE,  CEMENT,  AND 
CONCRETE 

114.  Vitrified  Stone-ware  Pipe.  —  Teira-cotta  pipes  have  been 
used  from  the  remotest  periods  for  conveying  water.  In  the  ruins  of  Ur 
of  the  Chaldeea,  Nineveh,  Troy,  Jerusalem,  Pompeii  and  Herculaneum, 
etc.,  such  pipes,  laid  thousands  of  years  ago,  are  still  found  in  good  con- 
dition. They  have  not,  however,  much  strength,  and  were  encased 
with  masonry,  when  used  for  water  under  pressure. 

In  modem  water  works,  salt  glazed  vitrified  stone-ware  pipe  has  been 
used  in  a  few  cases  for  conv^ing  water,  not  under  pressure.  Such 
pipes,  12  to  18  ins.  in  diameter,  were  used  in  the  conduits  of  Amsterdam, 
Little  Falls,  and  Johnstown,  N.  Y.*  They  were  made  with  hub-and- 
spigot  joints,  which  were  filled  with  Portland  cement  mortar.  The  pipes 
were  made  extra  thick,  in  order  to  withstand  the  pressure  of  the  refilling. 

The  cheapness  of  vitrified  terra-cotta  pipes,  their  durability,  and  the 
fact  that  they  are  not  subject  to  tuberculation  may  make  it  advisable 
to  use  them  for  conveying  water  which  is  not  subject  to  pressure,  pro- 
viding the  diameter  of  the  pipe  does  not  exceed  24  to  30  ins. 

lis.  Cement-mortar  pipes,  6  to  36  inches  in  diameter,  have  been 
used  extensively  in  some  of  the  Western  States,  in  connection  with  irriga- 
tion works.f  These  pipes  are  made  in  lengths  of  2  ft.  One  end  of  the 
pipe  tapers  inward  and  the  other  tapers  outward,  to  form  a  beveled  lap- 
joint,  when  abutting  ends  are  connected  together  with  cement  mortar. 

The  pipes  are  made  of  a  moist  mixture  of  cement  and  sand  which 
is  tamped  into  metal  molds.  For  pipes  up  to  18  ins.  in  diameter,  the 
mixture  consists  usually  of  1  part  cement  to  4  parts  of  sand.  For  larger 
pipes,  1  part  cement  is  mixed  with  3  parts  of  sand.  The  molds  are 
removed  as  soon  as  the  tamping  has  been  completed.  The  pipes  are 
carefully  cured,  by  being  kept  moist  for  nearly  a  week,  and  are  allowed 
to  harden  for  a  month,  before  being  laid. 

The  strength  of  a  cement  pipe  depends  as  much  upon  the  joints  as 
upon  the  pipe  itself.  Pipes  made  of  moist  mortar  are  more  porous  and 
weaker  than  those  made  of  wet  mortar,  and  they  are  liable  to  be  cracked 

*  Eng.  Record,  M&y  26,  18S8,  p.  361. 

t  "Irrigation  Practice  and  Engineering,"  by  B.  A.  Etcheverry,  Vol.  II,  p.  301, 
New  York,  1915. 
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by  expansion  and  contraction.  When  the  pipes  arc  used  as  laterals  of 
an  irrigation  syBtem,  cracks  are  not  a  serious  objection  to  the  pipes  being 
used. 

The  following  table*  shows  what  heads  can  be  safely  borne  by 
cement  mortar  pipes.  The  bursting  values  are  about  four  times  the 
values  given  in  the  table. 

TABLE    XXXVIII.  —  SAFE    PRESSURE    HEADS    FOR 
HAND-TAMPED   CEMENT  VWK 


Mui 

mum  «fo  hud  i 

r»t 

DiamMatoT 

pipaJDlnche. 

ForlloJ 

ForltoS 

For  1  to  1 

mbture 

minure 

miitun 

12 

20 

15 

10 

14 

20 

15 

10 

16 

18 

12 

s 

IR 

18 

12 

s 

ao 

IK 

12 

8 

24 

1,) 

10 

6 

30 

]5 

10 

fi 

116.  Concrete  pipes  are  made  in  a  similar  manner  as  cement-piitos, 
1  part  of  cement  being  mixed  with  4  parts  of  natural  aggregate  of  ])it 
gravel  and  sand,  for  pipes  up  to  18  ins.  in  diameter.  For  larger  pipes,  1 
part  of  cement  is  mixed  with  3  parts  of  pit  gravel  and  sand.  If  screened 
gravel  or  crushed  rock  is  used,  the  mixture  should  be  about  1  part  of 
cement,  2  parts  of  sand,  and  3  or  4  parts  of  gravel  rock,  which  should 
not  be  larger  than  j  in.  in  diameter. 

The  pipes  are  usually  coated  on  the  inner  surface  with  a  thin  paste  of 
neat  cement,  in  order  to  make  them  less  permeable.  To  insure  water- 
tightness,  hydrated  Ume,  equal  in  weight  to  5  per  cent  of  that  of  tho 
cement,  is  often  added  to  the  concrete  mixture. 

The  tamping  of  the  concrete  into  molds  is  usually  done  by  hand,  but 
machinery  has,  also,  been  employed  for  this  purpose.  In  the  latter  case, 
the  pipes  are  generally  made  with  bell-and-spigot  joints. 

117.  Reinforced  Concrete  Pipe.  —  For  diameters  larger  than  3  ft., 
concrete  pipes  are  usually  reinforced  with  steel  bars.  These  bars  are 
made  of  sufficient  size  to  resist  the  whole  water  pressure  and  any  water- 
hammer  that  may  occur.  The  concrete  is  made  only  thick  enough  to 
prevent  percolation.  When  the  pipes  are  to  be  subjected  to  a  consider- 
able pressure,  they  are  sometimes  provided  with  a  lining  of  steel  plate, 
placed  either  at  the  inner  surface  of  the  pipe,  or  embedded  in  the  con- 
crete. 

•  ''  IrrigBtion  Practice  and  Enftint^rinir,"  by  B.  A.  Etchcvcny,  Vol.  II,  p.  303. 
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Pipes  of  reinforced  concrete  can  either  be  made  in  sections,  4  to  8  ft. 
long,  which  are  lowered  into  the  trench,  or  they  can  be  constructed  in 
the  trench  as  a  continuous  pipe.  The  former  method  can  only  be  em- 
ployed for  pipe  up  to  about  6  ft.  in  diameter.  The  circumferential  rein- 
forcement, which  has  to  resist  the  water  pressure  and  water-hammer, 
may  consist  of  bands,  placed  at  the  required  intervals;  or  it  may  be 
formed,  for  pipes  not  larger  than  about  4  ft.  in  diameter,  of  a  band, 
wound  spirally  by  machinery,  as  is  done  for  wood-stave  pipes.  The 
longitudinal  reinforcement  serves  to  keep  the  circumferential  reinforce- 
ment in  place,  and  to  resist  temperature  stresses.  If  expansion  joints 
are  provided,  the  longitudinal  reinforcement  can  be  made  very  li^t. 

To  insure  water-tightness,  the  concrete,  for  heads  of  less  than  50  ft., 
should  be  mixed  in  the  proportion  of  1  part  cement,  2  parts  of  sand,  and 
4  parts  of  stone.  For  heads  of  50-100  ft.,  a  1  :  2  :  3  mixture  of  concrete 
should  be  employed.* 

118.  Lock-joint  Pipe.  —  Pipes  of  concrete,  reinforced  with  wire 
fabric,  made  according  to  the  patented  Meriwether  system,  are  manu- 
factured by  the  Lock-joint  Pipe  Company 
of  New  York.     The  pipes  are  either  made 
in  the  trench,  or  cast  in  4-ft.  sections  and 
lowered  into  the  trench.     The  joints  of  the 
pipe  are  formed  as  shown  in  Fig.  72.     The 
reinforcement  of  two  adjoining  pipe  sec- 
tions overlap  in  a  recess.   If  to  1|   ins. 
long,  which  is  filled  with  cement  mortar,        p^^    72,  _  Lock-Joint  Pipe, 
poured  through  a  hole  at  the  top  of  the 

recess,  thus  locking  the  sections  together  and  sealing  the  joint  by  one 
operation.  For  a  24-in.  pipe,  the  thickness  of  the  concrete  is  usually 
3  ins.     For  a  7-ft.  pipe  it  is  about  8  ins. 

The  following  companies,  also,  are  engaged  in  the  manufacture  of 
reinforced  concrete  pipe,  viz.:  The  Reinforced  Concrete  Pipe  Company 
of  Los  AngeleSj  Cal.,  and  the  Reinforced  Pipe  Company  of  Jackson, 
Mich. 

119.  Inverted  siphons  of  reinforced  concrete  have  been  buUt  in  a 
number  of  places.  Two  important  works  of  this  kind,  known  as  the 
Sosa  Siphon  and  the  Albelda  Siphon,  were  built  in  the  province  of  Hueoa, 
Spain.t 

120.  The  Sosa  Siphon  consists  of  twin  pipes  of  reinforced  concrete, 
12.47  ft.  in  diameter,  and  3340  ft.  long.    It  is  subjected  to  a  maximum 

•  For  a  full  account  of  the  making  of  reinforced  concrete  pipe  see  Etoheveny'B 
"In^^tion  Practice  and  Engineering,"  Vd.  II,  pp.  310-338. 
t  Ibid.,  p.  333. 
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head  of  85  ft.  The  twin  pipes  conBtst  of  158  sections,  each  21.32  ft. 
long,  formed  of  a  steel  tube,  |  in,  thick,  on  the  outside  of  which  are 
spaced  hoops  of  T-bar  reinforcement,  which  are  surrounded  with,  and 
embedded  in,  a  concrete  shell,  5.9  ina.  thick.  The  pipes  are  lined  on 
the  inner  surface  with  reinforced  mortar,  0.87  in.  thick.  The  ends  of  the 
steel  tubes  were  connected  by  a  riveted  steel  collar,  shaped  with  a  cor- 
rugation, to  allow  for  expansion  and  contraction.  This  collar  was  well 
coated  with  a  hot  mixture  of  tar  and  asphalt.  A  collar  of  reinforced 
concrete  was  placed  over  each  joint.  At  the  crossing  of  the  Sosa  River, 
the  siphon  pipes  are  carried  by  an  arched  bridge  of  concrete. 

121.    The  Albelda  Siphon,  built  in  1909,  is  formed  of  a  single  pipe  of 
reinforced  concrete,  13.12  ft.  in  diameter,  and  2363  ft.  long.     It  is  sub- 


Fio.  73.  —  Albelda  Siphon,  Hpain. 

jected  to  a  maximum  head  of  97  ft.  This  siphon  has  no  expansion  joints, 
and  no  steel  tube,  to  insure  water-tightness.  The  siphon  is  7.87  ins. 
thick,  and  is  supported,  up  to  its  horizontal  diameter,  by  a  concrete 
cradle.  As  some  leakage  was  expected  from  the  siphon,  the  cradle 
was  provided  with  a  drainage  system  (Fig.  73),  and  was  made  of  very 
porous  concrete,  to  enable  the  water  leaking  from  the  siphon  to  find  its 
way  into  the  drains. 

The  shell  of  the  pipe,  in  which  the  reinforcement  is  placed,  is  7.28  ins. 
thick.  It  is  plastered  on  the  inside  with  ^  in.  of  cement  mortar,  making 
the  total  thickness  of  the  pipe  7.87  ins.  The  reinforcement  consists  of 
124  longitudinal  round  rods,  spaced  about  4  ins.  apart,  and  of  circum- 
ferential T-bars,  tied  at  their  intersection  to  the  longitudinal  rods  with 
wire,  about  jV  i"-  'i  diameter.     Each  of  the  T-bars  has  an  exterior 
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diatneter  of  13.4  ft.,  and  is  formed  of  two  halves,  butt-joined  tt^ether 
with  six  rivets.  The  concrete  for  the  conduit  was  composed  of  1  part 
of  Portland  cement,  1.28  parts  of  sand,  and  2.56  parts  of  gravel,  less  than 
II  ins.  in  diameter.  The  interior  plastering  was  made  of  equal  parts  of 
cement  and  sand. 

122.  SiphoTiB  of  the  United  States  Reclamation  Service.  —  The  first 
siphon  of  reinforced  concrete  for  the  Umatilla  Project  was  completed  in 
1908.  It  is  47  ins.  in  inner  diameter,  and  468  ft.  long.  The  pipe  was 
made  in  sections,  8  ft.  long  and  2^  ins.  thick.  The  sections  were  cast 
vertically,  by  placing  a  steel  core  between  the  forms,  and  filling  the 
molds  with  wet  concrete.  The  reinforcement  consists  of  round  wire, 
which  is  wound  into  spirals,  4  ft.  long,  two  being  used  for  each  8-ft.  sec- 
tion. After  the  spiral  is  wound,  the  proper  spacing  is  mtuntained  by 
longitudinal  rods,  4  ft.  long,  which  are  tied  to  the  spiral  with  wire. 
Cross-lacing  is  used,  to  give  additional  rigidity  to  the  spiral.  The  sec- 
tions of  pipe  were  kept  moist  for  10  days,  after  being  cast.  And  were 
allowed  to  harden  for  about  30  days,  before  being  transported  and  laid. 

This  pipe-line,  which  is  one  of  the  first  of  its  kind  in  .\merica,  was  laid 
in  sandy  soil,  which  drains  readily.  It  is  subjected  to  a  maximum  head 
of  55  ft.  Although  exposed  to  temperatures  as  low  as  29°  F.,  the  siphon 
has  proved  to  be  satisfactory  in  every  respect.  Testa  of  water-tightness, 
made  soon  after  its  completion,  showed  a  total  leakage  of  only  J  gallon 
per  second. 

Another  siphon  on  the  Umatilla  Project  is  46  ins.  in  inner  diameter, 
and  4700  ft.  long.  The  maximum  head  on  this  pipe  is  55  ft.  The  pipes 
were  cast  in  8-ft.  sections  near  the  trench.  The  reinforcement  consists 
of  -fy  in.  wire  of  mild  steet,  wound  on  a  drum  into  a  helical  coil,  spaced, 
according  to  the  head,  to  give  a  unit  stress  of  12,000  lbs.  per  square 
inch  on  the  steel.  The  joints  are  covered  by  collars,  3  ins.  wide  and 
3  ins.  thick.  Tests  made  by  the  U.  S.  Reclamation  Service  on  a  4&-in. 
pipe  of  reinforced  concrete,  under  a  head  of  110  ft.,  showed  that  the 
pipe  could  stand  a  pressure  of  50  lbs.  per  square  in.,  without  excessive 


The  Belle  Fourche  River  siphon  has  an  inner  diameter  of  5  ft.,  and  a 
length  of  3565  ft.     It  is  subjected  to  a  maximum  head  of  65  ft. 

The  Anderson  siphon  (Fig.  74)  has  an  inner  diameter  of  8  ft.,  and  a 
length  of  477  ft.     The  maximum  head  on  this  siphon  is  about  70  ft. 

The  Whitewood  siphon  has  an  inside  diameter  of  6  ft.,  and  a  length  of 
395  ft.     The  maxunum  head  on  this  siphon  is  only  16  ft. 

All  of  these  siphons  have  shells  of  reinforced  concrete,  8  ins,  thick. 
The  circumferential  reinforcement  consists  of  twisted  J-  and  |-in.  bars, 
spaced  4J  to  12  ins.  apart  between  centers,  according  to  the  pressure  that 
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has  to  be  resisted.  The  ends  of  the  bars  were  securely  fastened  by  weld- 
ing. The  longitudinal  reinforcement  of  the  three  siphons  is  formed  of 
^-in.  twisted  steel  bare,  spaced  about  12  ins.  apart.  These  bars  overlap 
20  ins.  at  the  ends  and  are  tied  with  wire.  All  intersections  are  wrapped 
with  wire. 

The  concrete  was  mixed  wet  by  machinery  in  the  proportion  1:  2i, 
3|,  with  20-22  per  cent  of  Water.  The  gravel  and  crushed  stone  used 
are  i  to  1  in.  in  diameter. 

123.  Aqueducts  of  Reinforced  Concrete.*  —  Portions  of  the  Los 
Angeles  Aqueduct,  adjoining  siphons  of  steel  pipe,  were  constructed  of 
reinforced  concrete.    These  sections  have  inner  diameters  of  10  feet, 


am  E^BTH  SECTWM     WET  ZKKTH  SECTION 

Fig.  74.  —  Anderson  Siphon. 

and  arc  subjected  to  heads  of  40  to  75  ft.  For  greater  heads,  steel  pipes 
were  found  to  be  cheaper  than  those  made  of  reinforced  concrete. 

The  mixture  of  concrete  used  for  the  sections  of  reinforced  concrete 
consisted  of  1  part  of  cement,  2  parts  of  sand,  and  4  parts  of  stone.  Tufa 
cement  was  found  to  make  denser  concrete  than  ordinary  Portland 
cement,  as  it  is  ground  finer.  The  shell  of  the  aqueduct  is  9  ins.  thick 
on  the  top  and  sides  and  the  bottom  is  supported  by  a  cradle  of  con- 
crete. Fig.  75  shows  one  of  these  pipes.  Under  a  head  of  70  ft.,  the 
reinforced  concrete  is  stressed  200  lbs.  per  square  inch,  a  stress  which 
good  concrete,  one  month  old,  is  able  to  withstand,  without  the  assist- 
ance of  the  steel. 

The  steel  reinforcement  rods  were  placed  i  in.  from  the  outside  edge 
*  "Final  Report  on  the  Construction  of  the  Loa  Angcica  Aqueduct,"  1916,  p.  309. 
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of  the  pipe.     They  were  lapped  18  ins.,  and  wired  together.     The  details 
of  the  reinforcing  is  given  in  Fig.  75. 

The  pipes  were  all  buried  in  trenches  and  covered  with  soil.  The  back 
filling  was  wetted  down  during  the  curing  of  the  pipe,  and  the  ends  of  the 
pipe  were  closed  with  curtains,  in  order  to  maintain  a  humid  atmosphere 
in  the  pipes.  After  a  pipe  was  4  to  6  weeks  old,  it  was  filled  slowly  with 
water,  and  kept  full. 


Eoda  Lencth 

i"  35'     i" 

J"  35'  10" 

I"  36'    5" 

i"  36'  U" 

».  from  outer  edge  of  pipe. 


Fio.  75.  —  Reinforced  Concrete  Con- 
duit, on  Lofl  Angele«  Aqueduct,  Cal. 

In  the  first  two  concrete  pipes,  expansion  joints  of  the  Z-type  were 
used,  the  joints  being  filled  with  asphalt.  No  expansion  joints  were 
placed  in  the  other  concrete  pipes,  and  no  trouble  resulted  from  this 
omission. 

On  the  Catskill  aqueduct,  built  recently  to  supply  New  York  with 
water,  certain  pressure  sections,  7.75  to  17  ft.  in  diameter,  subjected  tc 
heads  of  less  than  50  ft.,  are  built  of  reinforced  concrete.* 

•  "Wstravworka  Hand-book,"  by  FUnn,  Weston,  and  Bogert,  p.  37-t. 


Digitized  by  Google 


CHAPTER  VIII 

STRESSES  IN  WATER  PIPES 

124.  Stresses  in  Water  Pipes.  —  All  kinds  of  water  pipes  are 
subjected  to  certain  stresses,  caused  by  tlie  pressure  of  the  water  in  the 
pipe,  the  weight  of  the  refilling  over  the  pipe,  water-hammer,  resulting 
from  closing  gates  quickly,  and  the  effect  of  changes  of  temperature. 
These  stresses  are  usually  neutralized  by  the  resistance  of  the  material 
in  the  pipe-shell.  On  curves  and  steep  grades  unbalanced  forces  may 
exist,  which  may  necessitate  the  construction  of  anchorages,  to  keep  the 
pipe  from  being  displaced.  A  water  pipe  is  usually  supported  for  its 
whole  length  by  the  refilling  which  has  been  rammed  around  it.  The  re- 
filling gives  the  pipe  a  certain  amount  of  stability  to  resist  any  tendency 
to  collapse,  and  opposes,  also,  the  motion  due  to  expansion  and  contrac- 
tion. If  the  pipe  is  not  supported  for  its  whole  length  —  as  when  it 
rests  on  masonry  piers  —  it  will  act  as  a  beam,  causing  thus  longitudinal 


126.  Stresses  due  to  Water  Pressure.  —  The  stresses  caused  by 
the  outward  pressure  of  the  water  are  readily  calculated.  As  the  thick- 
ness of  the  pipes  is  in  all  ordinary  cases  only  a  small  fraction  of  the  diam- 
eter, the  pipe  may  be  considered  to  be  a  thin  ring,  and  its  thickness  can 
i»c  calculated  by  the  well-known  formula: 


pr 

t  ' 


(70) 


where  s  =  stress  per  square  inch  in  the  iron  of  the  pipe; 
p  =  pressure  per  square  inch  of  the  water; 
r  =  radius  of  the  pipe  in  inches; 
t  «  thickness  of  the  pipe  in  inches. 

Formula  (70)  is  based  upon  the  assumption  that  the  material  in  the 
walls  of  the  pipe  is  devoid  of  elasticity,  and  that  the  stress  is  the  same 
on  all  the  circumferential  fibers,  from  the  innermost  to  the  outermost. 
While  these  assumptions  inay  be  applied  to  pipes  having  thin  walls,  they 
are  greatly  in  error,  when  the  pipe  walls  are  thick. 

Various  formulas  have  been  proposed  for  calculating  the  stresses  in 
pipes  or  tubes  having  thick  walls.  Reid  T.  Stewart,  M,  Am.  Soc,  M.  E., 
analyzed  carefully  the  principal  ones  of  these  formulas,  and  tested  their 
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accuracy  by  experiments  conducted  at  one  of  the  mills  of  the  National 
Tube  Company.* 

Mr.  Stewart  recommends  the  Barlow  formula,  given  below,  as  best 
suited  for  all  ordinary  calculations,  pertaining  to  the  bursting  strength 
of  commercial  thick  tubes,  pipes,  and  cylinders.  The  errors  involved 
in  its  use  are  on  the  safe  side,  and  it  is  much  to  be  preferred  to  formula 
(70)  for  pipes  having  thick  walls,  for  which  this  formula  errs  greatly  on 
the  side  of  danger. 

The  Barlow  fonnula  is  as  follows: 

.=  ¥■  (Tl) 

where  D  =  outside  diameter  in  inches; 

t  =  thickness  of  pipe  wall  in  inches; 
p  =  internal  gauge  pressure  in  pounds  per  square  inch; 
/  =  fiber  stress  in  the  pip>e  wall  in  pounds  per  square  inch. 
This  formula  is  like  equation  (70)  in  form,  the  only  difference  being 
that  the  external  diameter  of  the  pipe  is  used  instead  of  the  inner 
diameter. 

126.  Water-hammer.  —  When  the  motion  of  water  flowing  in  a 
pipe  is  suddenly  checked  or  stopped,  a  force,  called  water-hammer  or 
water-ram,  is  produced  that  is  in  excess  of, the  static  pressure  in  the  pipe. 
In  small  pipes  of  a  distribution  system,  this  force  may  exert  a  pressure  as 
great  as  100  lbs.  per  square  inch,  and  in  larger  pipes  it  may  amount  to  50 
per  cent  of  the  static  pressure.  If  the  system  of  pipes  is  cross-connected, 
and  the  water  is  flowing  at  a  velocity  of  only  about  3  ft.  per  second,  the 
effect  of  wat«r-hammer  is  insignificant,  but  in  a  penstock  in  which  water 
flows  at  a  high  velocity  due  provision  must  be  made  for  water-hammer, 

127.  Theoretical  Formulas  for  Water-hammer.  —  The  greatest  possi- 
ble water-hammer  will  be  caused  by  closing  a  stop-gate  in  a  pipe-line 
practically  instantaneously.  Of  course,  this  can  only  be  done  in  a 
small  pipe.  In  large  mains  the  length  of  time  required  to  close  a  gate 
prevents,  or,  at  least,  greatly  reduces,  the  effect  of  water-hammer. 
When  the  velocity  of  flow  is  suddenly  stopped,  the  resulting  pressure  is 
a  function  involving  the  elasticity  of  the  wafer  and  of  the  pipe,  and  is 
a  case  of  impact  of  an  elastic  prism.  If  we  neglect  the  elasticity  of  the 
metal  of  the  pipe,  as  may  be  done  for  ordinary  sizes  of  pipe,  the  impact 
will  be  represented  by  the  following  formula:! 

P-'f.  (72) 

•  Trans.  Am.  Soc.  M.  E.,  1908,  XXVIl,  p.  730. 

t  "Public  Water.Hupplie«,"  by  F.  E.  Turneaure  an.l  H.  L.  Huaeell,  2.1  Edition, 
p.  243,  New  York. 
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where     v  =  initial  velocity  of  water; 

E^  =  modulus  of  elasticity  of  water 
=  300,000  Iba.  per  square  inch; 
V  =  velocity  of  sound  in  water 
=  about  4700  ft.  per  second. 

Substituting  the  values  given  above  for  ff„  and  V  we  obtain: 

p  =  64  »,  (73) 

where  p  =  water-hammer  in  pounds  per  square  inch  and  v  =  velocity  in 
feet  per  second.  From  this  formula  we  see  that  the  pressure  produced 
by  water-hammer  is  proportional  to  the  velocity  of  the  water  and  inde- 
pendent of  the  length  of  the  pipe. 

J.  B.  Frizell,  M.  Am.  Soc.  C.  E.,*  obtained  the  following  formula  for 
water-hammer,  taking  the  elasticity  of  the  pipe  into  account: 

P  =  F  "^  2^'     E  '  t74) 

^+    (    ^  E^ 
where  E^  =  modulus  of  elasticity  of  the  pipe; 
2  r  =  diameter  of  pipe  In  feet; 
t  =  thickness  of  pipe  in  inches. 

The  theoretical  formulas  indicate  the  maximum  possible  pressure  that 
might  be  produced  by  water-hammer.  It  is  practically  impossible  to 
stop  the  velocity  of  the  water  instantly,  except  when  the  pipe  is  very 
small,  and  the  pressure  that  may  result  from  water-hammer  must, 
therefore,  be  determined  by  experiment.  Air  that  may  collect  in  a 
water  pipe  has,  also,  an  effect  upon  water-hammer. 

Mr.  Frizell  considered  the  closing  of  a  gate  or  valve  to  be  essentially 
instantaneous,  if  the  time  of  closing  is  less  than  the  time  required  for  the 
wave  of  preesure  to  be  transmitted  to  the  end  of  the  pipe  and  back,  at 
the  rate  of  about  4700  ft.  per  second.  This  brings  the  length  of  the  pipe 
into  the  problem.  Shutting  a  pipe  quickly,  which  would  have  no  bad 
effect  in  a  short  pipe,  might  produce  a  dangerous  water-hammer  if  the 
pipe  were  considerably  longer. 

Vincent  P.  Marran,t  Superintendent  of  Walsh's  Holyoke  Steam 
Boiler  Works,  Holyoke,  Mass.,  gives  the  following  empirical  formulas 
which  he  has  used  in  designing  long  pipe-line: 


,(L_XF) 
T 


P  =  0.0201  ^^^-9-^,  (75) 


•  Trans.  Am.  Sop.  C.  E.,  1898,  XXXIX,  p.  1. 
f  Eng.  ReconI,  Mardi  20,  1915,  p.  35.'). 


Digitized  by  Google 


WATER-HAMMER  135 

where  P  ==  pressure  in  pounds  per  square  inch; 
L  =  length  of  pipe-line  in  feet; 
T  =  time  in  seconds,  required  to  close  gate. 

If  the  closing  of  the  gate  in  T  seconds  ia  greater  than  the  time  of  a 
wave  round  trip  from  the  gate  to  the  reservoir  and  back,  or  T,  seconds, 
the  intensity  of  the  water-hammer  will  diminish  as  follows: 

The  time  T,  required  for  a  wave  of  compression  to  travel  twice  the 
length  of  the  pipe  —  that  ia,  to  make  the  round  trip  —  is: 

T.  -  fr,  (") 

where  L  ~  length  of  pipe  in  feet; 

V,  =  4700  ft.  per  second  (approximately),  which  is  the  velocity 
of  sound  in  water. 

Mr.  Marran  states  that  the  above  formula  has  proved  to  be  very  satis- 
factorj'.     He  gives,  also,  the  following  formula  as  being  frequently  used: 

(78) 


"'R^-ki 


where  L  =  length  of  pipe  in  feet; 

V  =  velocity  of  water  in  the  pipe  at  the  time  the  gate  ia  cloaed; 

g  =  32.2; 

T  =  time  required  to  close  gate  in  seconds; 

A  =  net  head  in  feet  at  time  of  gate  closing; 

a  =  velocity  of  wave  propagation  in  feet; 

P  =  excess  pressure  in  feet  of  water-hammer. 

aV 
This  formula  can  be  used  when  P  is  less  than  h  and  when  ^—r  is  greater 

than  1. 

The  velocity  of  wave  propagation  equals  practically  the  rate  at  which 
flowing  water  is  able  to  compensate  for  the  compression  of  the  water  and 
the  extension  of  the  pipe,  corresponding  to  the  increased  pressure.  The 
proper  value  ia  the  actual  velocity  of  the  wave,  which  is  in  many  cases 
materially  different  from  the  given  value  of  4700  ft.  per  second.  When' 
the  pipe  extension  is  not  considered,  Prof.  I.  P.  Church  gives  the  formula: 


Velocity  of  wave  =  y -=  =  4726  ft.  per  second,  (79) 
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where  E  =  bulk  modulus  of  water  =  300,000  lbs.  per  square  inch; 
g  =  386.4  inB.  per  secoud  =  velocity  due  to  gravity; 
w  =•  0.03604  lbs.  per  cubic  inch  =  weight  of  water. 
For  empirical  formulae  which  do  not  include  the  pipe  distension  the 
value  of  4700  ft.  per  second  may  generally  be  considered  satisfactory. 

128.  BxperimerUs  on  loater-hammer  have  usually  been  limited  to 
ascertaining  the  increase  of  pressure  caused  in  short  pipes  by  closing  a 
stop-gate  quickly.  E.  B.  Weston  determined  by  experiments  made  at 
Providence,  R.  1.,*  on  small  pipes  that  the  water-hammer  was  practically 
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VELOCITY  IHPIPE,  FT.  PER  SECOND 
Fio.  76.  —  Experiments  on  Water-hammer. 

proportional  to  the  velocity  of  the  water.  The  results  he  obtained 
approached  closely  to  the  maximum  given  by  formula  (72). 

Prof.  Carpenter  t  made  experiments  on  2-in.  pipes,  the  results  of 
which  are  shown  in  the  diagram  of  Fig.  76.  When  no  air-chamber  was 
used,  he  found  pressures  from  one-half  to  two-thirds  of  those  obtained 
by  using  Frizell's  formula  (74).  The  pressure  due  to  water-ram  appeared 
in  these  experiments  to  increase  more  rapidly  than  the  velocity.  The 
effect  of  air-chambers  in  these  experiments  is  very  marked. 

Experiments  made  at  Dartmouth  College  }  in  1898  showed  that  the 

*  Trans.  Am.  Soc.  C.  E.,  1885,  XIV,  p.  238. 

t  Ihid.,  1894,  XV,  p.  510. 

t  £nff.  A'eiM,  Mar.  24,  1898,  p.  186. 
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force  of  water-hammer  varies  with  the  velocity,  and  with  the  volume  of 
water  in  the  pipes.  This  force  is  increased  when  dead  ends  are  near  the 
gate.  Extensive  experiments  made  by  N.  Jonkowsky  in  Russia*  con- 
firm the  general  law9  of  formulas  (72),  (73),  and  (74).  According  to 
these  experiments,  the  pressure  caused  by  a  sudden  decrease  in  velocity 
is,  for  each  foot  per  second  of  such  decrease,  approximately,  4  atmos- 
pheres (60  lbs.  per  square  inch)  for  small  pipes  and  3  atmospheres  (45  IIjs. 
per  square  inch)  for  large  pipes.  These  values  approach  very  closely  to 
those  obtained  by  using  formula  (74). 

The  manner  in  which  a  gate  is  closed  has  an  effect  on  the  water- 
hanuner.  If  the  rate  of  closing  is  uniform,  the  maximum  pressure  will 
occur  at  the  end  of  the  movement,  and  with  similar  laws  of  closii^  the 
pressure  will  be  approximately  proportional  to  the  length  of  the  pipe,  to 
the  speed  of  closing  the  valve,  and  to  the  velocity  of  the  flow.  If  the 
gate  is  closed  rapidly  at  first,  and  more  slowly  toward  the  end  of  the 
movement,  the  water-hammer  will  produce  a  lower  maximum  pressure. f 

129.  Temperature  Stresses.  —  The  ordinary  bell-and-spigot  joint, 
filled  with  lead,  permits  cast  iron  pipes  to  expand  or  contract,  when 
changes  of  temperature  occur.  In  some  of  the  early  lines  of  riveted 
wrought  iron  or  steel  pipes,  expansion  joints  were  introduced,  but  in 
later  works  of  this  kind  no  allowance  for  expansion  and  contraction  was 
made,  unless  the  pipes  were  uncovered,  as  the  metal  of  the  pipe  is  gener- 
ally strong  enough  to  resist  the  stresses  caused  by  changes  of  tempera- 
ture. 

The  temperature  stresses  caused  in  a  riveted  pipe  by  changes  of  tem- 
perature may  be  calculated  by  the  following  formula: 

S  =  cET,  (80) 

where  8  =  temperature  stress  in  pounds  per  square  inch; 

E  =  modulus  of  elasticity  —  assumed  at  30,000,000  lbs.  per  square 

inch  for  steel ; 
T  "  change  of  temperature  in  degrees  Fahrenheit; 
c  ~  coefficient  of  expansion. 

The  coefficient  of  linear  expansion  of  soft  steel  plates  ranges  from 
0.0000062  to  0.0000068  for  each  degree  Fahrenheit.  Assuming 
0.0000065  as  a  fair  average  value,  and  taking  the  modulus  of  elasticity 

*  "Memoira  of  the  Imperial  Academy  of  Sciences  of  St.  Petersburg,"  ViA.  IX, 
No.  6.  A  HynopeiB  of  this  paper  ia  given  in  Eng.  News,  Aug.  2,  1900,  p.  81,  and  in 
Trans.  Am.  Water  Works  Assn.,  1904.  See  aiso  Trans.  Am.  Soc.  C.  E.,  1915,  LXXIX, 
p.  281. 

t  Trans.  Assn.  C.  E.,  Cornell  University,  1898,  p.  31.  See,  also,  paper  by  Prof, 
I.  P.  Church  in  Journal  of  the  Franklin  Intrt.,  April  and  May,  ISOO, 
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as  30j000,000,  we  find  the  stress  caused  in  a  rigid  steel  pipe  by  a  change 
of  temperature  of  one  degree  Fahrenheit  to  be  195  lbs.  per  square  inch. 
For  larger  values  of  the  coefficient  of  expansion  and  the  modulus  of 
elasticity,  we  would  obtain  greater  stresses;  but  we  may  assume  200  lbs. 
per  square  inch  as  a  fair  average  value  for  the  stresses  caused  in  a  rigid 
steel  pipe  by  expansion  or  contraction. 

In  a  temperate  climate,  with  the  pipe  covered  by  about  2§  ft.  of  earth, 
the  temperature  of  the  steel  may  vary  from  32  to  77°  F.  This  would 
cause  a  stress  of  about  9000  lbs.  per  square  inch  in  the  steel,  which  would 
be  in  tension  in  winter  in  the  parts  that  were  laid  in  summer,  and  in 
compression  in  summer,  in  the  parts  that  were  laid  in  winter.  In  the 
intermediate  portions,  the  stress  might  be  only  half  of  the  maximum. 
If  the  pipe  were  laid  at  a  temperature  of  20"  F.  and  raised  to  a  tempera- 
ture of  80  degrees  in  summer,  the  longitudinal  compression  would  amoimt 
to  about  12,000  lbs.  per  square  inch.  This  stress  would  have  to  be 
transmitted  by  the  circular  joints,  and  might  cause,  if  only  one  row  of 
rivets  were  used  in  these  joints,  as  is  customary,  a  shearing  strain  as 
great  as  15,000  lbs.  per  square  inch  on  the  rivets,  which  is  nearly  double 
the  amount  usually  allowed  in  structural  work. 

130.  Unbalanced  Pressure  in  a  Pipe-line.  —  At  dead  ends,  closed 
gates,  horizontal  and  vertical  curves  (bends)  of  a  pipe-line,  the  water  in 
the  pipe  produces  an  unbalanced  pressure  that  causes  longitudinal 
stresses  in  a  pipe,  unless  it  is  anchored  to  its  foundation.  For  ordi- 
nary water  pressures  these  longitudinal  stresses  may  be  neglected,  but 
for  high  pressures  —  such  as  exist  for  instance  in  high-pressure  fire-lines 
—  provision  must  be  made  to  resist  them.  The  pressures  on  dead 
ends  and  gates  may  be  opposed  by  blocks  of  masonry  to  which  the 
pipe  is  anchored,  or  by  fastening  the  pipes  together  by  tie  rods,  at- 
tached to  lugs  cast  on  the  pipes,  for  a  sufficient  length  to  permit 
the  friction  between  the  pipe  and  its  trench  to  heutralise  the  unbal- 
anced pressure.* 

The  unbalanced  pressure  on  a  horizontal  curve  may  be  determined  as 
follows : 

In  Fig.  77,  let 
Fi  and  Pj  =  the  axial  water  pressures  in  the  straight  parts  of  the 
pipe-line,  in  lbs.; 
R  =  resultant  of  Pi  and  Pj; 
d  =  diameter  of  pipe  in  inches; 
p  =  water  pressure  in  lbs.  per  square  inch; 
a  =  central  angle  of  the  curve, 

•  The  latUr  method  woh  iibo<1  in  the  hi^h-jiresmirf  firr  sygtem  of  New  York. 
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We  shall  have 

R  =  J'lSin^  +  Pisiiil  =  2  A  sin  |, 

fi  =  ^pBin^.  (81) 

R  may  be  increased  or  diminished  by  temperature  stresses,  com- 
puted by  formula  (80),  according  to  whether  expansion  or  contraction 
occurs. 

R  will  be  increased  by  the  centrifugal  force  of  the  water,  but  this  force 
is  negligible,  except  where  great  velocities  occur. 


Fig.  77. 
The  centrifugal  force  C  can  be  computed  by  the  following  fonnula: 

where  W  =  weight  of  water  in  the  bend  in  pounds  per  square  inch; 

V  =  velocity  in  feet  per  second; 

R  =  radius  of  curvature  of  the  bend  in  feet. 
In  the  case  of  a  vertical  concave  curve,  the  unbalanced  water  pressure 
and  the  temperature  stresses  are  neutralized  by  the  reaction  of  the 
foundation  of  the  pipe  trench.  If  the  curve  is,  however,  convex,  the  un- 
balanced pressure  may  necessitate  the  anchoring  of  the  pipe  to  a  block 
of  masonry  or  to  a  rock  foundation.  In  this  case  the  unbalanced  pres- 
sure R  is  partly  neutralized  by  the  weights  of  the  pipe,  the  water  it  con- 
tains, and  of  the  refilling.  Calling  the  resultant  of  these  weights  W  and 
combining  it  by  the  parallelogram  of  forces  with  R  (Fig.  77)  we  obtain 
R  as  the  final  resultant  acting  on  the  bend. 
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If  the  pipe-line  is  laid  on  a  steep  grade,  the  component  of  the  force  of 
gravity,  parallel  with  the  axis  of  the  pipe-line,  will  cause  the  up-etreara 
part  of  the  pipe-line  to  push,  and  the  down-etream  side  to  pull,  on  the 
bend.  These  forces  will  produce  additional  longitudinal  stresses  on  the 
bend,  unless  they  are  neutralized,  as  is  often  done,  by  the  construction 
of  anchor  piers  to  which  the  pipe-line  is  tied. 

131.  Beam-action  in  Pipes.  —  Where  a  pipe  is  supported  by  piers, 
and  is  not  covered,  it  forms  a  continuous  beam.  The  stresses  that  will 
be  caused  in  the  shell  of  the  pipe  by  the  weights  of  the  pipe  and  of  the 
water  can  be  determined  by  mathematical  formulas.*  When  the  pipe 
is  covered  by  refilling,  which  is  well  tamped  around  the  pipe,  beam  action 
will  not  take  place,  but  the  refilling  will  tend  to  collapse  the  pipe,  espe- 
cially when  it  is  empty.  Under  ordinary  circumstances  cast  iron  or 
wooden  pipes  are  strong  enough  to  bear  any  weight  of  filling  which  is 
likely  to  be  placed  upon  them,  but  thin  wrought  iron  or  steel  pipes  may 
be  distorted  by  the  earth  filling.  In  estimating  the  crushing  pressure 
to  which  a  pipe  may  be  exposed,  the  possibility  of  vacuum  in  the  pipe, 
more  or  less  complete,  caused  by  a  break  letting  the  water  out  quickly, 
must  be  considered. 

The  collapsing  pressure  exerted  by  the  refilling  on  the  empty  pipe 
cannot  be  computed  accurately,  as  it  depends  upon  a  great  many  con- 
ditions, such  as  the  kind  of  material  used  for  refilling,  the  care  with 
which  it  was  deposited  and  rammed,  etc.  When  the  covering  on  the 
pipe  is  only  2-3  ft.  deep,  the  pressure  produced  by  its  weight  on  the  pipe 
may  be  n^lected.  For  greater  depths  of  filling,  the  stresses  produced 
by  the  backfilling  can  be  computed 
approximately  in  the  following  man- 
ner ;t 

In  Fig.  78,  the  weight  of  the  filling 
on  top  of  the  pipe  is  assumed  to  be 
distributed  uniformly  over  a  width 
equal  to  the  diameter  of  the  pipe,  as 
a  vertical  load,  and  the  lateral  sup- 
port given  by  the  filling  is  neglected. 
*'  F      70  '^'^^  weight  of  the  filling  is  neutral- 

ized by  the  reaction  of  the  foundation, 
acting  upwards.  At  the  points  a-a  and  b-b  there  will  be  produced  equal 
bending  moments,  but  of  opposite  signs,  because  a  similar  set  of  hori- 
zontally applied  forces  must  reduce  the  moments  at  a  and  6  to 

•  Htltt«,  "  De8  Ingenieure  TaBchenbuch,"  Band  1,  "  Durchlaufende  Ttftger." 
t  "Public  Water  Works,"  by  F.  E.  Turneaure  and  H.  L.  Russell,  2d  edition, 
p.  499,  New  York. 
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zero.*  Representing  the  total  load  in  pounds  by  W  and  the  diameter  of 
the  pipe  In  inches  by  d,  we  find  the  bending  moment  at  the  points  a  and 
b  tobe: 

M  =  tV  Wd-  (83) 

Assuming  h  =  depth  of  fill  in  feet;  weight  of  filling  =  100  lbs,  per  cubic 
foot;  /  =  safe  fiber-stress  in  bending  for  the  pipe  material;  d  =  diameter 
of  pipe  in  inches;  (  =  thickness  of  pipe  in  inches,  we  derive,  from  the 
ordinary  beam  formula  approximately : 


.=i.4 


t-uyj-  (84) 

132.  Collapse  (rf  Riveted  Pipes.  —  When  the  pipe  is  full  of  water, 
the  hydrostatic  pressure  on  the  inside  will  generally  prevent  the  pipe 
from  collapsing,  and  will  maintain  its  circular  form.  The  danger  of  a 
thin  pipe's  collapsing  f  will  occur  when  the  pipe  is  empty  and  the  back 
filling  is  heavy;  or  when  a  break  in  the  pipe-line,  or  the  sudden  opening 
of  a  gate,  permits  the  water  to  rush  out  of  the  pipe  with  such  a  velocity 
that  the  hydrostatic  pressure  becomes  practically  zero,  or  a  minus  pres- 
sure, causing  a  partial  vacuum.  Air-valves  are  usually  placed  at  dif- 
ferent points  on  a  line  of  riveted  steel  pipes,  to  permit  the  air  in  the  pipe 
to  escape  during  the  filling,  air  that  may  be  contained  in  the  water  to 
leave  the  pipe  at  summits,  and  to  admit  air  into  the  pipe,  as  the  water  is 
drawn  off.  In  most  cases  the  air-valves  are  entirely  too  small  to  be 
effective  in  preventing  the  formation  of  a  partial  or  a  complete  vacuum, 
in  case  of  a  break.  In  some  pipe-Unee  the  air  would  have  to  flow  through 
the  air-valves  with  a  velocity  of  1000  to  2000  feet  a  second  to  enter  the 
pipe  as  rapidly  as  the  water  would  flow  out,  in  case  of  a  serious  break. 

M.  L.  Enger  and  F.  B.  Seely  have  given  the  following  formul8,J  based 
upon  a  theoretical  investigation,  for  the  excess  of  external  over  internal 
pressure,  which  a  riveted  pipe  can  withstand  without  collapsing. 

p,  _  pi  =  77,300,000  Q' ,  (85) 

where  ps  =  external  pressure  in  pounds  per  square  inch; 
pi  =  internal  pressure  in  pounds  per  square  inch; 
t  =  thickness  of  shell  of  pipe  in  inches; 
d  =  diameter  in  pipe  in  inches. 
*  Paper  by  Wm.  H.  Searlea  on  "  Deflections  and  Strains  on  a  Flexible  Ring  under 
Load,"  Jour.  Abhoc.  Enpneering  Societies,  1895,  XV,  p.  124. 

t  By  the  collapeing  of  a  pipe  the  buckling  inward  of  the  plates  is  meant.     This 
will  not  always  rupture  the  pipe,  which  may  resume  its  original  circular  form,  as  soon 
as  the  praeure  inside  of  the  pipe  exceeds  that  on  the  outside, 
t  Eng.  Record,  May  23,  1914,  p.  594. 
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If  the  pipe  is  not  perfectly  round,  and  the  refilling  is  not  homogeneous, 
it  will  take  less  pressure  to  collapse  the  pipes. 

Thus  far,  no  experiments  have  been  made  on  the  resistance  of  large 
riveted  pipes  to  collapsing,  but  they  have  been  made  on  boiler  tubes  and 
well-casings.*  According  to  these  experiments,  small  cold-drawn  and 
lap-welded  tubes,  less  than  10  ins.  in  diameter,  will  collapse,  when  the 
excess  of  inward  over  outward  pressure  reaches  that  given  by  the  follow- 
ing formula,  in  which  the  letters  have  the  same  Bonifications  as  in  for- 
mula (85): 

p,  -  pi  -  50,200,000  Q*-  (86) 

This  empirical  formula  may  reasonably  be  expected  to  apply  to  similar 
pipes  of  larger  diameter  having  smaller  values  of  -:  than  those  experi- 
mented upon.  In  the  case  of  a  riveted  pipe  with  lap-joints,  the  eflfect 
of  the  longitudinal  joints  will  be  to  cause  the  pipe  to  collapse  with  a 
lower  pressure  than  that  given  by  the  formula  (86),  while  the  circular 
joints  will  increase  the  strengtii  of  the  pipe,  although  not  as  much  as 
might  be  thought,  this  increase  being  probably  less  than  4  per  cent. 

Assuming  the  riveted  pipe  to  be  as  strong  as  indicated  by  formula  (86), 
Enger  and  Seely  have  computed  the  following  table  to  show  the  pres- 
sures at  which  pipes  would  collapse. 


Uuldia 

.BWrofpiFeKhfch- 

Ul  (»lbip« 

"VuS-'tr 

j 

I  -  i  in- 

(  -  A  in. 

14.7 

0.0066 

38,0 

47  5 

57.0 

10.0 

0,0059 

47,5 

53.0 

64  0 

0.0 

0.0056 

44.5 

56.0 

67.5 

8.0 

0.0054 

46  5 

58.0 

70.0 

7.0 

0,0051 

4S,5 

61,3 

73  0 

6.0 

00049 

51  5 

64,0 

77  0 

5.0 

o.oam 

54  5 

68.0 

82,0 

4.0 

0,0043 

69.0 

73,0 

88.0 

3,0 

0,0039 

64  5 

80.0 

97.0 

20 

0.0034 

74,0 

111,0 

1.0 

0.0027 

93,0 

116^0 

139,0 

0.5 

0,0021 

117.0 

149,0 

176  0 

•  Experiments  by  Prof.  R.  T,  Stewart  on  "ColUpeing  Pressures  of  Bessemer 
Lap-welded  Tubes,  3-10  ins.  in  Diameter,"  Trans.  Am,  Soc,  M.  B,,  1906.  XXVII, 
p,  730.  See,  also,  experiments  by  Prof.  A.  P.  Carman  and  M.  L.  Ctur  in  1906  on 
"Resistance  of  Tubes  to  Collapse,"  Bulletin  No.  5  of  the  University  of  Illinois 
E^xperiment  Station.  The  expehmenta  of  Carman  and  Carr  supplement  and  corrob- 
orate those  of  Prof.  Stewart. 
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From  the  above  table  it  appears  that  if  the  riveted  pipes  with  lap- 
joints  were  relatively  as  strong  as  lap-welded  pipe  —  which  they,  prob- 
ably, are  not  —  they  would  collapse  under  a  relatively  low  partial 
vacuum.  This  shows  the  importance  —  especially  for  riveted  pipes 
laid  on  eteep  grades  —  of  either  giving  the  pipe  sufficient  strength  to  be 
able  to  cany  the  external  load  with  a  complete  vacuum  in  the  pipe,  or  of 
providing  air-valves  large  enough  to  admit  air  as  rapidly  a^  the  water 
can  run  out,  in  case  of  a  complete  break.  The  former  plan  was  adopted 
in  the  water  power  works  on  the  Loutach  in  Switzerland* 

Several  riveted  steel  pipes  have  failed  by  collapsing.  Parts  of  the 
Bull  Run  pipe-line,  which  conveys  the  water  supply  to  Portland,  Ore., 
collapsed  in  1911.+  When  the  pipe  was  tested,  a  rupture  occurred 
at  a  low  point,  which  caused  twenty-two  sections  of  lock-bar  pipe, 
52  ins.  in  diameter  and  I  and  -^  in.  thick,  to  collapse.  Another  part 
of  the  pipe-line  of  less  extent  collapsed  for  the  same  reason.  A  third 
collapse  occurred  while  the  pipe  was  being  drained,  after  a  test.  The 
air-valves  provided  on  the  pipe-line  were  much  too  small  to  admit  air 
rapidly  enough  to  prevent  the  formation  of  a  partial  vacuum.  Portions 
of  the  pipe-line,  which  had  been  covered  with  earth,  did  not  collapse, 
which  shows  that  the  refilling  gives  a  pipe  under  such  circumstances 
additional  strength. 

Part  of  the  steel  pipe  of  the  Antelope  ^phon  of  the  Los  Angeles  aque- 
duct (p.  319)  collapsed  in  1914.  J  This  siphon,  which  is  10  ft.  in  diame- 
ter and  21,747  ft.  long,  is  subjected  to  a  maximum  head  of  200  ft.  For 
a  distance  of  about  2700  ft.  on  the  north  end  and  for  3400  ft.  on  the 
south  end  the  siphon  is  constructed  of  reinforced  concrete.  For  the 
remaining  distance  steel  pipe  made  of  plates,  |  to  |  in.  thick,  are  used, 
the  greater  part  of  the  longitudinal  joints  being  triple  riveted.  The 
pipe  is  supported  on  masonry  piers. 

The  failure  occurred  after  a  severe  rain  storm,  lasting  three  days, 
which  increased  the  volume  of  the  run-off  at  the  lowest  point  of  the 
siphon  to  such  an  extent,  that  it  undermined  two  of  the  masonry  piers 
and  turned  them  over  on  their  sides.  The  pipe  being  thus  dropped  at 
the  lowest  point  of  the  siphon,  three  of  the  circular  seams  were  torn 
apart  and  let  the  water  escape  with  great  velocity.  Although  both  ends 
of  the  pipe  were  open  to  the  atmosphere,  the  rapid  rush  of  the  water  re- 
quired most,  if  not  all,  of  the  static  head  in  the  pipe  to  be  converted  into 
velocity  head.  There  was,  therefore,  practically  no  pressure  on  the  in- 
side of  the  pipe  to  oppose  the  atmospheric  pressure  on  the  outside,  and, 

*  SckvKizerviche  Bauieilung,  April  10,  1010. 
t  Eng.  NcwK.  July  27,  1911,  p.  112. 
X  Eng.  Record,  April  18,  1914,  p.  447. 
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with  the  exception  of  a  short  stretch,  all  of  the  pipe  which  had  a  thick- 
ness of  shell  c^  only  i  or  -^  in.  collapsed.  The  pipe  near  the  bottom  of 
the  siphon,  which  was  |  in.  thick,  remained  intact  except  at  the  points  of 
rupture.  When  the  damaged  parts  had  been  repaired  and  the  water 
was  turned  on  again,  the  collapsed  sections  of  the  pipes  resumed  their 
former  circular  form. 
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Invented  by  James  Watt. 


CHAPTER  IX 
FLEXIBLE  PIPE-JOmTS 

133.   Flexible  joints  are  used  in  pipe-Uses  which  are  laid  under  water 

on  the  bed  of  a  lake  or  river,  and  in  other  places  where  settling  is  likely 

to  occur.     Quite  a  number  of  joints 

of  this  type  have  been  designed  and 

used  successfully,  especially  in  sub- 
merged pipe-lines.     In  some  cases, 

every  joint  of  the  pipe-line  is  made 

flexible;  in  others,  flexible  joints  are 

placed   in   the   pipe-line   at    certain 

intervals. 
The  first  flexible  joint  (Fig.  79) 

was  designed  by  James  Watt  upon 

the  ball-aTid-aocket  principle.   The  va- 
modifications  which  have  since 

been    introduced    in    flexible   joints   are 
described  in  the  following  pages. 

134.  Americaa  Flexible  Pipe-joints. 
—  In  1862  John  F.  Ward,  who  was  at 
that  time  superintendent  of  the  Warren 
Foundry  and  Machine  Co.,  of  Philips- 
burg,  New  Jersey,  invented  a  flexible 
pipe-joint,  which  was  used  in  a  line  of 
8- in.  pipes,  laid  across  the  Delaware 
River  from  Easton,  Pennsylvania,  to 
Philipsburg,  New  Jersey,*  In  the  fol- 
lowing year  Ward  took  out  a  United 
States  patent  for  this  device,  which  he 
called  "An  Improvement  in  Pipe  Coup- 
ling." This  invention,  known  as  the 
Ward  joint,  has  been  extensively  used  in 
the  United  States  for  pipes  6  to  36  ins. 
in  diameter.  It  is  made  in  several  ways 
(Figs.  80,  81,  and  82).     In  Fig.  80  the 

beU  is  bored  to  a  true  spherical  surface  for  the  required  overlap  on 
•  "Engineering  and  Contracting,"  April  15,  1914,  p.  432. 


Fio.  82. — Stop  Rings  on  Spigot. 
Word  Flexible  Joints. 
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each  side  of  the  central  diameter,  and  the  cylindrical  apigot  is 
thickened  and  grooved,  the  end  being  turned  in  a  lathe.  The  annular 
space  between  the  bell  and  spigot  is  filled  with  melted  lead,  which  is 
held  to  the  spigot  by  one  or  more  grooves  and  slides  over  the 
smooth  spherical  surface  of  the  bell,  when  the  spigot  is  deflected 
in  any  direction.  If  any  leakage  occurs,  the  lead  at  the  face  of  the 
bell  can  be  caulked.  The  retreat  of  the  edge  of  the  lead  within  the 
bell  on  one  side,  and  its  projection  beyond  the  bell  on  the  opposite 
side,  makes  caulking  difficult.  This  may  be  overcome  by  giving  the 
spigot  a  smoothly  turned  spherical  surface,  while  the  interior  of  the  bell 
is  cast  with  grooves  to  hold  the  lead  immovably,  and  a  projecting  ring 
at  the  inner  end  of  the  lead  is  bored  to  match  the  smooth  surface  of  the 


Fiu.  83.  —  Duane  Pipe-joint. 


Spigot,  as  shown  in  Fig.  81.  In  this  style  of  joint,  the  outer  edge  of  the 
packing  is  always  flush  with  the  face  of  the  bell,  and  can,  therefore,  be 
readily  caulked.  Another  modification  of  the  Ward  joint  is  shown  in 
Fig.  82.  This  joint  is  designed  for  cases  in  which  it  is  desirable  to  limit 
the  degree  of  flexure  and  to  bring  the  parts  to  a  firm  bearing,  without 
injury  to  the  lead  packing,  or  danger  of  splitting  off  the  inner  edge  of  the 
bell.  This  is  accomplished  by  providing  two  stop  rings  on  the  spigot, 
and  a  shoulder  in  the  bell. 

136.  Duane  Joint.  —  The  Ward  joint  was  used  extensively,  but  occas- 
sionally  the  bell  was  found  to  break,  when  the  joint  was  subjected  to  a 
strong  longitudinal  pull.  To  overcome  this  difficulty,  James  C.  Duane, 
M.  Am.  Soc.  C.  E.,  who  laid  a  number  of  submei^ed  pipes  for  the  City 
of  New  York,  devised  an  improvement  in  the  Ward  joint,  which  con- 
sists in  reinforcing  the  bell  by  shrinking  a  wrought  iron  or  steel  band 
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around  it.*  Another  improvement  devised  by  Mr.  Duane  is  to  round 
off  the  inner  edge  of  the  bell,  in  order  to  prevent  it  from  cutting  the 
lead  when  the  joint  is  moved.  The  Duane  joint  (Fig.  83),  as  it  is 
called,  has  been  used  very  successfully  for  submerged  pipes,  6  to  36  ins. 
in  diameter. 

136.  Fanning  Joint.  ■—  In  1875  J.  T.  Fanning,  M.  Am.  Soc.  C.  E., 
invented  a  flexible  joint  with  lead  packing  (Fig.  84)  for  a  24-in.  sub- 
merged pipe.f  The  difficulty  of 
making  the  back  part  of  the  lead- 
packing  of  the  joint  firm  and  solid, 
which  had  interfered  with  the  com- 
plete success  of  large  flexible  pipes, 
is  overcome  in  this  joint  by  separat- 
ing the  bell  into  two  parts,  so  as  to 
permit  both  the  front  and  rear  parts 
of  the  packing  to  be  caulked.  In 
putting  this  joint  together,  the  loose 
ring  is  passed  over  the  ball-spigot, 
and  sUpped  some  distance  toward  ^°-  84.  -  Fanning  PiiK^joint. 
the  center  of  the  pipe;  the  ball-socket  is  then  entered  into  the  solid  part 
of  the  bell,  and  its  lead-joint-packing  poured  and  snugly  caulked.  The 
loose  ring  is  then  bolted  in  position,  and  its  lead-joint-packing  is  poured 
and  caulked.  This  secures  a  solid  packing  at  both  front  and  rear  of  the 
joint,  capable  of  withstanding  the  strain  that  comes  upon  it  as  the  pipe 
is  lowered  into  position,  and  insures  a  tight  joint.  The  ball-spigot  is 
turned  smooth  iii  a  lathe  to  true  spherical  form. 

137.  Smith  Joint.  —  In  1893  I.  W.  Smith,  Chief  Ei^neer  of  the 
water  works  of  Portland,  Ore.,  modified  the  Fanning  joint,  and  used  the 
improved  joint  for  a  submerged  line  of  28-in.  cast  iron  pipes,  laid  across 
the  Willamette  River  {p.  169).  The  pipes  were  cast  in  the  unusual 
length  of  17  ft,,  but,  when  united,  the  length  from  center  to  center  of 
ball-joint  was  only  16  ft.  The  large  overlap  of  6}  ins.  on  the  ball,  the 
exterior  diameter  of  which  was  40  ins,,  caused  the  smallest  diameter  of 
the  clamp-ring  to  become  about  39  Ins.,  which  is  less  than  the  diameter 
of  the  ball.  This  necessitated  making  the  clamp-ring  in  two  halves  with 
flanges  for  bolting  together;  and  in  order  to  transmit  the  bursting  force, 
developed  by  a  pull  of  the  joint,  to  the  continuous  flange  of  the  bell,  the 
split  clamp-ring  was  recessed  into  the  bell-flange  as  shown  in  Fig.  85. 
The  bell  was  strengthened  longitudinally  by  thirty-two  equidistant 
ribs.    These  joints  permitted  a  deflection  of  15  degrees. 

•  Eng.  Nfws.  May  IS,  1889,  p.  444. 

t  Panning'a  "  Hydraulic  and  Water  Supply  EnKinecring,"  9th  Edition,  p.  463. 
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In  1807  a  line  of  lap-welded  steel  pipes,  having  an  exterior  diameter 
of  24  ins.,  was  laid  across  the  Willamette  River  at  Portland,  Ore.  (p. 
171).  The  pipes,  which  are  18  to  20  ft.  long,  were  connected  by  means 
of  cast  iron  flai^^es,  and  the  flexible  joint  (Fig.  86)  *  was  inserted  in  every 
second  length. 

138.  Holmes  Joint.]  —  A.  L.  Holmes  of  Grand  Rapids,  Mich., 
invented  the  joint  shown  in  Fig.  87.     It  consists  of  a  ball,  two  bells  and 


Fig.  86.  —  Submerged  2S-in.  Cast  Iron  Pipe,  Portland,  Ore. 

two  clamp-rings  with  their  necessary  bolts.  The  spherical  surfaces  are 
carefully  turned  in  a  lathe.  A  projecting  copper  ring,  placed  in  a 
groove  near  each  end  of  the  ball,  insures  water-tightness. 

A  slight  modiBcation  of  the  Holmes  joint  was  made  in  the  steel  high-, 
pressure  water  mains  of  Baltimore,  Md,  (Fig,  88),  These  pipes  are 
8  to  20  ins.  in  diameter,  and  20  ft.  long.    Fig.  88 1  shows  the  joint  used 

•  Eng.  Newa,  Feb,  10,  1898,  p.  100. 

t  Ibid.,  Nov.  22,  1890.  p.  470. 

X  finjf.  lUcord,  Sept.  10,  1910,  p.  307. 
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for  the  8-in.  pipe.  All  spherical  surfaces  are  turned  accurately  in  a 
lathe.  While  a  joint  is  beii^  made,  the  steel  segmental  ball  is  held  erect 
by  means  of  a  ring-bolt,  screwed  into  threaded  hole  at  the  top,  until 
its  edges  are  parallel  with  the  two  steel  clamp-rings.  The  clamp-bolta 
are  then  drawn  up,  to  bring  the  bell  in  contact  with  the  ball. 


Fig.  86.  — Smith  Pipe-joint.* 

139.  Law  Joint.  —  Riveted  steel  pipes,  48  to  60  inches  in  diameter, 
were  used  in  the  long  intake-pipe  of  the  Toronto  Water  Works  (p.  223), 
in  1891.  The  flexible  joints  (Fig.  89)  placed  in  this  pipe-line  were 
designed  by  Wm.  H.  Law,  C.  E.,  of  the  Central  Bridge  and  Engineering 
Co.,  Peterboro,  Ont.,  and  in  1893  a  number  of  similar  joints  were 
designed  by  him  for  a  line  of  72-in.  steel  pipe,  laid  in  the  same  city.    The 


FiQ.  87.  —  Holmes  I^p»-joint. 

joint  devised  by  Mr.  Law  has  since  been  adopted,  with  slight  modifica- 
tions, by  other  engineers  for  large  steel  intake-pipe. 

140.  Stucka-  Joint.  —  In  1895  N.  E.  Stucker  designed  a  flexible 
joint  (Fig.  90)  for  a  line  of  14-in.  cast  iron  pipe,  550  ft.  long,  which  was 
laid  across  the  Illinois  River  at  Ottawa,  Ill.t  This  joint  is  only  flexible, 
while  being  adjusted,  and  then  remains  rigid.  The  bolt«  are  of  different 
lengths,  and  beveled  washers  are  needed,  to  provide  a  proper  bearing  for 

•  En^,  NeiDi,  Feb.  10,  1898,  p.  100. 

t  Ibid.,  April  IS,  1895,  p.  254. 


Digitized  by  Google 


150 


FLEXIBLE  PIPE-JOINTS 


head  and  nut,  unless  they  arc  suitably  bent.  Water-tightness  is  se- 
cured, in  some  cases,  by  inserting  and  compressing  a  narrow  ring  of  lead 
or  copper  in  a  groove,  cut  in  each  bell,  at  the  bottom  of  the  flange.  In 
the  pipe  laid  at  Ottawa  wedged^haped  wooden  gaskets  were  placed 


Rii.  88.  —  Holmes  Pip»-joint,  Used  in  Baltin 
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Fia.  89,  —  Law  Flexible  Pipe-jojnt. 

between  the  flanges  of  the  ball-joint,  and  plain  sheet-rubber  gaskets  at 
the  end  flanges.  The  ball  was  kept  from  turning  independently  of  the 
bells  by  a  hinged  bolt,  on  each  side.  All  bolts  were  inserted  and  drawn 
up  by  divers. 
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141.  Various  Flexible  Joints. —Joseph  G.  Falcon,  of  Evanaton, 
III,  invented  a  flexible  joint  (Fig.  91)*  for  pipes  which  has  been  Buccess- 
fully  Ufled  for  submerged  pipes  up  to  24  ins.  in  diameter. 


El^vottion.  5«etion  A-B 

Fio.  90.  —  Stucker  Rpe-joint. 


Fio.  91.  —  Falcon  Pipe-joint. 


Coldwell-Wilcox  Co.,  of  Newburgh,  N.  Y,,  make  a  flexible  joint  {Fig. 
92)  which  can  be  used  both  for  steam  and  water  pipes.  In  this  joint,  the 
clamp-ring  is  fastened  to  the  bell  of  the  pipe  by  means  of  tap-bolts. 


Fio.  92.  —  Wilcox  Pipe-joint,  Fio.  93.  —  Walkpr  Pipe-joint. 

The  Walker  Manufacturing  Co.  of  Fenton,  Mich.,  makes  flexible 

joints  (Fig.  93)  for  pipes  up  to  24  ins.  in  diameter.     Water-tightness  is 

sought  at  the  bell,  by  the  compression  of  an  inlaid  hoop  or  ring  of  lead, 

while  at  the  clamp-ring  only  a  suitable  bearing  is  required. 


1.  —  Humber  Pipe-joint. 


142.  Europeaa  Flexible   IHpe-joints.  —  In  submei^ed  pipes,  laid 
in  various  parts  of  Europe,  subsequently  to  the  siphons  put  acrass  the 
River  Clyde  at  Glasgow,  modiflcations  were  introduced  in  the  ball-and- 
*  Eng.  Newi,  June  8,  1393,  p.  532 


ed  by  Google 


152  FLEXIBLE  PIPE-JOINTS 

socket  joints.  F^.  94  shows  a  ball-and-socket  pipe,  given  in  Humber'a 
"Treatise  on  the  Water  Supply  of  Cities  and  Towns,"  London,  1876. 
In  this  design,  the  clamp-ring,  which  is  bolted  to  the  bell,  is  made  in  two 
halves,  in  order  to  transmit  the  tendency  to  break  it  by  a  pull  on  the 
joint  to  the  flange  of  the  bell.  Water-tightness  is  ultimately  obtained 
by  rusting,  or  the  accumulation  of  fine  silt. 

143.  Fig.  95  gives  an  early  French  design,  known  as  the  Badois 
joint.*  The  special  feature  of  this  design  consists  in  cutting  away  the 
heels  of  the  diametral  flanges  to  form  a  triangular  groove,  into  which  a 
thick  cord  of  India  rubber  is  placed,  and  powerfully  compressed  by  the 
flange  bolts,  thus  securing  wat«r-tightness.  The  clamp-ring  is  continu- 
ous, and  the  diameter  of  the  ball  is  made  large  enough  to  allow  the  ring 
to  pass  over  the  end  flanges.  The  Badois  joint  is  shown  in  nearly  all 
French  treatises  on  water  supply,  published  since  1860.    The  joint  is 


Flo.  95.  —  Badois  f^pe-joint.  Fio.  96.  —  Jongb  Pipe-joint. 

also  made  with  ordinary  spigot  ends  for  use  with  connecting  pipes, 
having  the  common  sockets. 

144.  Fig.  96  shows  a  ball-and-socket  joint  designed  in  1892  by 
G.  J.  De  Jongh,  C.  E.,  for  a  24-in.  submerged  pipe  at  Rotterdam, 
Holland-t  It  is  characterized  by  a  large  overlap  of  the  clamp-ring,  the 
reinforcement  of  the  latter  with  a  thick  steel  ring;  shrunk  upon  the 
radial  flange,  and  the  strengthening  of  the  ball,  bell  and  flanges  by 
means  of  ribs.  The  dimensions  are  such  that  the  clamp-ring  can  pass 
over  the  end  flanges  and  allow  a  deflection  of  26  degrees.  Water-tight- 
ness is  obtained  by  means  of  a  ring  of  solid  rubber,  which  is  com- 
pressed in  the  triangular  groove,  formed  at  the  heel  of  the  diametral 
flanges.     These  joints  weigh  5075  lbs.  each. 

146.  Fig.  97  shows  a  joint  having  a  moderate  flexibility  that  was 
devised  by  an  English  engineer.  H.  J.  Marten.  It  was  used  for  a  22-in. 
main,  which  settled  without  leakage  a  vertical  distance  of  13  ft.  in  a 

•  "  Distributions  D'Eau."  par  Georgta  Dariia,  Paria,  lfl09,  p.  163. 
t  Trana.  Dutch  Society  of  Engineers,  1893. 
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length  of  300  to  460  ft.,  owing  to  a  subsidence  of  the  ground,  caused  by 
mining  operations.* 

146.  Fig.  98  gives  a  flexible  joint,  designed  by  W.  Williams  of 
Liverpool.t  The  spigot  of  the  pipe  is  provided  with  a  short  spherical 
surface,  the  diameter  of  which  is  slightly  greater  than  that  of  the  cylin- 


-  M&rten  Pipe-joint. 


Fia.  98.  —  Wilbftms  Pipe-joint. 


drical  socket,  both  surfaces  being  carefully  turned  and  bored.  The 
socket  is  strongly  reinforced  by  means  of  a  ring  of  wrought  iron,  which 
ifi  shrunk  upon  it.  Before  the  spigot  end  is  inserted,  the  bell  is  expanded 
by  heating.  Upon  cooling,  it  gripe  the  spigot  powerfully.  Although 
this  joint  is  said  to  give  excellent  results,  it  has  not  been  used  extensively. 

•  Proc.  Inat.  C.  E.,  Vol.  LXXTV,  p.  176. 
t  Engineerino,  London,  July  9,  186B,  p.  34. 
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CHAPTER  X 
SUBMERGED  PIPES 

147.  Submerged  pipe-lines  have  often  to  be  laid  across  water 
courses,  or  to  be  extended  into  a  river  or  lake,  to  form  the  intake  of  a 
water  supply.  When  the  pipea  are  covered  by  water,  they  are  said  to  be 
submerged.  Sometimes  such  pipes  can  be  carried  across  a  water  course 
on  an  existing  bridge;  or  on  a  light  pile  bridge,  built  for  this  purpose. 
Occasionally,  the  pipes  have  been  laid  in  tunnels,  driven  under  the  river. 
The  Mersey  tunnel,  constructed  for  a  pipe-siphon  of  the  Vyrnwy  aque- 
duct of  Liverpool,  is  an  example  of  this  kind.  The  more  usual  method 
of  making  the  crossing  of  a  water  course  is,  however,  to  lay  the  pipes  in  a 
trench,  dredged  in  the  river-bed.  If  the  water  is  shallow,  the  pipes  may 
be  laid  in  coffer-dams,  as  on  land.  When  this  method  is  impracticable, 
the  pipes  may  be  provided  with  flexible  joints,  and  lowered  into  the 
water  from  a  scow;  or  they  may  be  floated  in  sections  of  several  pipes  to 
the  desired  position,  and  sunk  into  place,  the  joints  at  the  junctions  of 
the  different  sections  being  made  by  divers.  In  some  cases,  the  pipe- 
line has  been  put  together  in  sections  on  shore,  and  the  sections  have 
then  been  dragged  by  a  steam  engine  into  the  dredged  trench  in  the 

148.  Submerged  Pipes  in  Glasgow,  Scotland.  —  The  first  pipe- 
line with  flexible  joints  was  laid  in  1810  across  the  River  Clyde  for  the 
Glasgow  Water  Works.  The  pipes  were  connected  by  ball-and-socket 
joints  (Fig.  79),  invented  by  James  Watt,  whose  connection  with  the 
work  is  described  as  follows:* 

"Watt  was  consulted  about  the  serious  problem  of  laying  a  large 
water  pipe  across  the  river,  and  his  solution  was  soon  ready.  A  few 
days  previously,  he  had  seen  a  lobster  on  the  table,  and  had  discovered 
how  the  mechanism  of  the  crustacean's  tail  might  be  reproduced  in  iron, 
so  as  to  form  a  series  of  articulations,  which  would  have  complete  flexi- 
bility. He  suggested,  therefore,  the  use  of  an  articulated  iron  pipe, 
which  would  be  able  to  adapt  itself  to  all  present  and  future  irr^ulari- 
tiea  in  the  bed  of  the  river.     The  Glasgow  Water  Co.  thereupon  ordered 

•  Arago's  "Eloge  Hiatorique  de  Watt,"  read  before  the  French  Academy  of 
Sciences  oa  December  8,  1834,  quoted  in  Engineering  and  ConiracliTig,  April  15,  1914, 
p.  434.     The  flexible  joint  invent*^  by  Watt  ts  also  mentioned  in  Bumett'a  "History 
of  the  Water  Supply  of  Glasgow,"  published  in  1869. 
154 
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such  a  pipe,  1000  ft.  long,  to  be  made  and  laid  in  accordance  with  Watt's 
plans,  and  its  euccess  was  complete. 

The  cast  iron  pipe,*  which  was  15  ins.  in  diameter,  was  made  in  9-ft. 
lengths,  with  flanged  ends.  The  ball-and-socket  joints  were  interposed 
at  variable  distances,  depending  upon  the  profile  of  the  bottom  of  the 
trench.  These  joints  were  generally  placed  28.5  ft.  apart,  except  at 
the  midflle  of  the  line,  where  the  distance  between  the  joints  was  re- 
duced to  10  ft.,  in  order  to  fit  the  ground.  The  ball  surfaces  were  not 
turned,  water-tightness  being  obtained  by  means  of  an  adjustable 
packing-joint,  similar  to  an  ordinary  stufiing-box. 

The  pipe-line  with  its  flexible  joints  was  put  together  on  the  south 
bank  of  the  river  on  strong  frames,  made  of  parallel  logs.  These  frames 
were  joined  by  strong  iron  hinges,  having  their  pivots  in  horizontal 
lines,  at  right  angles  to  the  axes  of  the  pipes,  and  passing  through  the 
centers  of  the  spheres  of  which  the  zones  of  the  sockets  formed  portions. 
The  flexible  joints  were  at  the  extremities  of  the  frames.  After  tho 
frames  and  pipes  had  been  put  together,  in  succession,  on  ways,  and  the 
north  end  of  the  pipe  had  been  plugged,  the  whole  pipe-line  with  tho 
frames  was  hauled  into  and  across  the  river-bed  in  a  trench,  by  machinery 
placed  on  the  north  bank  of  the  river.  The  operation  was  quite  simple, 
and  was  assisted  by  the  buoyancy  of  the  empty  pipe  and  by  pontoons. 
The  movable  joints  and  the  hinges  of  the  frames  allowed  the  pipe  line  to 
conform  to  the  grade  of  the  pipe  trench. 

Three  more  similar  lines  of  submerged  pipes  were  laid  across  the 
River  Clyde  for  the  same  water  company,  viz.:  A  line  of  18-in.  pipe,  in 
1830;  a  line  of  25-in.  pipe  in  1838;  and  a  line  of  40-in.  pipe  in  1840.t 

149.  Submerged  Pipe  at  Liverpool,  England.  —  In  1891  George  F. 
Deacon  laid  a  line  of  12-in.  lap-welded  steel  pipe,  800  ft.  long,  on  the 
irregular  bed  of  the  Mersey  River,  near  Liverpool,  in  order  to  furnish 
a  temporary  water  supply,  during  the  construction  of  the  Mersey  tun- 
nel.J  He  used  in  this  line  spherical  cast-iron  joints  with  lead  packing 
(Fig.  99).  The  exterior  of  the  ball  and  the  rear  interior  portion  of  the 
bell  were  turned  to  a  true  spherical  surface,  and  the  front  portion  of  the 
bell  was  provided  with  two  J-in.  holes,  1  in.  apart,  through  which  melted 
lead  was  poured,  and,  also,  with  a  l-in.  vent  hole,  which  permitted  the 
gases  to  escape  during  the  operation. 

The  bed  of  the  river,  at  the  point  selected  for  the  crossing,  is  very 

shifting,  and  different  banks  of  silt  form  at  nearly  every  tide.     As  the 

current  in  the  river  is  from  3  to  4  ft.  a  second  at  neap  tide,  great  care 

*  Traiw.  Am.  Soc.  C.  E.,  1895,  XXXIIl,  p.  284. 

t  See  "Life  o(  Jamea  Watt,"  by  M.  Arago,  1833. 

t  The  Engineer,  Londoa,  June  5,  1891,  p.  412. 
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had  to  be  taken  to  keep  the  pipe  from  being  moved  laterally.  The 
whole  line,  consisting  of  50  sections  of  pipe,  was  put  together  in  a  shore 
trench  on  wooden  rails  or  ways,  resting  on  the  ground.  Blocks  of  wood 
were  placed  under  the  pipe  at  each  section  joint  so  as  to  raise  the  pipe 
and  joint  from  the  ways.  These  blocks  were  fitted  to  slide  along  the 
ways,  which  were  lubricated  with  soft  soap.  A  wire  rope  was  placed  at 
each  side  of  the  pipe-line  and  was  passed  through  the  wooden  blocks. 
These  ropes  were  secured  at  the  extreme  end  of  the  pipe  from  the  river, 
and  extended  across  the  river  to  the  other  bank,  where  they  were 
fastened  to  a  steam  winch,  which  pulled  the  whole  pipe,  with  the  blocks 
attached  to  it,  across  the  river,  in  one  operation.  For  about  200  ft. 
from  the  river,  the  trench  had  a  considerable  gradient.  Eight  boats, 
moored  across  the  river  at  regular  distances,  served  to  guide  the  pipe. 
Two  boats  kept  at  the  head  of  the  pipe,  and  held  the  wire  cable,  keeping 
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Pio.  99,  —  Liverpool  Pipe-joint. 

thus  the  head  of  the  pipe  always  up.  The  tendency  of  the  ebb  tide  to 
wash  the  pipe  down,  before  being  sunk,  was  counteracted  by  guy  ropes 
from  a  heavy  rope,  stretched  across  the  river,  and  carried  over  the 
sterns  of  the  large  boats,  moored  in  the  river  fore  and  aft.  The  guy 
ropes  were  connected  with  timber  bars,  lashed  across  the  pipes,  to  pre- 
vent the  pipes  from  overturning  in  the  water.  The  pipes  were  laid 
slightly  zig-zag  in  the  cradle,  and  were  drawn  across  the  river  in  this 
position,  in  order  to  allow  for  expansion  of  length,  according  to  what 
the  pipes  might  require  after  being  sunk. 

By  means  of  the  steam  winch  on  the  far  shore,  and  of  horses,  the 
whole  line  of  pipe,  800  feet  long,  was  pulled  across  the  river  in  27} 
minutes.  The  pipe  worked  Itself  gradually  into  its  proper  position,  and, 
upon  being  tested,  all  pipe-sections  were  found  to  be  sound. 

160.  Submerged  Pipes  in  New  York.  —  A  number  of  institutions 
were  built  by  the  City  of  New  York  on  Islands  in  the  Harlem  and  East 
Rivers.    In  order  to  supply  these  buildings  with  water,  pipe-lines, 
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1000  to  1300  ft.  long,  bad  to  be  laid  to  them  in  water  30  to  100  ft.  deep. 
Randall's,  Ward's,  and  Black  well's  Islands  were  supplied  in  this 
manner  in  1S50.  For  the  first  two  of  these  islands,  lead  pipes,  3  ine. 
in  diameter,  laid  in  wooden  trunks  below  the  bottom  of  the  East  River, 
were  used  with  perfect  aucceee.  At  Blackwell's  Island  other  means  had 
to  be  employed,  owing  to  the  very  irregular  and  rocky  nature  of  the  river 
bottom  at  this  place.  At  first  the  island  was  supplied  by  means  of 
gutta-percha  pipes,  but  these  were  soon  abraded  on  the  rocks  by  the 
swift  and  frequently  changing  current  of  the  tides.  Occasionally,  the 
pipes  were  torn  by  vessels  dragging  their  anchors. 

In  1871  the  gutta-percha  pipes  were  replaced  by  3-in.  wrought  iron 
pipes,  but  they  were  not  found  to  be  strong  enough  to  resist  the  drawing 
of  the  anchors  by  targe  vessels.  Another  difficulty  experienced  was  the 
freezing  of  the  water  in  the  pipes,  that  were  laid  in  salt  water  which 
remans  Quid  at  a  lower  temperature  than  fresh  water. 

In  1873  a  heavy  6-in.  wrought  iron  lap-welded  pipe  was  laid  to  Black- 
well's  Island  at  the  deepest  and  widest  part  of  the  river,  where  the 
bottom  was  comparatively  regular.  The  pipes  were  fastened  together 
with  heavy  screw  couplings,  which  were  strengthened  and  protected  by 
strong  casHron  sleeves,  having  lead  joints.  In  this  manner  the  joints 
were  made  as  rigid  as  the  other  parts  of  the  pipe-line.  The  pipe  was 
placed  in  a  heavy  oak  case,  which  was  saturated  with  coal-tar,  securely 
bolted  and  riveted  together,  the  space  between  the  pipe  and  the  case 
being  filled  with  hydraulic  cement.  The  pipe-line,  as  fitted  in  the  box, 
was  1350  ft.  long,  and  weighed  over  200  tons.  The  whole  length  of  pipe 
was  pulled  across  the  river  by  a  powerful  dredge  having  a  steam-capstan 
of  over  100  horsepower,  which  hauled  on  a  heavy  chain-cable,  fastened 
to  the  rocks  of  Blackwell's  Island.  Three  powerful  tug-boats  assisted 
the  dredge,  and  would  have  been  able  to  hold  up  the  end  of  the  pipe,  if 
the  chain  had  broken.  At  the  place  where  the  crossing  was  made,  the 
river  has  a  maximum  depth  of  about  100  ft.  Similar  pipe-lines  were 
laid  in  1874-84  to  other  islands  in  the  East  and  Harlem  Rivers.  Wrought 
iron  pipe-lines  were  found,  however,  to  be  very  expensive  in  first  cost, 
and  difiScult  to  maintain  and  repau*.  For  these  reasons,  cast  iron  pipes 
with  flexible  joints  were  used  after  1887  for  submerged  pipes  within  the 
limits  of  the  City  of  New  York.  At  first  the  Ward  joint  (p.  146)  was 
adopted  for  these  pipe-lines.  In  1888  a  line  of  6-in.  cast  iron  pipes, 
provided  with  these  joints,  was  laid  to  Blackwell's  Island.*  It  was  about 
950  ft.  long,  and  cost,  including  water  meters,  etc.,  tS410,  or  about  $8.90 
per  ft.  The  pipe  was  laid  in  the  following  manner:  A  heavy  chain  was 
stretched  from  shore  to  shore,  and  securely  fastened  to  piles,  driven  for 
•  Proc.  Municipal  Enfpaecrs,  City  of  New  York,  1904,  p.  133. 
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ttuB  purpose.  It  acted  as  a  guide  for  the  pipe  laying.  The  pipes  were 
laid  by  a  large  floating  derrick,  which  picked  up  the  chain  and  laid  it 
across  the  deck.  Heavy  anchors  were  placed  at  the  bow  and  stem,  to 
assist  in  keeping  the  .derrick  in  line.  The  pipes  were  laid  like  a  chain, 
of  which  they  formed  the  links.  Each  joint  was  poured  and  caulked, 
before  the  pipe  was  lowered  into  the  water.  The  floating  derrick  was 
moved  by  hauling  the  guide  chain  slowly  across  the  deck,  the  anchors 
being  reset  by  a  tug,  where  required.  The  joints  used  were  capable  of 
being  rotated  through  10  to  15  degrees  of  an  arc.  During  the  process 
of  laying,  several  lengths  of  pipes  were  unsupported  from  the  river-bed 
to  the  deck  of  the  scow.  The  weight  of  these  pipes  assisted  in  compress- 
ing the  lead  joints  and  making  them  water-tight.  When  this  pipe-line 
was  tested  under  hydraulic  pressure,  it  was  discovered  that  the  tops  of 
several  of  the  hubs  of  the  flexible  joints  had  been  broken  by  the  strain 
to  which  they  had  been  subjected.  The  joints  were  repaired  by  means 
of  clamps  and  sheet  lead. 

In  order  to  remedy  the  defects  of  the  flexible  joints  used  in  the  sub- 
merged pipe  described  above,  James  Duane  devised  the  improvements 
in  the  Ward  joint  described  on  p.  146. 

In  1888  a  6-in.  hne  of  cast  iron  pipes  with  Duane  joints,  11,760  ft. 
long,  was  laid  to  North  Brother  Island.*  At  the  point  of  crossing, 
the  Manhattan  shore  slopes  off  at  an  angle  of  more  than  1  to  1,  the  depth 
of  water  being  in  one  place  90  ft.  The  tidal  currents  have  a  velocity 
of  6  to  8  ft.  per  second,  and  slack  water  lasts  at  times  for  less  than  15 
to  20  minutes.  These  circumstances,  and  a  large  volume  of  commerce, 
made  the  pipe  laying  very  difficult.  It  was  accomplished  successfully  in 
three  days  at  a  cost  of  116,245,  amounting  to  about  $9.80  per  ft.  The 
leakage  in  this  pipe-line,  as  recorded  by  water  meters,  was  only  about 
0.3  cu.  ft.  per  minute  —  less  than  J  per  cent  of  the  capacity  of  the  main. 

The  submerged  main  to  Blackwell's  Island,  described  above,  was 
carried  away  by  anchors  of  vessels,  and  was  replaced  in  1891  by  a  line 
of  pipes,  12  ins.  in  diameter  by  9  ft.  long,  each  weighing  1950  lbs.  This 
line,  which  was  about  1050  ft.  long,  cost  $11,528  —  about  $11  per  ft. 
When  tested,  the  leakage  in  this  pipe-line  was  found  to  amount  only 
to  Sj  gals,  per  minute, 

A  similar  line  of  12-in.  pipes,  1266  ft.  long,  was  laid  in  1891  to  Ward's 
Island  at  a  cost  of  about  $9.30  per  ft.,  and  another  12-in.  submerged 
pipe,  885  ft.  long,  was  laid  to  Randall's  Island  in  1896,  at  a  cost  of 
about  $8.70  per  ft. 

In  1899  a  submerged  36-in.  pipe,  1248  ft.  long,  was  laid  across  the 
Harlem  River  from  the  Fordhara  Road  to  209th  Street  on  Manhattan 
•  Proc.  Municipal  Engineers  City  of  New  York,  1904,  p.  135. 
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Island.*  At  the  point  of  crossing  the  river  is  1200  ft.  wide.  To  ac- 
comodate the  demands  of  commerce,  a  trench  had  to  be  dredged  for  the 
pipe  to  a  depth  of  25  ft.  below  mean  water.  Each  pipe  measured  13. 1  ft. 
over  all,  to  lay  12  ft.  The  outside  diameter  of  the  hub  was  5  ft.,  and  each 
pipe  weighed  13,725  lbs.  The  wrought  iron  band  weighed  663  lbs., 
making  a  total  weight  of  14,388  lbs.  per  complete  pipe  length.  The 
cost  of  furnishing  and  laying  the  pipe  amounted  to  $26  per  ft.,  ex- 
clusive of  the  dredging  and  other  work  involved. 

The  pipe  was  laid  from  a  strong  float,  97  ft.  long  and  35  ft.  wide, 
having  a  steam  derrick  for  handling  the  pipes,  blocking  for  holding  about 
five  lengths  of  pipe  and  a  launching  way  at  one  end,  with  steel  cables 
reaved  through  heavy  blocks,  attached  to  the  end  of  the  float  and 
to  anchors  on  the  shore.  The  cables  were  used  to  retard  too  sudden 
launching  of  the  pipe.  A  couple  of  heavy  anchors,  attached  to  the  bow, 
steadied  the  float  against  the  tide.  As  each  joint  was  completed,  the 
steel  cables  were  slackened,  and  the  weight  of  the  pipe  pushed  the  float 
towards  the  other  shore,  as  one  length  of  pipe  after  the  other  was 
launched.  The  pipes  were  provided  with  Duane  jointe,  each  of  which 
required  about  1100  lbs.  of  lead.  According  to  the  specifications,  the 
lead  of  each  joint  had  to  be  poured  in  one  operation.  This  was  accom- 
plished by  tapping  a  short  nipple  of  IJ-in.  pipe  in  the  lead  pot,  and  plac- 
ing an  ordinary  cut-off  valve  on  the  other  end.  The  hot  lead  was 
conveyed  through  a  Ij-in.  pipe  to  the  joint  that  was  to  be  run. 

151.  Submerged  Pipe  in  New  York  Harbor.  —  In  connection  with 
the  great  aqueduct  which  brings  a  supply  of  water  from  the  Catskill 
Mountains  to  the  City  of  New  York,  a  line  of  cast  iron  pipes,  36  ins.  in 
diameter  and  about  9800  ft.  long,  was  laid  from  Long  Island  to  Staten 
Island  across  the  Narrows,  a  strait  forming  the  entrance  to  New  York 
Harbor. t  The  pipes  were  placed  in  a  trench  which  was  dredged  deep 
enough  to  provide  an  8-ft.  covering,  where  the  pipe-line  crosses  the  two 
main  channels,  and  which  was  30  ft.  deep  across  the  anchorage  ground. 
The  maximum  natural  depth  of  water  on  the  line  of  the  crossing  is  about 
60  ft.,  but  was  about  72  ft.  to  the  bottom  of  the  dredged  trench.  The 
bottom  of  the  harbor  is  sand  of  various  degrees  of  fineness,  with  some 
gravel  in  places,  overlaid  with  silt  and  sewage  sludge,  brought  down  by 
the  river.  The  dredging  and  pipe-laying  were  made  very  difficult  on 
■  account  of  the  swift  currents  in  the  Narrows  —  running  ordinarily  about 
3  miles  per  hour,  and  changing  with  the  tides  —  and  the  many  ships  of 
all  varieties,  passing  through  the  Narrows.     In  the  spring  and  winter 

•  Proc.  Muiiieiiiftl  Engineers  City  of  New  York,  1D04,  p.  137. 
t  Bng.  Record.  Sept.  20,  1913,  p.  317;  Eng.  Nem,  April  30,  1914,  p,  946;  Scientific 
American,  Oct.  10,  1914,  p.  300. 
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the  work  was  often  rendered  especially  difficult  by  the  large  cakes  of 
ice  that  are  brought  down  by  the  Hudson  River. 

Owing  to  the  great  expense  that  would  be  involved  in  repairing  this 
pipe-hne,  great  pains  were  taken  to  make  the  work  as  perfect  as  possible. 
The  miaimum  covering  of  8  ft.  over  the  pipes  was  based  upon  experi- 
ments tried  with  a  variety  of  large  anchors,  and  upon  information 
obtained  from  divers,  who  had  recovered  lost  anchors  in  the  harbor. 
The  upper  part  of  the  refilling  over  the  pipes  was  selected  with  especial 
regard  to  its  resistance  to  the  penetration  of  anchors. 

The  pipes,  made  generally  in  lengths  of  12  ft.,  were  joined  by  flexible 
ball-and-socket  joints,  which  were  designed  after  much  careful  study 
and  numerous  experiments.  Fig.  100  shows  the  joint  adopted  for  this 
work.     The  hub  is  strengthened  by  shrinking  on  it  a  steel  ring,  according 


NARROWS  SIPHON 

36-rCH  FUEXBLE-JOIMTED  CAST-RCN  PPC 

Fio.  100. 

to  the  plan  first  proposed  by  James  C.  Duane  (p.  146).  It  is  turned  and 
ground  to  a  sphere,  in  which  the  variation  from  perfect  Sphericity  does 
not  exceed  0.006.  The  spigot  is  formed  with  a  collar,  turned  to  fit  the 
bell  accurately,  and  is  provided  with  ridges,  to  give  the  lead  a  good  hold. 
About  330  lbs.  of  lead  are  required  for  each  joint. 

Experiments  were  made  for  finding  the  best  material  for  filling  the 
lead  space  of  the  joints.  Caulking,  even  with  a  pneumatic  hammer,  does 
not  consolidate  lead  more  than  |  to  j  in.  from  the  face  of  the  joint, 
and  this  effect  would  be  almost  completely  nullified  by  the  moving  of  the 
joint.  Lead  wool  was  found  to  make  joints  which  were  perfectly  water- 
tight, even  under  great  hydrostatic  pressure,  but  these  joints  were  too 
rigid  to  be  used  in  the  method  of  pipe  laying  that  was  adopted.  It  was 
finally  decided  to  fill  the  joints  with  good  lead  in  the  usual  manner,  and 
then  to  force  cast  lead  pellets  through  the  holes  of  gib-screws  (tap- 
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bolts),  in  order  to  fill  the  shrinkage  space  between  the  poured  lead  and 
the  inner  side  of  the  hub.  This  was  made  possible  by  the  fact,  found 
by  experiments,  that  lead  will  flow  readily,  even  under  the  compara- 
tively low  pressure  of  700  lbs.  per  sq.  in.,  if  steadily  applied.  This  idea, 
which  was  suggested  by  one  of  the  workmen,  was  obtained  from  a  screw 
joint  for  high  pressure  steam  pipes,  patented  by  Cornelius  A.  Folly,  of 
New  York,  in  1891.     Thirty-two  holes,  arranged  in  two  sta^ered  rows. 


Fio.  101. — Cradle  for  Laying  3ft-in.  Cast  Iron  Pipe  acroee  the  Narrows,  New  York. 


were  provided  for  inserting  the  cast  lead  pellets,  each  of  which  measured 
^in.  diameter  by  Ij  ins.  in  length.  About  22  lbs.  of  pellets  were 
required  for  each  joint. 

The  pipes  were  protected  by  a  bitumastic  enamel,  a  superior  coating, 
made  in  England  and  sold  in  America  by  the  American  Bitumastic 
Company.  This  enamel  has  proved  to  be  very  satisfactory,  even  when 
it  is  over  20  years  old,  for  protecting  iron  and  steel  in  sea  water. 

The  joints  were  all  made  above  water,  and  the  pipes  were  lowered 
gradually  on  a  launching  cradle  or  skidway  into  the  trench  (Fig.  101). 
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The  pipes  were  joined  on  the  scow  as  follows:  The  inside  of  the  hub 
was  coated  with  graphite.  The  spigot  of  the  next  pipe  was  then  in- 
serted and  centered  and  the  joint  poured.  Lead  pellets  were  then 
forced  by  compressed  air  through  the  holes  provided  for  this  purpose, 
three  in  each  of  the  back  holes,  three  in  each  of  the  front  holes  and  then 
one  in  each  of  the  back  holes.  A  mixture  of  grease  with  about  10  per 
cent  of  graphite  was  forced  into  each  hole,  and  the  holes  were  then 
plugged  with  tap-bolts  and  lead  washers.  The  joint  was  then  deflected 
5  degrees,  and  tested  under  hydrostatic  pressure  of  100  lbs.  per  sq.  in., 
before  the  pipe  waa  launched  from  the  scow. 

The  joint-testing  apparatus  (Fig.  102)  consisted  of  two  steel  bulk- 
heads, spaced  apart  and  kept  from  spreading  by  ten  l§-in.  bolts.  Each 
bulkhead  was  fitted  with  special  rubber  gaskets  and  deflated  rubber 
tubular  rings,  similar  to  automobile  tires.    The  apparatus  was  provided 


Fifi.  102.  —  Joint  Testing  Apparatus. 

with  wheels  and  is  rolled  inside  of  the  pipe.  The  distance  between  the 
bulkheads  was  sufficient  to  span  the  flexible  joint.  By  means  of  water 
pipes  that  were  connected  to  the  tubular  rings,  these  rings  could  be  in- 
flated so  as  to  fit  tightly  against  the  inner  surface  of  the  pipe.  A  relief- 
valve  permitted  the  deflating  of  the  rings,  when  the  apparatus  was  to 
be  moved.  The  water-tightness  of  the  joint  was  tested  by  forcing  water 
into  the  space  between  the  bulkheads,  a  relief-valve  being  provided  for 
the  escape  of  the  air  from  this  space. 

During  the  laying  of  the  pipes,  the  line,  which  is  to  be  under  a  pressure 
of  about  95  lbs.  per  sq.  in.,  was  tested  in  sections  under  an  air  pressure  of 
80  lbs.  per  sq.  in.,  and  submarine  caulking  was  resorted  to,  where  re- 
quired. The  contract  obliged  the  contractors  to  lay  the  pipe-line  so  that 
the  maximum  rate  of  leakage  would  not  exceed  40  gals,  per  joint  per  day. 

The  skidway  used  in  laying  the  pipes  had  on  each  side  a  steel  bridge 
truss,  whose  panels  were  connected  to  each  other  at  an  angle  of  5  degrees, 
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SO  as  to  produce  a  curved  launch-way.  Its  lower  end  dragged  In  the 
trench.  As  the  akidway  was  very  heavy,  a  buoyancy  cylinder  was 
fastened  to  its  lower  end,  to  keep  it  from  sinking  deeply  into  the  mud. 

The  scow,  which  measured  40  by  125  ft.,  was  kept  in  position  by 
10  anchors,  fastened  to  cables,  1000  to  1200  ft.  long,  which  led  to  a 
systCTD  of  power-operated  drums.  The  scow  carried  a  70-ton  derrick, 
which  was  used  for  handling  the  pipes. 

The  bids  received  for  the  unusual  work  of  laying  these  pipes  varied 
from  $996,862  to  $1,590,000.  The  contract  was  awarded  at  the  former 
figure  to  the  Merritt  and  Chapman  Derrick  and  Wrecking  Co.,  of  New 
York. 

162.  Submerged  Pipes  in  Boston,  Mass.*  —  In  1850  a  line  of  20-inch 
cast  iron  pipes  was  laid  across  Chelsea  Creek,  a  tidal  estuary,  about 
1425  ft.  wide  at  high  tide,  and  650  ft.  wide  at  low  water.    The  average 


Fill.   10.3.  —  Joint  of  Chebea  Siphon  Pipe. 


range  of  the  tides  is  10  ft.,  and  the  maximum  depth  of  water,  at  the  point 
selected  for  the  crossing,  is  25  ft.  The  river-bottom  consists  of  clayey 
material,  overlaid  by  about  2  ft.  of  mud.  On  either  side  of  the  channel 
there  are  mud  flats. 

The  pipes  were  {-in.  thick,  except  across  the  channel,  where  the 
thickness  of  metal  was  increased  to  1|  ins.  They  were  cast  in  lengths 
of  9  ft.,  and  were  provided  with  flanged  joints.  The  pipes  were  sup- 
ported on  the  mud  flats  by  pile  bents,  placed  8  or  9  ft.  from  center 
to  center.  Each  bent  had  two  piles,  and  was  capped  with  heavy  timbers. 
Across  the  channel  the  pipe  was  laid  in  a  dredged  trench,  the  top  of  the 
pipe  being  5  to  6  ft.  below  the  bottom  of  the  river.  This  part  of  the 
line  formed  a  series  of  offsets,  each  being  composed  of  three  pieces  of 
pipe.  At  each  end  of  the  section,  a  flexible  joint  of  a  peculiar  pattern 
(Fig.  103)  was  placed.     This  joint  consisted  of  two  quarter  bends,  whose 


•  Eng.  News,  Feb.  28,  1901,  p.  146. 
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diameterB  iocreased  gradually  from  the  diameter  of  the  pipe  (20  ins.) 
to  26  ina.  where  the  two  bends  were  joined  to  each  other.  At  this  joint, 
one  of  the  bends  had  a  flange,  6  ins.  deep,  which  was  bored  for  eighteen 
li^n.  bolts.  The  flange  of  the  other  bend  had  no  holes.  A  heavy 
circular  ring  was  slipped  over  the  latter  bend,  and  bolted  to  the  flange 
of  the  former  bend,  a  rubber  gasket  being  placed  in  the  joint.  The 
ring  was  recessed  to  fit  easily  over  the  flange  of  the  bend,  without  holes, 
BO  as  to  permit  the  bend  to  be  turned  in  one  plane.  When  the  pipes 
provided  with  these  jointe  were  being  laid,  they  were  flexible  at  the 
joints  in  a  vertical  direction,  but  perfectly  rigid  horizontally. 

On  the  flange  at  each  end  of  the  flexible  joint,  formed  by  the  two 
bends,  and  on  the  two  flanges  of  the  middle  pipe  of  each  3-pipe  section, 
a  rectangular  lip,  }  in.  wide  by  ^  in.  deep,  was  cast,  its  inner  side  being 
a  prolongation  of  the  inside  of  the  pipe.  On  the  flanges  of  the  other 
two  pipes  of  each  pipe  section,  and  in  a  position  corresponding  to  the 
lip,  there  was  a  rectangular  groove,  |  in.  wide  by  J  in.  deep.  Thin 
leather  gaskets,  covered  with  white  lead,  were  placed  in  these  grooves, 
before  the  pipes  were  bolted  together,  as  the  lips  were  \  in.  longer  than 
the  depth  of  the  grooves,  a  smaller  annular  space  was  formed  at  each 
joint,  and  was  filled  by  pouring  lead. 

In  1900  this  pipe-line  was  taken  up  and  replaced  by  a  line  of  24-in. 
mains.*  The  pipe  was  found  to  be  badly  tuberculated.  In  some 
places,  the  entire  inside  of  the  pipe  was  covered  by  tubercles,  about  1 
in.  thick.  Where  the  pipe  had  been  covered  with  clay,  after  being  laid 
in  the  trench,  the  outside  of  the  pipe  and  the  bolts  and  nuts  were  in 
excellent  condition.  The  nuts  could  be  easily  turned  with  an  ordinary 
wrench.  Above  low  water,  the  pipes  were  badly  corroded,  and  could  be 
cut  to  a  depth  of  about  \  in.  with  a  pea  knife. 

A  large  scow,  25  ft.  wide  by  75  ft.  long,  having  a  flush  deck,  was  used 
for  removing  the  old  pipes  and  laying  the  new  line.  It  was  provided 
with  two  stiff-legged  derricks  and  a  curved  cradle  (Fig.  104),  which 
was  placed  on  one  side  of  the  scow  and  formed  a  launch-way,  down  which 
the  pipes  were  lowered.  This  cradle  was  well  braced  and  truaaed.  It 
was  hung  by  wire  ropes  from  the  larger  of  the  two  derricks,  the  other 
derrick  being  used  to  raise  or  lower  the  tail  end  of  the  cradle,  so  that  it 
might  at  all  times  be  tangent  to  the  bottom  of  the  dredged  trench.  The 
tackle  was  so  arranged  that  the  whole  cradle  could  be  raised  or  lowered 
vertically,  or  tipped  at  any  angle  in  a  vertical  plane.  A  wooden  shoe, 
about  4  ft.  long,  was  fastened  to  the  tail  end  of  the  cradle,  for  the  purpose 
of  making  the  cradle  rest  more  evenly  on  the  bottom.  It  also  served  for 
smoothing  off  small  irr^^arities  along  the  bottom  of  the  trench.  The 
•  Jour.  Amoc.  Eii(!r.  Soc.,  1901,  XXVI,  p.  191. 
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pipes  were  laid  by  means  of  the  scow  and  its  cradle  in  the  following 


The  cradle  was  filled  with  pipes,  the  joints  of  which  were  leaded  and 
caulked.  The  scow  was  then  brought  at  high  tide  into  the  proper 
position  over  the  pipe  trench,  which  had  previously  been  dredged  out, 
The  tail  end  of  the  cradle  was  then  tilted  down,  until  it  rested  on  the 
bottom  of  the  trench,  but  at  such  a  depth  that  the  end  of  the  pipe  would 
be  exposed  at  low  water.  This  end  of  the  pipe  was  then  securely 
anchored,  and  the  scow  was  pulled  ahead  about  12  ft.,  causing  the  pipe 
to  be  pulled  down  the  cradle. 

By  means  of  a  small  boom-derrick,  another  pipe  was  then  placed  on 
the  cradle,  and  the  process  was  repeated  until  all  of  the  pipes  had  been 
placed  on  the  cradle  and  slid  down  into  the  trench. 


FiQ.  104.  —  Chelaea  Cradle. 

During  the  work,  the  pipes  were  stored  on  a  lat^  lighter,  which  was 
moored  a  short  distance  away.  For  the  immediate  work,  10  or  12  pipes 
were  stored  on  the  pipe-laying  scow  and  on  a  smaller  scow  which  served 
as  a  tender.  The  laying  of  54  pieces  of  submerged  pipe  occupied  two 
weeks.  Above  low  water,  the  pipes  were  laid  on  the  same  pile  founda- 
tion that  had  supported  the  old  pipe-line.  Although  these  piles  had 
been  in  use  for  a  long  time,  they  were  found  to  be  perfectly  sound  below 
the  mud  lines,  and  only  slightly  decayed  on  the  outside  of  the  piles, 
above  the  mud.  In  laying  this  part  of  the  pipe-line,  the  pipes  were 
usually  made  up  on  the  scow  in  four-pipe-sections.  The  scow  was  then 
floated  into  position  at  high  water,  and  the  pipe  lowered  onto  the  caps 
of  the  piling.  At  low  water,  the  pipe  section  was  pulled  by  means  of 
tackle  and  falls  so  as  to  join  the  previously  laid  section  properly,  and  the 
joint  between  them  was  leaded.    After  all  of  the  pipes  had  been  laid, 
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the  jointe,  both  above  and  below  low  water,  were  thoroughly  caulked, 
and  the  line  was  then  subjected  to  a  hydrostatic  test  of  84  lbs.  persq.  id. 
for  an  hour.  The  leakage  recorded  by  the  flow  through  a  |-in.  water 
meter  was  barely  perceptible. 

For  the  portion  of  the  line  that  was  above  low  water,  ordinary  bell- 
and-spigot  pipes,  0.95  in,  thick,  were  used.  Below  low  water,  the  pipes 
were  made  1.25  ins.  thick,  and  provided  with  ball-and-socket  joints, 
similar  to  those  used  in  the  Mystic  River  crossing,  described  below. 

The  cost  of  the  work  estimated  from  the  force  account  kept  by  the 
inspectors  was  about  as  follows: 

For  removing  the  old  pipe  and  laying  the  new  pipe  with  spherical 
joints  the  cost  was  $8.25  per  lineal  ft.  For  removing  the  pipes  above 
low  water  and  laying  the  new  pipes,  the  cost  was  $2.25  per  lineal  ft. 
These  figures  do  not  include  the  cost  of  the  pipe,  nor  the  salvage  of 
the  old  pipe.  A  rental  value  for  the  use  of  the  plant  was  included  and 
the  cost  of  the  dredging  was  estimated  from  the  rental  value  of  the 
dredges. 

1S3.  Mystic  River  Crossing.*  —  In  1897  two  lines  of  36-inch  cast 
iron  pipes  were  laid,  5  ft.  9  ins.  between  centers,  across  the  Mystic  River, 
just  east  of  the  bridge  on  Middlesex  Avenue,  and  connected  by  means 
of  Y-branches  with  48-in.  pipes,  which  had  previously  been  laid  on  each 
shore.  At  the  point  of  crossing,  the  river  is  a  tidal  stream,  about  1100 
ft.  wide  at  high  water,  and  about  300  ft.  wide  at  low  water.  The  averse 
range  of  the  tides  is  about  10  ft.,  and  there  is  a  depth  of  about  9  ft.  of 
water  in  the  channel  at  low  tide.  The  river-bed  at  this  point  consists 
of  a  stratum  of  sandy  silt,  overlaid  by  10  to  20  ft.  of  mud,  except  at  one 
of  the  shores,  where  sand  and  gravel  are  found. 

The  pipes,  which  are  1.65  ins.  thick,  were  laid  in  a  dredged  trench, 
which  was  about  35  ft.  wide  at  the  top,  and  had  an  average  depth  of 
about  8  ft.  below  the  surface  of  the  mud,  the  lowest  point  dredged  being 
about  16  ft.  below  mean  low  water.  Piles  were  driven  in  this  trench  to 
give  the  pipes  a  firm  support.  Two  pOes  were  placed  in  each  bent, 
6.3  ft.  between  centers,  crosswise  of  the  trench,  the  bents  being  12.1  ft 
apart,  and  in  such  a  position  that  each  pipe,  when  laid,  would  have 
bearing  on  a  pile  bent,  about  4  ft.  back  of  the  face  of  the  bell  of  the  pipe, 
except  at  the  spherical  joints,  where  an  extra  bent  was  driven,  in  order 
that  there  might  be  a  support  on  each  side  of  this  joint.  The  piles  were 
cut  off,  and  10  by  10-in.  caps  were  bolted  on  under  water  by  a  diver. 
After  the  pipes  had  been  laid,  the  trench  was  refilled  to  a  height  of  2  ft. 
above  the  tops  of  the  pipes. 

•  Jour.  Assoc.  Eng.  Soc.,  1901,  XXVI,  p.  193. 
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MYSTIC  RIVER  CROSSING 
The  following  five  different  kinds  of  pipe  were  used: 


i^. 

WMjht 

Com 
psrtoD 

M 

'S.^'- 

1253 
12.17 
12.59 
12.10 
10.10 

8200 
8140 
8040 
8210 
8030 
.... 

123.90 
23.90 
23.90 
17.90 
22,90 
40,00 

248,0 
248,0 
81,5 
81.5 
81,5 
128,3 

Spherical  bell  with  bead  spigot 

8 

Grooved  bell  with  bead  spijfot 

3 
3 

The  pipes  were  connected  by  spherical  ball-and-socket  joints  of  the 
Ward  type  (Fig.  81,  p.  145),  designed  for  a  maximum  deflection  of  1  in 


Fia.  105.  —  Scow  for  Laying  Mystic  Siphon  Hpe. 

10  in  any  direction,  without  the  spigots  leaving  the  bell.  In  these  joints, 
the  lead  always  remains  in  the  spherical  bell,  while  the  raised  portion, 
cast  in  the  spigot  end  of  the  next  pipe,  and  turned  truly  spherical,  playa 
against  the  stationary  lead  in  the  pipe-bell,  when  the  joint  is  deflected. 
At  the  base  of  this  raised  portion  is  a  stop,  against  which  the  face  of  the 
bell  is  pressed,  when  the  maximum  deflection  of  the  joint  is  reached,  ' 
while  the  spherical  bell  is  a  raised  ring,  turned  to  a  true  circle,  which 
presses  tightly  against  the  raised  portion  cast  on  the  spigot,  and  prevents 
lead  from  running  into  the  pipe  when  the  joint  is  run. 

The  pipes  were  laid  from  a  flat  scow,  23  ft.  wide  by  70  ft.  long,  on 
which  two  stiff-legged  derricks  were  erected.     A  straight  truss,  about 
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75  ft.  long,  waa  suspended  from  the  derricks,  on  one  side  of  the  bcow 
(Fig.  105),  in  such  a  manner  that  a  section  of  pipe,  fastened  to  the 
lower  chord  of  the  truss  would  hang  parallel  with,  and  just  clear  of,  the 
side  of  the  scow.  A  smaller  scow,  loaded  with  gravel,  was  fastened  to 
the  other  side  of  the  large  scow,  and  served  as  a  counterweight  to  balance 
the  pipe  on  the  truss. 

The  pipes  were  connected,  usually  in  sections  of  6  pipes  each,  on  a 
temporary  wharf.  At  one  end  of  a  section,  a  pipe  with  grooved  bell  and 
taper  spigot  was  placed,  the  other  pipes  being  usually  of  the  ordinary 
pattern.  Into  the  bell  end  of  the  last  pipe  of  each  section,  the  taper 
spigot  of  another  pipe  was  temporarily  inserted,  and  the  joint  was  run 
with  lead.  After  the  joint  had  cooled,  this  spigot  was  pulled  out,  leaving 
the  lead  joint  in  the  pipe.  The  pipe  with  this  taper  spigot  would  be  the 
first  pipe  used  in  the  next  section,  and  when  this  section  was  put  in  place, 
this  spigot  would  again  be  fitted  into  the  lead  joint  from  which  it  had 
been  pulled. 

After  a  section  of  pipe  was  fastened  to  the  truss  by  chains,  the  scow 
was  brought  into  the  proper  position  by  means  of  winches  and  anchors. 
The  truss,  with  the  pipes  attached  to  it,  was  then  lowered  to  the  piling, 
and  placed,  as  directed  by  a  diver.  A  hydraulic  cylinder  was  attached 
to  the  end  of  the  truss,  near  the  pipes  already  laid.  Its  piston  rod  was 
provided  with  a  hook  at  the  end.  A  chain,  fastened  back  of  the 
bell  of  the  last  pipe  laid,  was  attached  to  the  hook,  and  by  forcing 
oil  into  the  hydraulic  cylinder,  the  truss  was  drawn  forward,  and  the 
spigot  of  the  first  pipe  attached  to  it  was  forced  into  the  bell  of  the  last 
pipe  laid.  An  iron  collar  was  attached  to  the  bell,  and  served  the  double 
purpose  of  enabling  the  diver  to  insert  the  spigot  with  ease,  and  of  keep- 
ing the  lead  joint  in  the  bell  from  being  forced  out  of  place,  by  the  spigot 
being  carelessly  entered.  Wooden  bulkheads  were  kept  in  the  ends  of 
the  pipe  sections,  until  just  before  the  spigot  was  forced  home,  in  order 
to  keep  mud  and  foreign  bodies  out  of  the  pipes. 

The  pipes  were  laid  across  the  river  in  a  straight  line,  spherical  joints 
being  used  where  vertical  deflections  occurred.  Pipes  with  these  joints 
were  built  into  the  sections,  like  the  other  pipes,  the  joints  being 
deflected  to  fit  the  position  in  which  the  pipes  were  to  be  placed. 
After  all  the  pipes  had  been  laid,  the  joints  were  thoroughly  caulked 
by  a  diver,  and  the  pipes  were  then  tested  by  air  under  a  pressure  of 
25  lbs.  per  sq.  in.,  and  then  by  water  pressure  for  leakage,  before  the 
trench  was  refilled.  Manhole  pipes,  fur  allowing  access  to  the  interior 
of  the  pipe-lines,  were  placed  on  each  line,  on  both  sides  of  the  river. 
They  were  closed  by  suitable  covers. 

The  work  described  above  was  performed  in  1897.     The  total  cost. 
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including  pipe,  labor,  materials,  and  an  allowance  for  the  use  of  the  tools 
and  plant,  was  about  $13.25  per  lineal  foot,  of  which  $6.75  per  lineal 
foot  was  paid  for  the  pipes. 

164.  Submerged  Pipes  in  Portland,  Ore.  —  In  connection  with  the 
water  supply  of  Portland,  Ore.,  three  lines  of  submerged  pipes  were  laid 
across  the  Willamette  River.* 

The  first  line,  which  consisted  of  28-in.  cast  iron  pipes,  in  lengths  of 
17  ft.,  was  laid  in  1894.  All  of  the  joints  were  flexible  and  were  made 
according  to  Fig.  85  (p.  148).  The  pipes  were  laid  in  a  trench,  10  to  12 
ft.  wide,  and  8  to  23  ft.  deep,  which  was  dredged  out  by  means  of  a 
stfon-wheel  steamboat,  fitted  up  with  buckets  attached  to  an  endless 
chain,  and  operated  from  one  side  of  the  boat.  The  dredge  was  kept 
in  line  by  means  of  a  row  of  pUes,  driven  about  35  ft.  apart  (except 
in  the  channel),  at  a  convenient  distance  up-stream  from  the  pipe-hne. 
These  piles  were  used  afterwards  for  keeping  the  pipe4ayLng  barges  in 
line. 

The  specifications  required  the  ball-and-socket  joints  to  have  exact 
spherical  sm^aces  of  given  diameters.  After  the  pipes  had  all  been 
accepted  by  the  inspector  at  the  foundry  and  delivered,  it  was  found 
that  many  of  the  balls  and  sockets  were  not  truly  spherical,  the  varia^ 
tions  from  the  required  radius  at  the  center,  measured  near  each  edge, 
being  from  —0.012  to  +0.012  in.  When  a  few  lengths  of  pipe  were 
joined  and  tested  under  the  low  pressure  of  10  lbs.  per  sq.  in.,  consider- 
able leakage  occurred,  but  when  the  pressure  was  raised  to  about  45  lbs., 
the  leakage  ceased  entirely.  In  order  to  avoid  delay,  the  pipes  were, 
therefore,  accepted  and  laid. 

In  the  shallow  water  near  each  bank  of  the  river,  the  pipes  were  laid 
by  suspending  them  from  pile-bents  by  means  of  long  IJ-in.  screw-rods, 
and  lowering  them  gradually  into  position,  by  turning  the  nuts.  A 
pile-brait  was  provided  for  each  length  of  pipe.  In  deep  water,  the  pipes 
were  laid  by  means  of  a  launch-way  or  cradle  (Fig.  106),  constructed 
in  the  form  of  an  inverted  bow-string.  One  end  was  supported  and 
IHVoted  between  two  baizes,  placed  10  ft.  apart,  while  the  other  end  was 
suspended  between  the  barges  at  the  rear  by  a  long  rod,  which  was  al- 
ways so  adjusted  as  to  permit  the  cradle  merely  to  touch  the  bottom  of 
the  trench.  The  cradle  f  was  designed  to  have  a  factor  of  safety  of  10 
under  ordinary  loads,  so  as  to  make  some  allowance  for  shocks  to  which 
it  was  subjected  from  heavy  swells  from  wind  and  passing  steamboats. 
In  order  to  provide  a  continuous  slide  to  the  bottom  of  the  trench,  an 
apron  shod  with  heavy  plate  iron  was  hinged  at  the  first  panel  of  the 
*  Trana.  Am.  Soe.  C.  E.,  1895,  XXXIII.  p.  257. 
t  Ibid.,  p.  265. 
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cradle.  It  answered  ita  purpose  very  well,  even  on  the  east  side,  where 
many  boulders  were  encountered. 

The  pipe-laying  force  consisted  of  1  foreman,  2  engineers,  6  men  for 
testing  the  pipes  and  cleaning  the  ball  ends,  1  man  melting  lead,  6  men 
pouring  lead,  caulking  and  bolting  —  a  total  force  of  16  men.  An 
expert  diver  was  employed  continuously.  In  spite  of  much  rainy 
weather,  100  pipes  were  laid  in  20  days,  an  average  of  about  80  lineal 
ft.  per  day.  Towards  the  close  of  the  work,  as  many  as  6  to  8  pipes  were 
laid  in  10  hours. 

The  line  was  tested  by  hydraulic  pressure  for  about  every  200  ft.  laid. 
During  these  tests,  the  diver  inspected  each  joint  carefully,  and  the 
pipes  in  the  trench.  Leaks  were  easily  discovered,  and  were  promptly 
stopped  by  caulking.  Very  little  caulking  under  water  was  required, 
as  the  pipes  were  practically  tight  as  laid.  After  the  whole  line  had  been 
completed  and  connected  on  each  bank  .with  the  32-in.  main  supplying 
that  part  of  the  city,  the  pipe  was  subjected  to  thirteen  teats,  including 
the  final  test,  prescribed  by  the  specifications.  In  the  last  test  the 
pipe  was  subjected  to  a  continuous  pressure  of  200  lbs.  per  sq.  in.  for 
24  hours.  The  leakage  found  during  this  test,  which  included,  also, 
that  of  600  ft.  of  the  32-in.  main,  was  only  |  gal.  per  minute.  During 
two  of  the  tests,  a  pipe  was  broken  each  time.  These  breaks  were, 
doubtless,  caused  by  the  wedging  of  the  ball  in  its  socket,  the  end 
pressure  concentrating  an  enormous  strain  on  a  comparatively  small 
portion  of  the  socket. 

166.  A  second  line  of  pipes  was  laid  across  the  Willamette  River  in 
1898.  It  is  2042  ft.  long,  and  consists  of  24-in.  lap-welded  steel  pipe, 
I  in.  thick.  The  line  has  58  flexible  joints  of  special  design  (Fig.  86, 
p.  149),  which  are  placed  at  intervals  of  20-40  ft.,  depending  upon  the 
alignment  and  grade  of  the  pipe  trench.  The  methods  and  appliances 
adopted  for  this  work  were  similar  to  those  used  in  laying  the  28-in. 
pipe.  A  trench  was  excavated  for  the  pipe  by  a  ladder  dredge,  and  a 
cradle  or  launch-way  was  used  in  laying  the  pipe. 

The  location  selected  for  this  pipe-line  was  parallel  with,  and  about 
10  ft.  from,  that  of  the  28-in.  main,  until  the  harbor  was  reached.  The 
line  was  then  deflected  south,  on  each  side  of  the  river,  until  a  line 
parallel  with  the  2S-in.  pipe-line,  and  100  ft.  up-stream  from  it,  was 
reached,  on  which  the  remaining  part  of  the  pipe-line  was  laid.  The 
grade  adopted  was  practically  that  of  the  first  pipe-line. 

After  the  work  had  been  completed,  a  teat  pressure  of  170  to  180  lbs, 
per  sq.  in.  was  applied  to  the  pipe-line.  The  joints  were  not  found  to  be 
absolutely  tight,  but  the  total  leakage  shown  in  a  final  test  amounted 
only  to  10,080  gallons  per  day,  equal  approximately  to  7  gals,  per  min- 
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ute,  or  8  gals,  per  lineal  foot  of  joint  per  day,  under  the  pressures  given, 
which  were  about  50  per  cent  in  excess  of  the  normal  pressure. 

The  cost  of  performing  this  work,  including  two  joints  and  72  lin. 
ft.  of  pipe  not  used,  was  as  follows: 

COST  OF  SUBMERGED  PIPE 

60  flexible  joints,  1260  each S15,«00 

1938  lin.  ft.  of  24-in.  pipe,  $8.50  per  lin.  ft 16,472 

15,332  cu.  yd.  dredging,  $0.10  per  cu.  yd 6,133 

2041.6  lin.  ft.  pipe-laying,  including  joints,  11.77  per  lin.  ft 3,613 

Total $41,818 

During  1898  the  Water  Department  paid  $1,75  to  $2.00  per  day  for 
labor. 

166.  Submerged  30-inck  Steel  Pipe.*  —  A  few  years  after  the  28- 
inch  and  24-in.  pipes  had  been  laid  across  the  river,  these  pipes  had  to 
be  lowered  about  14  ft.,  so  as  to  provide  &  depth  of  30  ft.  at  low  water. 

It  was  decided  to  take  up  the  pipes  and  to  relay  them  in  new  trenches. 
Before  this  was  done,  a  new  line  of  30-in.  steel  pipes  was  laid  across  the 
river,  in  order  to  maintain  the  water  supply.  After  the  new  line  of  pipes 
had  been  laid,  it  was  decided  only  to  relay  the  24-in.  steel  pipes,  and  to 
store  the  28-in.  pipes  for  future  use. 

The  third  pipe-line,  which  is  30  ins.  in  diameter  and  about  4300  ft. 
long,  consists  of  lap-welded,  galvanized  and  asphalted  steel  pipes  where 
it  is  submerged,  and  of  standard  cast  iron  pipes  on  both  shores.  The 
steel  pipe  was  made  of  A-iii'  plates,  and  was  provided  with  flanged 
joints,  which  were  bolted  together  with  I|-in.  bolts  with  hexagonal 
nuts.  The  ball-and-socket  joints  were  rotated  and  tested  before  leaving 
the  shop.  Each  joint  weighed  about  5700  lbs.  Twenty-seven  flexible 
joints  were  inserted  in  the  steel  main,  at  intervals  of  about  60  ft. 

The  pipes  were  laid  by  means  of  three  derrick  barges  and  two  common 
deck  baizes,  without  the  use  of  any  special  crib,  cradle  or  tools.  The 
pipe  laying  was  begun  at  the  east  shore.  After  the  inclined  section  and 
two  additional  lengths  of  pipe  had  been  laid,  the  work  was  carried  on  as 
follows:  One  derrick  held  the  westerly  end  of  the  pipe  above  the  water, 
while  three  or  four  lengths  of  pipe  with  one  flexible  joint,  previously 
bolted  together,  were  joined  to  it.  The  derrick  then  lowered  the  pipe 
until  only  the  westerly  end  was  above  the  water.  The  total  weight 
handled  amounted  to  8  to  12  tons,  before  being  submerged.  The  slings 
were  marked,  and  care  was  taken  during  the  lowering  that  the  flexible 
joints  were  not  made  to  deflect  more  than  11  degrees.  The  rear  slings 
were  then  slipped,  and  the  operations  were  repeated.  As  the  pipe  was 
*  Eng.  Nem,  Feb.  10,  1898,  p.  100. 
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nearly  buoyant,  it  had  to  be  filled  with  water  during  the  lowerii^,  in 
order  to  keep  the  strain  on  the  derricks  as  uniform  as  possible. 

The  flow  through  the  pipe-line  is  controlled  on  each  shore  in  a  concrete 
gate-chamber,  having  a  top  of  reinforced  concrete  with  standard  man- 
hole covers.  The  vaJves  used  are  extra  heavy  30-in.  double  disc  gate- 
valvea  with  by-pass  and  indicator.  Two  4-in.  relief-valves  are  placed 
at  each  end  of  the  pipe-line  at  the  gate  chambers,  and  set  to  blow  off  at 
a  pressure  of  135  lbs.  per  sq.  in.,  which  is  15  lbs.  above  the  average 
working  pressure  at  the  points  mentioned. 

The  SO-in.  cast  iron  shore  connection  cost  $11.10  per  ft.  and  the  cost 
of  the  30-in.  steel  pipe  was  $14  per  ft.  Each  flexible  joint  coat  $345. 
The  total  cost  of  the  work  was  as  follows: 

HIIMMAHY  OF  COSTS 

DreclKing J20,3I8 

Steel  pipe 29,135 

Caat  iron  pipe  »iid  pipe  laying 65,747 

Labor  and  engiinpering 4,808 

$120,008 

On  the  completion  of  the  work,  the  whole  new  pipe-line  was  tested 
under  a  pressure  of  175  lbs.  per  sq.  in.  Under  tlie  normal  pressure  of 
150  lbs,  per  sq.  in.,  the  leakage  was  found  to  amount  to  about  30,000 
gals,  per  day.  An  investigation  showed  that  this  loss  did  not  come  from 
any  large  leak  but  from  a  number  of  small  ones.  In  a  test  made  about 
a  year  and  a  half  after  the  completion  of  the  work,  the  leakc^  was  found 
to  have  been  reduced  to  about  5000  gals,  per  day.  The  loss  of  water 
continued  to  diminish  and  amounted  in  1914  only  to  1000  gals,  for  24 
hours. 

167.  Pipe  Across  the  Passaic  River,  New  Jersey.*  —  In  1896  the 
48-in.  pipe-line  of  the  East  New  Jersey  Water  Company,  which  supplies 
Newark,  N.  J.,  with  water,  had  to  be  carried  across  the  Passaic  River  at 
Belleville,  N.  J.  At  the  point  where  the  crossing  was  to  be  made,  the 
Passaic  River  is  a  tidal  stream,  having  at  high  water  a  width  of  about 
600  ft.  and  a  depth  of  about  15  ft.  The  tide  has  a  range  of  4  ft.,  and 
there  is  daily  considerable  navigation  on  the  river. 

The  pipe-line,  which  was  to  be  extended  across  the  river,  has  a  diuly 
delivery  of  about  40,000,000  gala.  It  is  composed  of  riveted  steel  pipes, 
which  are  subjected  to  a  pressure  of  about  350  ft.  head  at  the  river. 
The  ordinary  kind  of  flexible  joint,  filled  with  lead,  could  not  be  used  for 
the  submerged  part  of  the  pipe-line,  for  the  reason  that  such  joints,  even 
when  well  made,  and  water-tight  at  the  outeet,  would  soon  wear  out  or 
•  Jour.  Aaeoc.  Eng.  Soc.,  1901,  XXVI,  p.  216. 
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cut  out,  under  the  great  pressure  the  pipe  had  to  sustain,  and  cause  a 
great  loss  of  water. 

The  crossing  was  made  by  laying,  in  a  trench  dredged  for  this  purpose, 
seven  parallel  lines  of  18-in,  lap-welded  steel  pipes,  connected  by  screw 
joints,  and  loaded  by  cast  iron  reinforcements  at  each  joint.  While 
such  a  pipe-line  with  screw-joints  is  certainly  stiff,  a  line  600  ft.  or  more 
long,  made  up  of  20-ft.  sections,  has  considerable  flexibility.  Each  line 
of  tiieee  l&-in.  pipes,  after  having  been  joined  on  shore,  in  sections  200 
ft.  long,  with  a  temporary  cap  at  each  end,  was  dragged  across  the  river 
by  an  ordinary  hoisting  engine,  placed  on  the  opposite  bank.  This 
operation  was  made  very  easy,  as  the  pipes  had  been  so  loaded,  as  to 
have  only  a  slight  excess  of  weight  over  the  power  of  flotation.  After 
the  first  section  of  200  feet  had  been  hauled  out  into  the  river,  the  in- 
shore cap  was  taken  off,  and  a  second  section  was  connected  to  the  first 
one.  The  two  sections  were  then  pulled  forward,  and  the  operation  of 
attaching  additional  sections  was  repeated,  until  the  end  of  the  first 
launched  section  appeared  above  water  on  the  opposite  shore. 

After  the  crossing  had  been  made,  the  flow  through  the  submerged 
pipes  was  tested  by  means  of  two  Venturi  meters,  one  placed  on  each 
bank.  The  pipes  were  found  to  be  perfectly  water-tight.  There  is  no 
doubt  that  this  method  of  placing  pipes  in  a  river-bed  could  be  used  for 
mains  of  considerably  larger  diameters. 

168.  Submerged  Pipe  at  Escanaba,  Mich.*  —  A  wrought  iron 
suction  pipe,  12  ins.  in  diameter  and  2000  ft.  long,  was  laid  across  the 
Escanaba  River  in  the  winter  of  1898-99,  by  putting  the  pipe  together  on 
the  thick  ice  that  covered  the  river,  and  then  cutting  the  ice  from  under 
the  pipe,  so  as  to  permit  the  pipe  to  settle  gradually  to  the  river-bed. 
At  the  site  of  the  crossing,  the  river  has  a  depth  of  10  ft.  The  pipe  was 
laid  in  the  usual  manner  on  blocks  which  were  placed  on  the  ice.  After 
the  joints  had  been  caulked,  cross-timbers,  supported  by  blocks,  were 
placed  over  the  pipe  at  each  joint,  a  rope  was  fastened  to  the  cross-piece, 
and  ita  free  end  was  passed  under  the  pipe  and  secured  temporarily  to 
the  cross-timber.  The  ice  was  then  cut  away  gradually  from  under  the 
pipe,  and  the  pipe  was  carefully  lowered  by  small  distances,  so  that 
when  the  last  joints  were  caulked,  the  part  near  the  bank  was  already 
on  the  bottom.  Three  derricks  were  used  in  lowering  the  pipe  to  the 
river-bed,  the  rear  one  being  carried  around  to  the  front,  as  fast  as  each 
successive  joint  was  made. 

After  the  pipe  had  been  laid  on  the  river  bottom,  it  was  sunk  by  means 

of  a  water  jet  about  2  ft.  into  the  river-bed,  which  consists  of  sand.    The 

power  for  the  water  jet  was  furnished  by  a  5  horsepower  pump,  which 

•  Eng.  Record,  June  24,  1899,  p.  72. 
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forced  about  1000  gals,  per  minute  through  a  2-in.  pipe,  provided  with 
a  suitable  nozzle. 

The  work  of  joining  and  lowering  the  pipe  was  done  by  20  men  in 
5  days  at  a  cost  of  about  $200. 

169.  Submerged  6-foot  Concrete-jacketed  Steel  Pipe.*  —  A  riveted 
steel  pipe,  6  ft,  in  diameter,  forming  part  of  the  water  supply  of  Jersey 
City,  N.  J.,  was  laid  in  1902  across  the  Hackensack  and  Passaic  rivers. 
At  the  point  where  the  Hackensack  was  crossed,  the  river  is  about 
575  ft.  wide  and  45  ft.  deep.  The  pipe  was  put  together  on  shore  in 
32'ft.  sections,  the  ends  being  closed  by  conical-shaped  bulkheads,  and 
the  sections  were  pulled  across  the  river  by  means  of  a  steam  engine, 
located  on  the  opposite  shore.  While  the  pipe  was  being  hauled  across 
Ihc  river,  it  was  braced  on  the  inside  by  timbers,  in  order  to  prevent  its 
being  collapsed  by  the  water  pressure.  This  bracing  formed  the  load 
needed  to  keep  the  pipe  on  the  bottom,  until  it  was  laid  from  shore  to 
shore,  when  it  was  encased  with  concrete  and  loaded  with  rip-rap.  The 
bracing  was  then  removed. 

The  pipe  was  made  rigid  by  the  concrete  casing  which  was  grouted. 
This  was  done  by  making  concrete  cylinders,  6  ins.  thick  and  5  ft.  long, 
in  advance  of  the  steel  pipe.  The  concrete  cylinders  were  slipped  on 
over  the  exposed  shore  ends  of  the  submerged  mains,  jointed  with 
cement,  and  run  full  of  grout,  through  a  hole  left  in  each  section  for  this 
purpose.  The  concrete  was  designed  to  protect  the  pipe,  to  give  it  the 
necessary  weight,  to  keep  it  from  floating,  and,  also,  to  prevent  the 
collapse  of  the  pipe,  when  it  is  empty,  by  the  outer  water  pressure.  By 
the  method  described,  the  pipe  was  kept  submei^ed,  while  being  laid, 
and  offered  no  obstruction  to  navigation. 

•  Emj.  Nem,  March  12,  1903,  p.  232, 
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GATES   AND   VALVES 

160.    Gate-valves  are  required  in  all  pipe-lines  for  controlling  the 
flow  of  the  water.     The  smaller  sizes  are  made  entirely  of  bronze,  but, 
in  the  larger  gates,  the  botly  is  usually  cast   iron, 
bronze  mounted.     In  its  simplest  form,  a  gate-valve 
is  a  wedge-shaped  disc,  controlling  the  flow  through 
a  pipe.     It  is  operated  by  means  of  a  rod,  provided 
with  screw  threads,  wliich  may  be  either  an  ovlside 
stem  or  an  inside  stem.    In  the  former  case,  the  bottom 
of  the  stem  is  attached  to  the  gate,  and  its  upper, 
screw-end  passes  through  a  nut  wliich  is  kept  by  a 
yoke  in  the  same  horizontal  plane.     As  this  nut  is 
revolveti   by   means   of   a   handwheel   or  lever,   the 
screw  and  the  gate  to  which  it  is  attache<i  rise  or 
descend,  according  to  the  direction  in  which  the  nut 
is   turned    (Fig.    107).      This  arrangement   has   the 
advantage   that    the    position  of 
pio.    107.  —  Gate-  the  end  of  the  stem  indicates  ex- 
valve  »ilh  Outside  actly  the  position  of  the  gate,  and 
Stem  and  Yoke,      jj  ^jg^  facilitates  the  lubrication 
of  the  stem.     On  the  other  hand,  the  stem  is  ex- 
posed to  injury.     Gates  with  outside  stems  and 
yokes  are,  therefore,  only  used  in  pumping  stations 
and  other  protected  places. 

Gate-valves  which  are  to  be  placed  on  street 
mains  are  always  made  with  inside  stems,  as  shown 
in  Fig,  108.     In  this  case  the  stem  is  prevented 
from  rising  or  descending  by  means  of  a   collar 
which  is  kept  in  the  same  horizontal  plane.    A  nut 
ia  firmly  attached  to  the  top  of  the  stem,  and  by 
turning  it,  by  means  of  a  special  wrench  or  key,  the     Fio.    108.  —  Gate- 
valve  stem  is  revolved.     The  lower  part  of  the       valve  with  la^ide 
stem  is  provided  with  a  screw  thread  which  engages       S"""*- 
with  corresponding  screw  threads,  cut  on  the  inside  of  the  valve.     As 
the  stem  is  revolved  in  the  direction  required  for  opening  the  valve,  it 
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screws  into  the  gate  and  raises  it.  By  turning  the  stem  in  the  opposite 
direction,  the  gate  is  lowered.  An  arrow  should  be  cast  on  the  top  of  the 
gate  or  on  the  nut,  to  show  how  to  turn  the  nut  to  open  the  gate. 

Instead  of  making  the  gate  a  solid  wedge,  it  may  be  formed  of  two 

adjustable  wedges,  placed  back  to  back.     By  suitable  contrivances,  the 

two  wedges  can  be  made  to  leave  their  seats  quickly,  when  the  gate  is  to 

be  opened,  and  to  close  rapidly  when  the  gate  is  to  be  shut.     Gate-valves 

for  pipes  18  ins.  or  less  in  diameter  are  usually  placed  vertically,  and 

are  protected  by  suitable  gate-boxes.     Larger  gates  are  generally  set 

horizontally,  so  as  not  to  project  into  the  street.     Such  gates  are 

usually  protected  by  masonry  vaults  to  which  access  is  obtained  by 

means  of  cast  iron  manholes.     Small  gates 

may  be  set  on  fiat  stones,   but  large  ones 

require  a  masonry  foundation. 

To  illustrate  the  details  of  the  construction 
of  gate-valves,  we  give  below  descriptions  of 
someof  the  principal  gate-valves  manufactured 
in  America.  Bail 


Flo.  109. — Eddy  Gate-valve  Fia.  110.  — Inside  PortB  of  Eddy  Gate-valve. 

(taper-seat,  double-gate). 

161.  The  Eddy  taper-seat,  double-gate  valve*  (Fig.  109)  consists 
of  two  gates  and  of  a  piece,  called  the  ball.  The  gates  (Fig.  110) 
are  hung  on  two  trunnions  on  the  ball,  which  fit  into  cylindrical  re- 
cesses in  the  gates.  This  arrangement  allows  the  gates  to  revolve 
freely  on  the  trunnions,  so  as  not  to  seat  always  in  the  same  position. 
At  the  base  of  each  trunnion,  there  is  a  convex  surface  which  fits  a  con- 
cave surface  on  the  back  of  the  gates.  This  permits  the  gates  to  adjust 
themselves  to  their  tapered  seats.  Two  hooks,  attached  to  the  ball, 
■  Manufactured  by  the  Eddy  Valve  Co.,  Wateiford,  N.  Y. 
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engage  loosely  in  recesses  on  top  of  the  gates,  which  are  thus  prevented 
from  spreading.     As  the  gates  are  center-bearing,  they  are  forced  with 
equal  pressure  at  all  points,  as  the  gate-valve 
is  being  closed  against  its  tapered  seat. 

Valves  from  2  to  3^  ins.  in  diameter  are 
made  with  solid  bronze  gates,  and  do  not 
have  the  hooks  on  the  balls.  Larger  valves, 
up  to  48  ins.  in  diameter,  are  made  either  all 
iron,  or  with  iron  body,  bronze  mounted, 
bronze  being  used  in  the  latter  case  for  the 
stem,  case  and  gate  rings,  and  a  bronze 
mounted  ball.  The  valves  are  made  with 
hub,  flanged,  screwed  or  spigot  ends. 

162.  The  Eddy  parallel-seat,  double^ate 
valve  {Fig.  Ill)  consists  of  two  gat«s,  a  car- 
rier-wedge, a  stop- wedge,  and  two  center 
wedges.  The  gates  are  suspended  independ- 
ently from  the  carrier-wedge  by  means  of 
two  luga  cast  on  the  back  of  each  gate.  The 
stop-wedge  is  suspended  from  the  carrier- 
wedge  by  means  of  flanges.    When  the  gate 

',      ■  ,       ,?t   *  ,       has    been    almost    closed,    the    stop-wedge 
valve      (pamllel-seat,  .,  ,  ,      ,      '  ,     ,  , 

double-gate).  Strikes  a  boss  at  the  bottom  of  the  valve- 

case.  As  the  revolving  of  the  valve-stem  is 
continued,  the  two  center  wedges  are  forced  outward  between  the  carrier- 
wedge  and  the  stop-wedge  and  thus  force  the  gates  firmly  against  their 
seats.  As  each  gate  is  independent  of  the  other,  any  obstruction  on  the 
seat  of  one  of  them  will  not  interfere  with  the  closing  of  the  other. 

163.  The  Ludlow  double-gate  valve*  (Figs.  112  and  113)  consists 
of  two  parallel  gates  or  discs,  between  which  two  bevel-faced  wedges 
are  held  by  ribs  on  the  back  of  the  discs.  The  gate-stem,  which  is 
kept  in  position  by  means  of  a  collar,  screws  into  a  brass  nut  in  the 
upper  wedge.  When  the  gate  is  being  closed,  the  lower  wedge  is  stopped 
by  a  boss,  when  the  gates  are  exactly  opposite  the  openings  they  are  to 
close.  As  the  revolving  of  the  stem  is  continued,  the  upper  wedge 
presses  against  the  lower  one,  thus  forcing  the  gates  tightly  against  their 
seats.  In  opening  the  valve,  the  first  turn  of  the  stem  moves  the  upper 
wedge  from  contact  with  the  lower  one,  thus  releasing  both  gates  from 
their  seats,  before  they  commence  to  rise.  All  grinding  on  the  face 
bearings  of  the  gates  is  thus  prevented.  The  brass  nut  in  the  upper 
wedge,  into  which  the  stem  screws,  has  center  bearings,  which  prevent 
•  Manufactured  by  the  Ludlov  Mfg.  Co.,  Troy,  N.  Y. 
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the  gates  from  being  canted  to  either  side  in  closing  and  wedging.     The 
valve  works  equally  well  with  pressure  on  either  side  of  the  gates.    They 


Fig.  112,  —  Ludlow  Double-j|ate  Valve. 

A — Case.  H  — Gate  Rings. 

B — Cover  or  Bonnet.  I — Case  Rings. 

C— Stem  or  Spindle.  J— Top  Weifo. 

D  — Packing  Plat«  or  Stuffing  Box.  K  — Bottom  Wedge. 

E—Stuffii«  Bra  Gland  or  Follower.  L— Throat  Flaiiftc  Bolts. 

F  — Wrench  Nut.  M— Stuffing  Boxor  Follower  Bolta. 
GG  — Gatee. 


Fio.  1 13,  —  Gates  and  Wedgea  for  Ludlow  Double-itate  Valve. 

are  usually  made  of  cast  iron,  with  bronze  mountings,  with  hub,  flanged 
or  spigot  ends.  The  gates  and  seats  have  ground  faces,  to  insure  watftr- 
tight  joints. 
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164.  The  Chapman  Valve  Manufacturing  Company  makes  gate- 
valves  for  water  pipe,  2  to  108  ins.  in  diameter  (Fig.  114).  These  valves 
have  iron  bodies  and  caps,  and  either  wedge-shaped  gates  or  double- 
gate  parallel  seats.  All  water  valves  are  bronze  mounted  throughout, 
having  bronze  spindle,  bronze-faecd  wedges  or  gates,  and  bronze  or 
babbitt  seats.  The  valve-stems  are  equipped  with  a  square  iron  nut 
on  top  and  are  easily  operated.  The  valves  are  made  to  withstand 
working  pres.sure.s  from  50  to  300  lbs.  per  sq.  in. 


a — Taper  Seat.  6  —  ParaUel  Seat. 

Fia.  114. — Chapman  Double-gate  Vftlvefl.* 

16S.  The  Coffin  double-disc  gate-valve,t  for  pipes  6  to  60  inches  in 
diameter,  is  shown  in  Fig.  115.  The  body  of  the  gate-valve  is  made 
of  cast  iron,  but  the  valve  and  seat-rings,  valve-stem,  gland-bolts  and 
nuts,  packing-gland,  stuffing-box,  etc.,  are  all  made  of  bronze.  The 
two  discs,  and  a  nut  between  them,  into  which  the  stem  screws,  are  cast 
in  one  piece.  The  stem  is  held  by  means  of  a  collar,  so  that  it  cannot 
rise,  when  being  revolved.  It  engages,  therefore,  with  the  nut  between 
the  discs,  and  thus  raise.s  or  lowers  the  valve,  as  the  case  may  be. 

'  Manufactured  by  the  Chapman  Valve  Mfg.  Co.,  Indian  Orchard,  Maee. 
t  Manufactured  by  the  Coffin  Valve  Co.,  Boston,  Mass. 
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Gate-valves,  6  to  24  ins.  in  diameter,  arc  usually  set  with  the  stem 
in  a  vertical  position.  Larger  gate-valves  are  usually  placed  with  their 
steins  horizontal,  the  stems  being 
moved  by  means  of  bevel  gear.  A 
mechanical  graduated  indicator  shows 
the  position  of  the  valve.  For  heavy 
pressure,  each  gate-valve  is  provided 
with  a  by-paas.  For.  a  48-in.  gate- 
valve,  the  by-pass  is  6  ins.  in  diam- 
eter. For  light  pressm«,  the  CoflBn 
Valve  Co.  manufactures  single  disc 
valves. 

166.  Rensselaer  double-gate 
valves*  provide  a  straightway  pas- 
sage having  the  full  diameter  of  the 
pipe.  They  have  parallel  faces,  mov- 
ing on  each  other,  like  the  blades  of 
a  pair  of  scissors,  scraping  off  any 
foreign  substance  adhering  to  them. 
In  closing  the  valve,  each  gate  moves 

without  friction  to  its  position  oppo-         yic,  11.5.  — Coffin  Gatp-valve. 
site  its  port,  and  both  gates  are  then 

forced,  by  wedges  between  the  gate.^,  squarely  against  the  ports.  The 
wedges,  which  are  entirely  independent  of  the  operating  nut,  and  screw, 
act  equally  on  both  gates.  The  spindle  being  always  free,  is  never 
thrown  out  of  alignment  and  made  to  bind.  In  opening,  only  one  gate 
is  moved,  until  the  entire  wedging  and  locking  arrangement  is  released. 
Fig.  116  illustrates  the  inside -working  parts  of  the  gate-valves  for  sizes 
up  to,  and  including,  S  ins.  All  wearing  parts  are  bronze  mounted. 
The  nut  through  which  the  spindle  revolves  is  solid  bronze. 

Fig.  117  shows  the  working  parts  for  horizontal  gate-valves,  10  ins. 
or  more  in  diameter.  These  gates  are  provided  with  anti-friction 
brorae  toUs,  and  with  bronze  scrapers  and  side  guides  or  wings.  The 
bronze  tracks  never  corrode,  or  become  uneven,  and  the  bronze  scrapers 
keep  the  tracks  free  from  sediment.  The  bronze  side  guides  or  wings 
prevent  gates  with  single  spindles  from  roiling  sideways,  when  striking 
any  obstruction. 

167.  Automatic  Gate-valves.  — In  the  40-inch  pipe-line,  which  was 
laid,  about  1850,  from  the  service-reservoir  at  Godlay  to  Manchester, 
England,  ordinary  gate-valves  were  placed  1}  miles  apart.  At  three 
l^aces  in  this  pipe-line  —  which  is  8)  miles  long  —  automatic  gate- 

•  Mftnufoctured  by  the  R«DBBelaer  Valve  Co.,  Troy,  N.  Y. 
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valves,  manufactured  by  Armstrong  and  Company,  were  installed  for  the 
first  time.  Similar  gates  were  placed  in  the  siphons  of  the  Thirlmere 
and  Vymwy  aqueducts,  and  on  other  important  pipe-lines.  In  case  a 
pipe  breaks  on  the  delivery  side  of  the  valves,  the  sudden  rush  of  water 
closes  the  gate  slowly,  and  causes  a  bell  to  ring  in  the  keeper's  house. 
If  possible,  the  automatic  gate-valves  are  installed  where  the  pressure 
is  comparatively  light,  good  locations  being  placed  a  little  below  the 


Fw.  118.  —  Automatic  Gate-valve. 

hydraulic  gradient,  on  the  verges  of  deep  depressions  in  the  pipe-line, 
where  fractures  are  most  likely  to  occur.  The  construction  of  the  gate 
is  shown  in  Fig.  118.*  A  pendulum,  dotted  in  the  figure,  carries  a  small 
disc  within  the  pipe,  normal  to  its  axis,  and  is  balanced  by  a  weight  and 
adjusted  to  hang  vertically  when  the  velocity  in  the  main  b  normal.  If 
the  velocity  in  the  pipe  becomes  much  increased,  on  account  of  a  break 
in  the  pipe-line  on  the  delivery  aide  of  the  valve,  the  additional  pressure 

•  Reproduced  from  "Water  Works  Engineering,"  by  J.  H.  Tudabery  Turner  and 
A.  W.  Brightmore,  London,  1!)03,  p.  373. 
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of  the  water  against  the  disc  deflects  the  pendulum,  and  cauaes,  by 
tri^er-action,  a  heavy  weight  to  be  released,  which  cioEes  the  main 
throttle- valve  (shown  in  outline  in  the 
figure)  by  a  chain  passing  around 
the  periphery  of  the  valve-wheel.  A 
dash-pot  prevents  the  gate  from  clos- 
ing too  suddenly,  15  minutes  time 
l>eing  consumed  in  closing  a  large  gate- 
valve,  the  latter  part  of  it  being  ef- 
fected at  a  gradually  diminishing  rate. 
This  is  accomplished  by  throttling 
automatically  the  supply  pipe  of  the 
dash-pot. 

(The  valve  is  set  in  position,  and  also 
worked  at  times,  by  means  of  a  force- 
pump,  to  keep  it  from  sticking.  All 
the  working  parts  and  bearings  of  the 
apparatus  are  of  gun-metal. 
~___^_  -^^  eguilibrium  relief-valve  is  placed 

J^    )(  "^.1       on  the  upper  side  of  the  gate.     This 

l^^^^'^T  \      valve  is  kept  closed  against  the  normal 

n     I  )      prcs-sTire  of  the  main  by  a  powerful 

helical  spring,  loaded  with  a  weight. 
Under  ordinary  conditions,  the  valve 
is  prevented  from  lifting  by  the  inertia 
of  the  weight  and  the  stiffness  of  the 
spring.  Any  sudden  increase  of  pres- 
sure in  the  main  lifts  the  valve  and 
compresses  the  spring,  the  inertia  of 
which  is  slight.  A  little  water  is  thus 
permitted  to  escape  and  relieves  the 
pipe  from  concussion.  The  relief- 
valve  is  provided  with  an  upper  and 
a  lower  disc,  both  attached  to  the 
same  spindle.  The  action  of  the  valve 
depends  upon  the  difference  of  the 
areas  of  the  two  discs.  By  varying 
this  difference,  the  valve  can  be  made 
very  sensitive  under  high  pressures. 
Fig.  Ufl.— Rluipeitate.  ^lien    the    valve    opens,    it    affords 

quick  relief,  as  its   large   upper  disc  affords  a  considerable  area  of 
discharge  even  for  a  slight  lift. 
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168.  Sluice-gates  are  placed  in  dams,  gate-houses,  etc.,  to  control 
the  flow  of  water  through  the  outlet  openings.  They  arc  made  of  cast 
iron  or  steel,  and  are  either  rectangular  or  circular.  Very  lai^e  gates  are 
made  of  wood.  The  gate  is  raised  and  lowered  by  means  of  a  steel  or 
bronze  stem  with  thread,  cut  of  sufficient  length  to  correspond  to  the 
height  of  the  gate.  This  stem  passes  through  a  fixed  bronze  nut,  held  in 
position,  and  supported,  by  a  cast  iron  pedestal,  operated  by  suitable 
gearing  (Fig.  119)  or  by  a  hand-wheel  {Fig.  120).  For  exceedingly 
heavy  loads,  multiple  gearing  is  used,  either  for  hand  or  motor  power. 
The  pedestals  are  fitted  with  ball  or  roller  bearings  (Fig.  121)  to  reduce 


Fio.  120.  — Hand-wheel  for  Light  Fio.  121.  — Pedeatal  with  Roller 

Sluice-gates.  Bearing. 

friction.  Wide  gates  are  usually  fitted  with  two  stems  with  threads  cut 
right  and  left  hand  and  the  gearing  connected  with  cross-shafte,  so  as  to 
keep  the  gate  always  in  true  horizontal  position.  The  pedestal  may  be 
placed  on  a  bracket  or  on  masonry. 

Fig.  122  shows  a  standard  square  sluice-gate  with  a  heavy  body, 
reinforced  with  deep  vertical-  and  cross-ribs.  The  frame  of  the  ga(« 
is  of  channel  form,  anti  has  a  flange  at  the  top  and  bottom.  The 
bottom  flange  is  connected  to  the  masonry  or  to  a  cast  thimble,  which 
may  be  built  in  concrete  and  forms  an  anchor  for  the  gate.  The 
upper  part  of  the  flange  of  the  gate-frame  receives  the  right  and  left 
guides,  and  its  bearing-face  is  fitted  with  bronze  around  the  gate 
opening. 
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Fig.  123  shows  a  circular  sluice-gate  with  flanges  to  connect  to  the 
masonry  or  a  cast  thimble.  It  i:i  also  made  with  a  spigot-end  to  con- 
nect to  a  standard  cast-iron  pipe. 

The  bearing-face  of  the  gate  proper  is  bronze  mounted,  to  correspond 
to  the  frame,  and  is  machined  true  to  form  a  water-tight  joint.  The 
right  and  left  aide  of  the  gate  has  a  heavy  chatter  strip  that  fits  close 
in  the  grooves  formed  by  the  giiidca  and  face  of  the  frame,  so  that  the 
gate  moves  in  machined  grooves,  and  is  kept  close  to  the  bearing  face 
of  the  frame,  thus  preventing  chattering,  so  common  in  the  old  style  of 
gates.  On  the  rib  aide  of  the  gate,  bronze  adjusting  wedges  are  placed, 
and  the  bearings  are  machined  to  nnreive  the  wedges  after  they  are 


Fig,  122.  — Standard  Rectangular  Fio.  123.  — Circular  Sluice-gate. 

Sluice-gate. 

finished.  They  fit  in  close  grooves,  and  are  adjusted  by  bronze  bolts  and 
nuts.  A  heavy  hub  is  cast  in  the  upper  end  of  the  gate  in  which  the 
stem  is  set,  and  is  held  in  position  by  a  flat  key  passing  through  the 
stem  and  hub.  The  key  is  kept  in  place  by  split  pins,  and  by  this 
arrangement  it  is  easy  to  remove  the  stem,  if  it  becomes  necessary. 

Many  improvements  have  been  made  during  the  past  twenty  years  in 
theconstmctionof  sluice-gates  and  hoisting  apparatus.  Heavy  gates  under 
heavy  pressure  are  operated  by  hydraulic  cylinders  or  by  electric  motors.* 

*  Figs.  119-123  show  the  sluice-gates  and  hoists  manufactured  by  the  Coldwell- 
Wilcox  Co.,  Newburgh,  N.  Y.  Good  sluice-gates  are,  also,  manufactured  by  the 
Chapman  Valve  Mfg.  Co.;  the  Ludlow  Valve  Mfg.  Co.;  the  Coffin  Valve  Co.,  etc. 
The  Chapman  Valve  Mfg.  Co.  has  mode  sluice-gates  aa  large  as  9  by  12  ft. 
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169.  Check-valves  are  placed  in  a  pipe-line  —  usually  near  a  reser- 
voir, stand-pipe  or  pumping  station  —  to  prevent  the  water  from  flowing 
back,  in  case  a  break  should  occur  in  the  pipe-line;  or  from  exerting  an 
excessive  back  pressure  on  the  pumps.  The  valve  consists  of  a  single  or 
double  pivoted  flap-valve,  which  is  placed  horizontally,  vertically  or 


Fio.  124.  — Eddy  Check-valve. 

inclined,  in  a  suitable  body  casting.  Small  check-valves  are  made 
entirely  of  bronze.  In  large  valves,  the  bodies,  gates  and  covers  are 
made  of  cast  iron,  and  the  gate  and  case^rings,  gate-i^tud  and  nuts,  are 
of  bronze.  Figs.  124  and  125  show  two  kinds  of  check-valves  manu- 
factured by  the  Eddy  Valve  Co.,  Waterford,  N.  Y. 


Fig.  125.— Eddy  Check-valve. 

If  large  check-valves  are  not  properly  designed,  the  weight  of  the 
gate  causes  an  additional  load  for  the  pumps  to  lift.  The  weight  of  the 
gate  may  be  balanced  by  extending  the  shaft  to  which  it  is  hinged, 
through  the  valve  body,  and  attaching  to  it  a  lever  with  a  balancing 
weight,  or  it  may  be  balanced  by  the  way  the  gate  is  hung. 

Fig.  126  shows  an  improved  balanced  check-valve  manufactured  by 
the  Rensselaer  Valve  Co.,  Troy,  N,  Y.    In  this  valve  the  seat  is  placed 
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vertical  to  the  flow  of  the  water,  and  the  entire  weight  of  the  gate  is 
balanced  or  hung  upon  long  solid  bronze  hinges,  so  that  the  gate  hangs 
lightly  against  its  seat,  when  no  water  is  flowing.  The  hinges  are  con- 
nected below  the  center  of  the  gate  and  so  far  within  the  center  of  gravity, 
that  the  gate  is  entirely  balanced  upon  the  pivot  or  bearing  to  which 
the  hinges  of  the  gate  are  attached.  The  hinges  pass  loosely  through 
a  pocket  near  the  top  of  the  gate,  which  is  arranged  to  prevent  their 
balancing  or  tilting  too  far  either  way. 

In  ail  check-valvca  the  gate  can  be  removed  through  a  hand-hole  or 
a  man-hole.  Valves,  14  ins.  or  more  in  diameter,  are  usually  provided 
with  a  by-pass  with  a  gate-valve  (Fig.  125) 


nVn 


Rensscliu'r  (^lierk -valve.      l''l< 


-  Ludlow  PrcMure-relief  Valve* 


170.  Pressure-relief  valves  (Fig.  127)  arc  used  as  safety-valves 
on  water  pipes  subjected  to  heavy  stresses  from  water-hammer.  The 
valve  is  held  in  place  by  a  spring  protected  by  a  cast  iron  jacket.  By 
means  of  a  hand-wheel,  the  pressure  on  the  spring  can  be  regulated. 
For  greater  pressures,  the  valve  opens  automatically,  and  allows  the 
water  to  escape. 

171,  Air-valves  must  be  placed  at  summits  of  pipe-lines,  to  admit 
air  when  the  water  is  drawn  off,  so  as  to  avoid  a  vacuum  in  the  pipe,  and, 
also,  to  permit  air  that  is  entrained  by  the  water  to  escape.  These 
valves  should  work  automatically. 

Fig.  128  shows  a  valve,  manufactured  by  the  Eddy  Valve  Co.,  for 
dischai^ng  air  that  collects  under  pressure  at  summits  of  pipe-lines. 
It  is  attached  to  a  water-main  by  a  wrought  iron  pipe,  saddle  or  flange. 
In  this  arrangement,  the  air-valve  is  kept  closed  by  means  of  a  copper 

*  Manutactured  by  the  Ludlow  Valvo  .Mfg.  Co.,  Troy,  N.  Y. 
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float,  acting  on  a  lever,  but  as  soon  as  the  water  level  in  the  pipe  sinks, 
the  float  is  lowered  and  opens  the  valve  automatically.  The  body 
of  the  valve  is  iron,  bronze  mounted.  The  float  should  be  made  of 
seamless  copper,  to  make  it  impossible  for  water  to  get  into  it. 


Fio.  12S.  —  Eddy  Lever  ami  Float  Air-valve. 

172.  Automatic  poppet  air-valves  (Fig.  129}  are  used  at  summits  of 
pipe-hnes  to  let  the  air  escape  as  the  pipe  is  filled  with  water.  The 
valve  is  drawn  from  its  seat  by  the  vacuum  caused  by  emptying  the 
pipe.  Air  is  thus  admitted  into  the  pipe-line  until  the  valve  is  again 
floated  to  its  seat,  as  the  water  fills  the 

pipe  again.  These  valves  do  not  discharge 
air  that  collects  under  pressure.  Fig. 
129  shows  an  automatic  poppet  air- 
valve  manufactured  by  the  Ludlow  Valve 
Manufacturing  Co. 

173.  Automatic  Cluster  Air-valves.  — 
For  liirgc  mains,  it  is  important  to  pro- 
vide a  sufficient  area  in  the  air-valves  to 
prevent  partial  vacuum  in  the  pipes,  when 
the  water  is  drawn  off  rapidly.  This 
may  be  accomplished  by  using  a  cluster 
of  air-valves,*  as  was  done  in  a  38-in. 
steel  main  at  Rochester,  N.  Y.  (p.  329). 

174.  Pressure-regulating  valves  are 
installed  in  a  pipe-line,  or,  preferably, 
on  by-passes  connected  with  the  pipe- 
line, at  places  where  it  may  be  neces-    „         „      ,    ..       . 

■^j         ,,  .     ,.  .         Fia.  129.  — Ludlow  Automatic 

sary  to  reduce  the  pressure  in  the  mams.  p^^^^  Air-valve. 

These    valves    all    work    on    the    prin- 
ciple of  throttling  the  water  —  which  means  reducing  the  area  of  the 
opening  through  which  it  must  pass.     This  increases  the  loss  by  fric- 

•  Manufactured  by  the  Rensselaer  Valve  Co.,  Troy,  N.  Y. 
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tion,  and,  consequently,  causes  a  reduction  of  pressure  at  the  outlet 
side  of  the  valve. 

A,  0.  Doane,  who  designed  some  of  the  pressm^-r^ulating  valves 
installed  by  the  Metropolitan  Water  and  Sewerage  Board,  of  Boston, 
Mass.,  gives  the  conditions  which  such  valves  should  comply  with  as 
follows;*  The  valves  should  be  simple  in  design,  strong,  durable,  and 
reliable,  and  made  of  non-conodible  materiab.  They  should  be  bal- 
anced, and  not  liable  to  stick  to  their  seats.  The  valves,  which  work 
only  in  one  direction,  should  be  operated  from  the  low-pressure  side,  and 
should  open  and  close  slowly,  so  as  to  avoid  water-hammer  and  surging. 

Good  pressure  regulating  valves  will  reduce  pressures  as  high  as  300 
lbs,  per  sq.  in.  to  a  pressure  of  10  to  100  lbs.  With  some  regulating 
valves,  chattering  occurs  as  the  main  valve  approaches  its  seat,  and 


Fio.  130. — Batlcry  of  Three  Boss  PresHurc-reguIttting  Valves  at  WortcHtiT,  Mass. 

the  piston  vacillates  up  and  down  from  the  pressure  for  which  it  was 
set.     Good  valves  are  free  from  these  defects. 

If  the  pressure-regulating  valve  is  placed  in  the  main  pipe-line  —  as 
is  frequently  done  —  a  gate-valve  should  be  provided  on  each  side  of 
it,  and  a  by-pass  should  be  connected  to  the  main  pipe-line,  so  that  the 
regulating- valve  can  be  shut  off  from  the  pipe  system  for  inspection  or 
repairs.  A  better  plan  is  to  place  the  valve  in  the  by-pass.  Each 
valve  should  be  set  in  a  suitable  masonry  chamber,  properly  covered. 

It  is  not  advisable  to  use  Uto  large  a  size  of  pressure-regulating  valve, 
as  it  will  open  only  slightly  and  may  cause  water-hammer.  For  this 
reason,  it  is  preferable  to  use  comparatively  small  valves.  In  order  to 
obtain  the  necessary  delivery,  several  of  these  valves  may  be  placed  in 
battery  (Fig.  130). 

Pressure-regulating  valves  should  never  be  placed  near  summits  of 
•  Jour.  New  England  Water  Works  Assoc.,  1906,  XX,  p.  1-16. 
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pipe-lines,  as  the  air  entrained  in  the  pipes,  which  collects  at  the 
Bummits,.  interferes  with  the  operation  of  the  valve. 

Descriptions  of  some  of  the  principal  pressure-regulating  valves 
manufactured  in  the  United  States  are  given  below. 

176.  The  Ross  pressure-regulating  valve  *  is  made  in  sizes  of  3  to 
24  ins.  in  diameter,  weighing  respectively  180  and  4050  lbs.  Fig.  131 
shows  the  manner  in  which  this  valve  operates.  A  central  stem,  carry- 
ing two  pistons  E,  F  and  the  disc  valve  G,  is  placed  in  a  suitable  casting, 
provided  with  a  top  and  a  bottom  cover.  The  pistons  F  and  G  have  the 
same  area,  and  form  a  balanced  valve.  The  disc  G  is  seated  by  moving 
upwards,  and  is  sealed  by  the  action  of  a  leather  collar.    The  piston  E 


Fia.  131. — Ross  Pressure-regulator. 

moves  in  a  small  chamber  in  the  top  cover  and,  owing  to  a  small  vent 
hole  made  in  this  cover,  the  upper  side  of  piston  E  is  subjected  only  to 
atmospheric  pressure. 

The  space  between  pistons  E  and  F  forms  the  controlling  chamber 
in  which  the  motion  of  the  balanced  valve  FG  is  regulated.  By  means  of 
small  pipes,  each  provided  with  a  gate-valve,  the  controlling  chamber  is 
connected  both  with  the  inlet  (high  pressure)  and  outlet  (low  pressure) 
sides  of  the  main  valve.  The  pressure  in  the  controlling  chamber  is 
regulated  by  a  small  pressure-reducing  valve  B  on  the  inlet  pipe,  and  a 
relief-valve  C  on  the  outlet  pipe. 

The  regulator  is  adjusted  by  turning  the  hand  wheels  of  valves  B 

and  C,  which  chungea  the  pressure  at  which  the  regulator  will  open  and 

•  Manufactured  by  the  Ross  Valve  Co.,  Troy,  N.  Y. 
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close.  They  are  usually  set  so  that  the  regulating  valve  B  will  close,  as 
nearly  as  possible,  at  the  same  pressure  which  causes  the  relief-valve  C 
to  open. 

Once  properly  adjusted,  the  Ross  valve  will  give  close  regulation  and 
will  work  well  for  a  long  time.  Five  16-in.  Ross  regulating  valves 
which  were  installed  by  the  East  Jersey  Water  Company  in  1892  are 
still  in  service.  This  valve  has  been  used  successfully  in  the  high- 
pressure  fire  systems  of  New  York  and  Brooklyn,  and  in  many  other 
cities. 

176.  The  Mueller  pressure-regulating  valve  •  (Fig.  132)  has  a  cast 
irun  body  which  is  divided  by  a  partition  wall  into  an  Inlet-  and  an  out- 


h'la.  132.  — Mueller  Prcwsure-rcjiulating  Valve. 

let-chamber.  A  circular  opening,  controlled  by  a  disc-valve,  is  provided 
in  the  partition  wall.  The  stem  of  this  valve  passes  through  a  stuffing- 
box  in  the  bonnet  of  the  body,  and  extends  to  a  pressure-plate  bearing 
against  a  phosphor-bronze  diaphragm,  which  is  placed  in  a  chamber  at- 
tached to  the  bonnet  by  means  of  four  steel  bolts. 

Two  steel  springs  are  placed  on  top  of  the  bonnet  and  bear  against  a 
yoke  which  is  connected  to  the  valve-stem  of  the  disc-valve.  The  height 
of  the  yoke  above  the  bonnet  can  be  adjusted  by  turning  a  nut  on  the 
valve-stem,  and  the  upward  pressure  exerted  by  the  springs  can  thus  be 
regulated.  By  means  of  a  small  pipe,  connected  to  the  inlet-chamber 
and  to  the  top  of  the  bonnet,  the  pressure  of  the  inlet  side  of  the  regula- 
tor is  communicated  to  the  top  of  the  diaphragm. 

*  Manufactured  by  H.  Mueller  Mfg.  Co.,  Decatur,  lU. 
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The  disc-valve  is  controlled  entirely  by  a  small  auxiliary  valve,  which 
is  placed  on  one  side  of  the  body  of  the  regulator.  This  valve  is  a  small 
pressure-regulator,  which  is  connected  to  the  inlet  side  of  the  large  regu- 
lator and,  also,  to  the  low-pressure  pipe.  The  main  valve  is  controlled 
entirely  by  the  auxiliary  valve,  which  closes  and  opens  the  main  valve  by 
admitting  initial  pressure  to,  and  releasing  it  from,  the  diaphragm- 
chamber,  according  to  the  demands  of  the  delivery  side. 

The  reduction  of  pressure  between  the  inlet  and  outlet  of  the  main 
regulator  depends  upon  the  height  to  which  the  main  valve  is  raised  from 


FiQ.  133.  —  Union  PreBHUre-regulator. 

its  seat.     This  height  is  regidated  by  varying  the  pressure  exerted  by  the 
springs. 

The  diaphragm-chamber  is  connected  to  the  full  size  low-pressure 
main,  a  short  distance  from  the  valve,  by  a  pipe  having  the  same  size  ai 
the  outlet  connection  of  the  auxiliary  valve. 

177.  The  Union  pressure-regulator*  (Fig.  133)  is  controlled  by  the 
pressure  of  the  water  at  the  outlet  side  of  the  valve,  acting  under  a 
diaphragm.  A  lever  and  weight,  acting  on  the  upper  side  of  the  dia- 
phragm, balance  the  pressure  on  its  under  aide,  when  the  desired  point  is 
reached.  An  interior  conical  valve  with  four  ports,  which  connect  the 
inlet  with  the  outlet,  is  rotated  by  means  of  the  lever-arm  which  is  at- 
tached to  its  stem.  The  ports  are  opened  or  closed  as  the  pressure  on 
the  diaphragm  diminishes  or  increases.  The  regulator  is  adjusted  for 
various  pressures  by  varying  the  weight  on  the  lever.  The  more  weight 
is  added,  the  greater  will  be  the  pressure  on  the  outlet  side.  A  vent  on 
the  upper  side  of  the  diaphragm  insures  its  operating  only  against  at- 
mospheric pressure.  The  water  acting  on  the  bottom  of  the  piston  tends 
to  close  the  regulator.  The  opening  of  the  main  valve  is  controlled  by 
the  weights  at  the  end  of  the  lever, 

•  Manufactured  by  the  Union  Water  Meter  Co.,  Worcenter,  Moaa. 
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178.  Foster  Pressure-regulator*  (Fig.  134). — In  this  regulator, 
the  pressure  which  causes  the  main  valve  to  open  is  produced  by  a  spring, 
placed  in  a  chamber  above  a  piston  follower,  and  brought  to  the  desired 
amount  of  pressure  by  means  of  an  adjusting  screw.  By  turning  this 
screw  to  the  right  or  the  left,  the  distance  of  the  main  valve  from  its 
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Fig.  134.  —  Foster  Prpssure-regulator. 

scat  —  and  consequently  the  area  through  which  the  water  can  flow  — 
is  regulated.  A  vent-hole  in  the  spring  chamber  insures  that  the  top 
of  the  piston  is  only  subjected  to  atmospheric  pressure  and,  also,  serves 
as  a  tell-tale,  when  the  packing  needs  renewal.  At  the  outlet  opening 
of  the  regulator,  there  is  a  port  which  admits  the  water  under  the  piston. 
If  the  pressure  of  the  water  is  greater  than  the  pressure  of  the  spring, 
it  will  force  the  piston  upwards  and  close  the  main  valve  partly  or 
entirely.  The  regulator  maintains  a  constant  delivery  pressure  regard- 
less of  any  variation  in  the  initial  or  supply  pressure  at  the  inlet  side. 

The  main  valve  is  provided  with  a  soft  disc,  which  is  easily  renewed. 
The  regulator  is  made  in  sizes  of  J  to  12  ins.  For  larger  sizes  up  to 
20  ins,,  the  regulator  is  constructed  as  shown  in  Fig.  135. 

179.  Golden-Anderson  Pressure-regulator t  (Fig.  136). —  The  body 
is  made  of  cast  iron  and  the  upper  portion  is  lined  with  bronze.     The 

•  Manufactured  by  the  Foster  Engineering  Co.,  Newark,  N.J. 

t  Manufactured  by  ibu  Goldcn-.\ndersoD  Valve  Specialty  Co.,  Pittsburgh,  Fa. 
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piston  valve  B,  which  is  of  bronze,  is  fitted  with  rubber  or  leather  cups 
and  discs,  in  order  to  prevent  the  metal  parts  from  coming  in  contact, 
when  the  valve  is  opened  or  closed. 

The  valve  is  operated  by  hand,  or  by  electricity,  by  means  of  the 
auxiliary  valve  K.    When  this  valve  is  opened,  the  water  is  admitted, 


Fia.  135. — Foster  Pressure-regulator  for  LarKc  Mains. 

through  the  ports  L  and  M,  on  top  of  piston-valve  B,  which  is  forced 
down  to  its  lower  seat,  aa  the  area  of  the  top  of  this  valve  is  larger  than 
that  of  its  bottom  area,  and  the  valve  is  thus  closed.  When  the  valve 
is  to  be  opened,  the  auxiliary  valve  K  is  closed.  This  permits  the  water 
on  top  of  the  piston-valve  B  to  flow  out  through  porta  M  and  N,  as  the 
pressure  under  the  piston-valve  forces  it  to  its  upper  seat. 

For  fire  service,  the  valve  is  arranged  so  that  it  can  be  operated  by 
hand,  or  by  electricity  from  a  distance.  When  the  valve  is  operated 
electrically,  the  current  is  turned  into  the  electric  solenoid  E,  by  pressing 
a  push-button  or  throwing  a  switch  in  and  out  of  contact.  The  solenoid 
causes  a  cam  H  to  operate  the  valve-lever,  thus  opening  the  high-pressure 
valve,  allowing  the  water  to  flow  through  ports  L  and  M  on  top  of 
piston-valve,  which  is  thus  pushed  to  the  lower  seat.  In  order  to  open 
the  valve,  the  button  is  pressed  or  the  switch  is  thrown  in  and  out  of 
contact,  which  causes  the  cam  to  operate,  permitting  the  valve-lever  to 
return  to  its  regular  position. 

The  electric  solenoid  is  of  the  plain  m^piet  type,  of  heavy  and  sub- 
stantial construction,  and  can  be  fiunished  for  direct  or  alternating 
current  of  the  various  voltages.  There  is  no  waste  of  electric  current; 
also  no  possibility  of  the  solenoid's  burning  out,  so  that  economic  and 
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uninterrupted  service  is  assured  at  all  times.     The  valve  is  provided 
with  hand-stop-attachment  for  permanent  closure. 

180.  Golden-Anderson  Altitude  Valve  (Pig.  136a)  is  an  arrangement 
of  the  valve  described  above,  which  is  used,  in  connection  with  tanks, 
stand-pipes,  and  reservoirs.     It  b  opened  and  closed  automatically  by 


Fio.  136.  —  Golden-Anderson 

Preseure-regulnt  or. 


Fid.  136u.  —  Golden-Anderson  Valve 

for  Altitude  or  Fire  Service. 


the  water  pressure  from  the  reservoir  which  acts  throi^h  pipe  T  on 
diaphragm  R.  When  the  water  surface  in  the  reservoir  sinks  below  a 
desired  level,  the  pressure  on  top  of  diaphragm  ff  is  reduced,  and  the 
spring  beneath  it  moves  the  diaphragm,  and  the  spindle  K  attached  to 
it,  upwards,  thereby  permitting  the  water  above  the  piston-valve  fi  to 
escape,  as  the  water  from  the  supply  pipe  forces  valve  B  open.  This 
valve  can,  also,  be  arranged  to  close  and  open  electrically,  as  described 
above. 

For  fire  service,  the  valve  can  be  arranged  to  close  automatically  as 
the  pressure  is  increased,  regardless  of  the  height  of  water  in  the  reser- 
voir, BO  as  to  insure  immediately  an  increase  of  pressure  at  the  desired 
point,  without  waiting  until  the  reservoir  has  become  full.  In  this  case, 
the  valve  is  provided  with  two  diaphragms  acting  against  springs 
(Fig.  137),  one  of  them  being  connected  with  the  delivery  side  while  the 
other  is  connected  with  the  high-pressure  side. 
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180a.  Valve-boxes,  called  also  roadway-boxes,  are  placed  over  valves 
set  in  roadways  or  sidewalks,  to  protect  them,  and  to  make  them  acces- 
sible. 

Fig.  137  shows  a  common  type  of  valve-box  for  a  small  gate-valve.  It 
consists  of  three  castings:  a  base,  a  shaft,  which  may  be  made  of  different 
lengths,  as  required,  and  a  top  provided  with  a  cover.  The  top  and  shaft 
are  united  by  a  screw  joint,  which  makes  it  possible  to  adjust  the  top  of 
the  1k)x  to  the  street  level.  In  Fig.  137a,*  the  two  castings  forming  the 
valve-box  have  simply  a  telescopic  joint,  which  permits  the  moving  of 


Valve-boJiee. 

the  upper  section  up  or  down,  without  disturbing  the  lower  section. 
This  feature  is  advantageous  because  it  practically  eliminates  broken 
joints  from  the  crushing  down  of  the  box  by  road  rollers  or  other  heavy 
traffic,  and  also  allows  quick  readjustment,  in  event  of  frost  upheavals, 
or  changes  in  grade.  The  inside  and  outside  covers  lock  like  breech- 
blocks, as  lugs  wedge  under  the  shoulders  on  shoulders  on  the  inner  sur- 
*  The  valve-boxes  shown  in  Figs.  137a  and  137c  are  manufactured  by  the  S.  E.  T. 
Valve  and  Hydrant  Co.,  New  York. 
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face  of  the  box,  when  the  covers  are  turned.     Plug-covers  are  also  fre- 
quently used. 

The  gate-boxes  described  above,  which  are  suitable  for  valves  2  to  8 
ins,  in  diameter,  rest  on  the  tamped  refiUing  of  the  trench.     For  large 


'•-MANHOLE  COVOf 


MANHOLE  HEAD 


VALVE  BOX SMRT 


Fio.  1376. — Standard  Valve-bra,  New  York  City. 


Fig.  137c.  — Sectional  Valve-boice. 
valves  the  gate-box  may  consist  of  a  conical  casting,  provided  on  the  top 
and  the  bottom  with  a  flange,  and  surmounted  by  a  manhole-head  with  a 
cover.     (Fig.  1376.) 

Fig.  137c  shows  two  types  of  a  valve-box  with  an  adjustable  manhole- 
top  which  forms  a  very  good  housing  for  a  gate-valve,  etc.     It  is  made 
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cylindrical  or  rectangular,  and  consists  of  sections  of  cast  iron  which  are 
put  together  without  the  use  of  any  bolts.  The  cyUndrical  box  is  pro- 
vided with  an  adjustable  top,  which  has  a  range  of  5|  ins.  It  has  an 
inside  diameter  of  24  or  36  ins.  The  rectangular  box  has  inside  dimen- 
sions of  15  by  17  ins. 

The  adjustable  top  of  the  cylindrical  housing  —  which  ma,y  also  be 
placed  on  a  masonry  manhole  —  consists  of  a  frame  made  in  two  parts, 
the  upper  one  riding  on  the  lower  one.  It  is  provided  with  a  corrugated 
cover,  which  is  placed  in  the  upper  part.  The  lower  half  is  fitted  on  the 
inside  with  a  triple  set  of  inclined  planes,  the  upper  half  being  provided 
with  corresponding  planes  so  that  when  the  upper  half  is  placed  in  posi- 
tion, its  planes  ride  on  those  of  the  lower  half.  Rattling  or  dishing  out  of 
the  cover  is  prevented  by  a  deep  flange  on  the  under  side  of  the  cover 
which  extends  down  below  the  frame-!id.  The  upper  half  of  the  frame, 
in  which  the  cover  rests,  is  provided  with  a  rim,  4  ins.  wide.  This  pre- 
vents the  cover-frame  from  being  disturbed  by  sudden  shocks  from  heavy 
or  swift  trafRc.  In  ordinary  manhole-covers  the  width  of  rim  is  only 
from  1  to  1^  ins. 
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HYDRANTS 

181.  Hydrants,  connected  by  means  of  branch-pipes  with  the  water 
mains,  are  placed  at  convenient  points  in  the  streetB  of  a  city  or  town  — 
usually  at  the  street  comers  —  to  make  it  possible  to  draw  water  for 
extinguishing  fires,  and  for  street  sprinkling,  etc. 

Two  types  of  hydrants  are  in  use,  inz.:  ■postrhydrarUs  and  jhtth- 
hydrarUs.  The  former  project  2  or  3  ft.  above  the  side-walk,  while  the 
latter  are  placed  in  suitable  vaults  or  boxes  below  the  surface  of  the  side- 
walk or  of  the  roadway.  Post^hydrants  are  employed  almost  univer- 
sally  in  America,  on  account  of  the  ease  with  which  they  can  be  found, 
in  case  of  fire.  The  use  of  flush-hydrants  is  confined  to  a  few  large 
cities,  especially  for  congested  districts,  where  the  side-walks  must  be 
kept  unobstructed. 

In  order  to  furnish  an  ample  supply  of  water  for  extinguishing  fires, 
the  area  of  the  stand-pipe  of  a  hydrant,  called  the  barrel,  should  be 
about  20  to  40  per  cent  greater  than  the  areas  of  all  its  nozzles,  more 
allowance  being  made  for  large  hydrants  than  for  small  ones.  All  turns 
or  comers  in  the  barrel  must  be  rounded  off,  so  as  to  reduce  the  head  lost 
by  friction  to  a  minimum.  There  is  considerable  difference  in  hydrants 
in  this  respect.* 

182.  Valves.  —  Two  kinds  of  valves  for  controlling  the  flow  of 
water  into  the  hydrants-barrel  are  in  common  use,  viz.:  plug-valves  and 
gate-valves.  The  former  consists  generally  of  a  number  of  leather 
discs,  attached  to  the  valve-rod  at  its  lower  end,  and  kept  in  place  by 
nuts  and  washers;  or,  it  may  be  a  conical  metal  valve,  which  is  faced  in 
some  designs  with  leather  or  rubber.  This  valve  is  so  placed  that  it  is 
forced,  when  closed,  against  its  seat,  by  the  pressure  in  the  main,  and  it 
is  called,  therefore,  a  compression-valve.  The  other  kind  of  hydrant- 
valve  consists  of  some  type  of  gate,  bearing  against  a  faced-seat,  and 
moved  up  and  down  vertically  by  its  rod  or  stem. 

The  valve-stem  passes  throi^h  a  stuffii^-box,  made  either  of  bronze 
or  lined  with  bronze,  which  is  provided  in  the  top  of  the  hydrant,  and 
ends  in  a  five-sided  nut  which  can  be  turned  to  open  or  close  the  main 
valve  by  means  of  a  special  wrench,  made  to  fit  the  nut.    An  arrow 

•  "Experiments  on  Hydrants,"  by  Chules  L.  Newcomb  in  Tisoe.  Am.  Soc.  M.  E., 
1899,  XX,  p.  494. 
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should  be  cast  on  the  top  of  the  hydrant,  to  indicate  which  way  to  turn 
the  nut  in  order  to  open  the  hydrant.  The  stem  is  usually  made  of 
wrought  iron  or  steel,  and  is  covered  at  its  upper  end  by  a  bronze  sleeve 
of  sufficient  length. 

163.  DTip-vdhres.  —  When  the  valve  of  a  hydrant  ia  closed,  after 
the  hydrant  has  been  in  service,  the  barrel  remains  full  of  water,  and 
must  be  drained,  especially  in  winter,  to  prevent  the  water  in  the  barrel 
from  freezing  and  rupturii^  the  barrel.  All  hydrants  are  provided  for 
this  purpose  with  a  drip-  or  loaste-valve.  In  sandy  and  gravelly  soil,  the 
waste  water  is  usually  discharged  into  the  ground,  which  quickly  drains 
the  hydrant.  This  cannot,  however,  be  done  when  the  soil  consists  of 
clay.  In  this  case,  the  waste  water  must  either  be  discharged  through  a 
drain-pipe  into  some  nearby  sewer;  or  enough  broken  stone  must  be 
piled  around  the  bottom  of  the  hydrant,  to  provide  sufficient  void  space 
between  the  stones  for  draining  the  hydrant.  If  the  bottom  of  the  hy- 
drant should  be  below  the  level  of  the  ground  water,  the  barrel  will  have 
to  be  pumped  out  after  being  used.  A  frost^^sasing  is  often  placed 
around  the  lower  part  of  the  hydrant  barrel,  as  an  extra  protection  in 
winter,  but  has  been  found  to  be  of  little  advantage. 

184.  Nozzles.  —  Hydrants  are  made  with  one  to  four  nozzles,  which 
have  usually  inner  diameters  of  either  2J  ins.  to  fit  the  standard  fire-hose 
of  this  size,  or  of  4J  Ins.,  for  the  4-in.  suction  hose  of  steam  fire-engines. 

186.  The  nozzles  are  generally  closed  by  screwing  on  caps  which  are 
fastened  to  the  barrel  by  chains,  to  prevent  their  being  mislaid.  In 
hydrants  subjected  to  great  pressure,  however,  a  special  stop-gate  is  pro- 
vided for  each  nozzle. 

186.  Setting  of  Hydrants.  —  The  hydrant  is  placed  on  a  flat  stone 
or  block  of  concrete,  and  is  usually  connected  with  the  street  main  by  a 
4-in.  or  6-in.  branch-pipe,  according  to  the  number  of  nozzles  that  are 
to  be  auppUed.  A  gate-valve,  protected  by  a  suitable  gate-box,  should 
be  placed  on  the  branch-pipe,  for  sbuttii^  off  the  water  from  the  hydrant, 
when  repairs  are  required. 

187.  Standardizing  Hydrants.  —  It  is  important  to  standardize 
hydrants  as  much  as  possible.  Fire  companies  which  have  been  brought 
from  neighboring  towns,  to  assist  in  putting  out  a  great  conflagration, 
have  sometimes  been  unable  to  render  assistance,  because  they  could 
not  couple  their  hose  to  the  fire  nozzles,  on  account  of  a  difference  in  the 
pitch  of  the  thread.  For  some  time,  committees  of  the  leading  water 
works  associations  of  America  have  been  occupied  in  drawing  up  stand- 
ard specifications  of  hydrants.  At  the  Annual  Ck)nvention  of  the  Ameri- 
can Water  Works  Association,  held  in  1916,  the  standard  specifications 
for  hydrants,  ^iven  in  the  Appendix,  were  adopted. 
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Large  cities  have  generally  standard  hydrants  of  their  own,  but  the 
majority  of  water  works  are  supplied  with  hydrants  by  manufacturers 
who  have  made  a  specialty  of  such  appurtenances.  In  order  to  illus- 
trate the  details  that  enter  into  the  construction  of  hydrants,  we  give 
below  descriptions  of  some  of  the  leading  hydrants  which  are  now  in  the 
market  in  America.  Good  hydrants,  not  described  in  this  book,  are  also 
made  by:  The  Kennedy  Valve  Mfg.  Co.,  Elraira,  N.  Y.;  Pratt  &  Cady, 
Hartford,  Conn. ;  The  Bourbon  Copper  and  Brass  Works  Co.,  Cincin- 
nati, Ohio,  etc. 

188.  The  Mathews  fire  hydrant"  (Fig.  138)  consists  of  a  cast  iron 
stand-pipe,  curved  base,  and  hydrant  head,  in  which  the  working  parts 
are  placed.  The  stand-pipe  is  provided  with  a  screw-thread  at  its  lower 
end,  and  is  screwed  into  the  hydrant  base.  An  outside  casing,  the  upper 
end  of  which  makes  a  telescopic  joint  with  the  body  or  post  of  the  hydrant, 
adds  finish  and  strength  to  the  hydrant,  and  provides  an  air  space  around 
the  stand-pipe,  which  prevents  the  formation  of  ice  in  the  hydrant. 
This  case  has  an  end  play,  or  vertical  motion,  of  several  inches,  inde- 
pendently of  the  hydrant  proper,  and  accommodates  itself  to  the  up- 
heaval of  the  ground  by  frost,  thus  preventing  the  heaving  and  breaking 
of  the  hydrant  or  foot  bend. 

The  shding  case  has  another  advantage.  It  makes  it  possible  to  un- 
screw the  stand-pipe  from  its  foot-piece,  and  to  raise  it,  with  the  working 
parts  it  encloses,  to  the  surface  of  the  street,  leaving  the  outer  casii^ 
behind,  to  keep  the  earth  around  the  hydrant  in  place. 

The  main  valve  is  of  the  compression  type.  It  is  of  leather  and  is 
turned  to  a  conical  shape,  to  fit  the  beveled  valve-seat.  This  valve  opens 
downward,  and  the  water  pressure  helps,  therefore,  in  closing  the  valve 
and  holding  it  in  place.  If  the  hydrant  should  be  broken,  the  streets 
will  not  be  flooded,  as  the  main  valve  will  remain  closed. 

The  main  valve  is  attached  to  a  rod  or  spindle,  which  has  a  screw- 
thread,  cut  at  its  upper  end.  This  rod  passes  through  a  stufBng-box, 
and  its  screw-end  engages  with  a  revolving  pentagonal  nut  at  the  top  of 
the  hydrant.  By  turning  this  nut  to  the  right,  the  main  valve  ia  opened, 
and  by  reversing  the  motion,  it  is  closed. 

The  drip-valve  is  attached  to  the  rod  of  the  main  valve,  and  acta, 
therefore,  automatically,  closing  when  the  main  valve  is  opened,  and 
vice  versa.  The  guides  of  the  drip-valve  are  closely  fitted  to  grooves 
in  the  lower  end  of  the  stand-pipe.  This  prevents  trembUng  or  vibra- 
tion, in  opening  or  closing  the  hydrant  under  pressure,  the  rod  and  main 
valve  being  held  rigidly  to  the  center  of  the  hydrant. 

The  hydrant  is  screwed  tight  into  its  base  by  the  manufacturers. 
•  Manufactured  by  R.  D.  Wood  &  Co.,  Philadelphia,  Pa. 
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When  it  is  to  be  taken  up  for  repairs,  a  chain  or  stout  rope  is  placed 
around  the  body  of  the  hydrant,  immediately  below  the  nozzle,  through 
which  a  couple  of  levers,  6  or  8  ft.  long,  are  passed.  Two  men  can  usu- 
ally unscrew  the  hydrant  from  its  base  by  means  of  the  levers  and  take 
it  up.    The  hydrant  can  then  be  easily  repaired,  if  necessary. 


Fia.  138.  —  Mathews  Hydrant.  Fio.  139.  —  Mathews  Double-v^ve 

Hydrant. 

189.  Mathews  double-valTe  fire  hydrant  (Fig.  139)  provides  double 
security  against  breakage,  by  the  use  of  two  main  valves,  one  above 
the  other.  The  lower  valve  acts  as  an  auxiliary  to  the  upper  valve, 
and  makes  it  possible  to  take  up  the  hydrant,  without  shutting  off  the 
water.  The  lower  valve  is  held  tight  gainst  its  seat  by  the  water 
pressure  and  a  spring.  When  the  upper  valve  is  lowered  to  open  the 
hydrant,  it  forces  the  lower  valve,  also,  down. 
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When  required,  each  of  the  nozzles  of  this  hydrant  is  provided  with  an 
independent  cut-off  valve. 

190.  The  Eddy  fire  hydrant*  (Fig.  140)  has  a  conical,  rubber- 
faced  valve,  which  is  raised  or  lowered  by  turning  a  screw-threaded 
bronze  valve-stem.    This  stem  passes  at  the  top  of  the  hydrant  through 


Via.  140.— Eddy  Fire  Hydrant. 

a  stufHng-box,  and  screws  at  the  bottom  of  the  hydrant  barrel  into  a  nut 
in  a  post.  The  valve  is  drawn  to  its  seat  by  tlie  screw-end  of  the  stem 
and  remains  closed,  even  if  the  barrel  of  the  hydrant  should  be  broken. 
The  valve  has  below  its  conical  part  a  straight  cylinder  piece,  which 
enteiB  the  valve  opening  and  shuts  off  the  water  gradually,  so  that  only 
•  Manufactured  by  the  Eddy  Valve  Co.,  Waterford,  N.  Y. 
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a  trifling  flow  remaiiiB,  when  the  valve  reaches  its  seat.  This  arrange- 
ment prevents  water-hammer.  The  rubber-face  is  attached  to  the 
valve,  BO  that  it  can  easily  be  replaced  and  the  valve,  being  free  to 
revolve  on  its  stem,  adjuate  itself  readily  to  its  seat. 

The  hydrant  barrel  is  enlarged  at  the  valve-seat,  so  as  to  provide  an 
ample  water  passage  around  the  valve.  The  manufacturers  state  that 
experiments  with  pressure  gauges  have  shown  that  there  is  only  a  loss 
of  less  than  two  per  cent  of  pressure  between  the  inlet  and  nozzle  of  the 
hydrant. 

A  drip-plug,  placed  at  the  aide  of  the  vaJve-seat,  drains  the  hydrant 
barrel  through  apertures  at  the  side  of  the  cup.  The  outflow  from  the 
cup  is  controlled  by  a  solid,  tapering  rubber  drip-pluf;,  which  is  screwed 
to  the  end  of  the  drip-rod  and  further  held  in  place  by  a  brass  nut.  This 
rod  with  the  drip-plug  is  raised  or  lowered  by  a  small  drip-lever,  pivoted 
to  a  post  in  the  drip-support  near  the  top  of  the  hydrant.  The  lever  has 
a  forked  end  which  moves  the  drip-rod,  and  its  other  end  engages  with 
the  bronze  covered  valve-stem  on  which  a  groove  and  a  collar  are  pro- 
vided. When  the  valve  is  closed,  the  drip-cup  is  wide  open,  and  one  end 
of  the  lever  is  in  the  groove  on  the  stem.  As  the  valve  is  being  raised, 
the  end  of  the  drip-lever  at  the  stem  is  shoved  upwards  and  the  cup  is 
closed.  When  the  valve  is  shut  down,  the  collar  on  its  stem  forces  down 
the  end  of  the  drip-lever  and  thus  raises  the  drip-rod  and  plug,  and  opens 
the  apertures  in  the  cup.  Leas  than  one  revolution  of  the  valve-stem 
suffices  to  open  or  close  the  openings  in  the  drip-cup.  The  drip  arrange- 
ment is,  therefore,  controlled  automatically  and  positively.  The  drip- 
plug  and  rod  can  be  removed,  while  the  pressure  is  on  the  valve,  and  can 
be  adjusted  from  the  top,  without  being  taken  out  of  the  barrel. 

As  the  valve-stem  rises  or  lowers  with  the  valve,  its  upper  end  serves 
as  an  indicator  to  show  the  position  of  the  valve.  The  hydrant  is 
thoroughly  bronze-mounted  and  its  working  parts  can  be  easily  removed 
from  the  barrel,  if  it  should  be  desired  to  make  the  hydrant  serve  as  a 
blow-off  for  flushing  the  water  main. 

191.  The  Ludlow  Slide-gate  Fire  Hydrant*  (F^.  141).  —  The  gate 
is  made  of  cast  iron  and  is  faced  with  a  heavy,  solid,  rubber  gasket,  which 
is  held  in  the  gate  by  a  bronze  plate.  The  seat-ring,  against  which  the 
gate  closes,  is  made  of  bronze.  On  the  back  of  the  gate,  there  is  an  in- 
cline with  chilled  face  on  which  a  solid  bronze  wedge-nut  moves,  in  open- 
ing and  closing  the  gate.  The  gate-stem  passes  through  two  guide  holes 
in  the  back  of  the  gate,  and  screws  through  the  bronze  wedge-nut.  A 
bronze  sleeve  passes  through  a  stuffing-box,  at  the  top  of  the  hydrant, 
and  the  stem  is  held  at  the  bottom  in  a  bronze  drip-cup.  A  collar  on 
*  Manufactured  by  the  Ludlow  Mtg.  Co.,  Troy,  N.  Y. 
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the  sleeve,  just  below  the  hydrant-cover,  prevents  the  stem  from  rising, 
as  it  is  turned.  The  upper  part  of  the  stem  is  made  of  wrought  iron, 
but  the  lower,  threaded  part  is  made  of  bronze.  The  sleeve  which 
passes  through  the  stuffing-box  is  also  of  bronze. 

When  the  hydrant  is  being  shut  off  by  revolving  the  gate-stem  in  the 
proper  direction,  the  gate  moves  downward  until  it  strikes  a  stop  at  the 


A  —  Barrel  or 

Stand  Kpe. 

B  — Bottom. 

C  —  Stem. 

D  —  FoUower  or 

Dome  Bolts. 


O  —  Gfttn  Bubbw. 
P  —  Nozzle  Cap. 
(i  —  Bronze  NoBili'. 
It  —  Bronze  Screwed 

End  Drip  Piece. 


G  —  Bronze  Wedge 

Nut. 
H  —  Bronze  Sleeve. 
I  —  Packing  Plate. 


—  Dome  or  Cover. 

—  Top  Nut. 

—  Gate. 

—  Bronze  Seat 

Ring. 


T  —  Drip  Rubber. 

V  —  Bronze  Drip  Nut. 
■N'  —  Bronze  Drip  Cup. 
\V  —  Bronze  Drip  Bolt. 
X  —  Bronze  Gate  Plate. 

Y  ^  Bronze  Gate  Plalc 

Nut. 
Z  —  Flange  Bolts. 


Fia.  141.  —  Ludlow  Slide-gate  Hydrant. 

Ijottom  of  the  projection  in  the  back  of  the  hydrant  barrel,  which  airestt* 
the  travel  of  the  gate.  The  wedge-nut  continues  its  downward  travel, 
and  presses  against  the  incline  on  the  back  of  the  gate,  which  is  in  this 
manner  wedged  firmly  against  the  seat.  All  grinding  against  the  bronze 
seat-ring  is  prevented  by  projections  at  the  top  and  bottom  of  the  face 
of  the  gate, 

A  rubber-faced  bronze  drip-valve  screws  to  the  end  of  the  gate-stem. 
It  moves  in  a  corrugated  bronze  drip-cup,  which  is  set  in  the  bottom  of 
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the  hydrant.  The  drip-valve  does  not  open  until  the  gate  is  closed,  and 
it  closes  before  the  gate  is  released  from  its  seat.  This  drip  is  located 
in  the  extreme  bottom  of  the  hydrant,  and  drains  the  entire  stand-pipe. 
The  drip-valve  never  leaves  its  cup  and  cannot  become  clogged,  as  it 
revolves  with  every  motion  of  the  stem. 

This  hydrant  is  also  provided  with  a  gate-locking  device,  which  locks 
the  gate  after  it  is  seated  and  the  drip-valve  is 
open.  This  device  prevents  flooding  of  the  street, 
in  case  the  stand-pipe  or  barrel  is  broken,  and  also 
holds  the  gate  tight  against  its  seat,  when  it  is 
necessary  to  remove  the  packing-plate.  All  the 
bearings  of  the  hydrant  are  fully  bronze  mounted. 
The  stem  with  the  gate,  drip-valve,  etc.,  can  easily 
be  taken  out  of  the  hydrant  by  removing  the 
dome  and  packing  plate. 

192.  The  Ludlow  fire  hydrant  with  balanced 
valve  (Fig.  142)  is  made  by  the  same  company 
that  manufactures  the  hydrant  described  above. 
This  improved  hydrant  has  at  the  bottom  a  double 
poppet-valve,  to  control  the  inlet  opening.  The 
balanced  valve  permits  the  operating  of  the  fire 
hydrant  with  the  greatest  possible  ease  under 
high  or  low  pressure.  All  the  inside  working  parts 
can  be  removed  without  disturbing  the  hydrant 
barrel. 

193.  The  Chapman  post  fire  hydrants  *  ( Fig. 
143)  has  a  sliding  gate  or  plug,  which  shuts  oiT 
the  water  gradually  from  the  main,  thus  prevent- 
ing all  water-hammer.  The  gate  is  faced  with  a 
heavy  renewable  seat-ring  of  special  rubber,  which 
is  held  in  place  by  a  plate  and  nut.     When  the 

gate  is  closed,  its  rubber  face  bears  against  a  Fig.  1*2.  —  Ludlow 
bronze  seat-ring  in  the  hydrant  body.  The  gate  "^^?^'  ^^^  ^^' 
is  guided  in  its  movement  by  ribs  cast  on  the      *"  ^'^' 

body  of  the  hydrant,  which  eng^e  with  grooves  in  the  gate. 

The  gate  is  operated  from  the  top  of  the  hydrant  post,  by  means  of  an 
iron  rod,  provided  at  the  top  with  a  bronze  nut,  and  extended  by  a 
threaded  bronze  spindle  that  works  in  a  solid  bronze  wedge-nut  at  the 
back  of  the  gate.  A  collar  on  the  gate-stem  at  the  stuffing-box  in  the 
cap  of  the  hydrant  prevents  the  stem  from  moving  vertically.  In  closing 
the  hydrant,  the  action  of  the  spindle  forces  the  gate  downward  until  it 
•  Manufactured  by  tho  Chapman  Valve  Mfg.  Co.,  Indian  Orchard,  Mass. 
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comes  in  contact  with  a  atop  in  the  bottom  of  the  hydrant  body.  As  the 
turning  of  the  gate-stem  ia  continued,  the  bronze  wedge-nut,  acting  on 
the  inclined  surface  on  the  back  of  the  hydrant  body,  forces  the  gate 
horizontally  and  squarely  against  its  seat.  In  opening  the  hydrant,  the 
wedge-nut  is  released  first,  and  the  gate  is  forced  clear  of  ite  seat,  and  is 
held  thus  during  its  movement.  At  no  time,  during  the  opening  or 
closing,  is  there  any  frictional  contact  between  the  gate  and  its  seat,  all 


Fig.  143.  —  Chapman  Poet  Fire  Hydrant  with  Removable  Rubbcr-facod  Plug. 

wear  of  the  rubber-face  being  thus  avoided.  The  water  pass^es  around 
the  gate  are  made  ample  so  that  the  loss  of  pressure  in  the  hydrant  is 
reduced  to  a  minimum. 

The  drip-outlet,  which  is  bushed  with  bronze,  is  located  in  the  side  of 
the  hydrant-body  on  the  level  of  the  water  in  the  main.  It  is  controlled 
automatically  by  the  motion  of  the  hydrant  gate.  When  the  latter  is 
closed,  the  drip-outlet  is  open.  The  moment  the  gate  begins  to  rise,  its 
drip-outlet  is  sealed  and  remains  thus  until  the  gate  is  closed  again. 
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The  nozzles  are  of  bronze  with  male  hose-threads,  and  have  iron  nozzle 
caps  and  chains.  The  stuffing-box  of  the  gate-stem  is  of  bronze  with 
screw  packing-nut,  placed  in  the  top  of  the  poat^  and  protected  by  the 
post  or  hydrant  cap,  which  is  held  in  place  by  two  bronze  tap-bolts. 

The  hydrants  are  furnished  with  bell,  flange  or  screw-ends,  and  with 
or  without  post  eaves,  as  may  be  desired. 


R  —  Brass  Gate  or  Seat  Ring. 
S  —  Hydrant  Bottom. 
T  —  Operating  Rod. 
U  —  Hydrant  Standpipe. 

V  — NoMteCap. 

W  — Brass  Nozde  (threaded). 
X  —  Deflector. 

Y  — Hydrant  Head. 
Z  —  Hydrant  Sleeve. 
AA  —  Noiile  Cap  Nut. 
BB  — Operating  Nut. 
CC  — Brass  Follower. 
DD  —  Brass  Stuffing  Box. 
EE  —  Deflector  Bolt. 

FF  —  Sleeve  Set  Screw. 


Fia.  144.  —  Corey  Hydrant. 

194.  The  Corey  bydrant*  (Fig.  144)  consists  of  a  cast  iron  stand- 
pipe,  bottom,  and  head,  enclosing  the  interior  working  parts.  The 
diameter  of  the  stand-pipe  is  made  extra  large,  in  order  to  reduce  the 
loss  of  pressure  by  friction  to  a  minimum.  The  shape  of  the  hydrant 
bottom  gives  an  anchor^e  in  the  ground  below  the  frost-line  that  holds 
it  securely,  and  makes  heaving  by  frost  impossible.  No  frost  casing  is, 
therefore,  required. 

The  special  feature  of  this  hydrant  is  the  main  valve,  which  is  moved 
horizontally  to  one  side  of  the  hydrant,  when  it  is  opened,  thus  giving  a 
*  ManuTactured  by  the  Rensselaer  Valve  Co.,  Troy,  N.  Y. 
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wide  passage  for  the  water,  A  deflector,  bolted  to  the  hydrant-head, 
turns  the  stream  of  water  by  easy  corves  into  the  nozzles. 

By  the  arrangement  described  above,  the  hydrant  delivers  a  soHd 
stream  of  watei',  equal  to  the  full  size  of  the  valve  opening,  with  a  mini- 
mum loss  by  friction.  The  valve  consists  of  an  iron  casting,  upon  which 
a  strong,  specially  prepared  rubber  ring  is  attached,  by  means  of  a  bolt, 
washer,  and  nut.  This  rubber  washer  can  be  easily  removed  and  re- 
placed. Four  cast  iron,  braas  mounted  arms  are  attached  at  one  end  to 
the  valve  and  at  the  other  to  stem-nuts,  which  are  moved  up  and  down 
on  a  double  threaded  stem  of  hot  rolled  Tobin  bronze,  when  the  operating 
nut  at  the  upper  end  of  the  stem  is  turned.  The  arms  hold  the  valve 
in  position,  when  closed,  by  the  half-ball  ends  of  the  arms,  runnii^  in 
grooves  in  the  back  of  the  hydrant,  and  they  form  four  strong,  solid 
braces  between  the  back  of  the  hydrant  and  the  valve.  The  only  stresses 
coming  on  the  threaded  spindle  are  those  caused  by  moving  the  half -ball 
parts  of  the  arms  up  and  down  in  their  grooves,  and  holding  them  in 
position.  The  knuckle-joint  formed  by  each  pair  of  opposite  arms  gives 
great  power  at  the  opening  or  closing  of  the  main  valve,  and  increasing 
speed  as  the  valve  is  moved  from  its  seat  towards  the  side  of  the  barrel, 
and  diminishing  speed  as  the  valve  is  returned  to  its  seat.  The  first 
turn  of  the  spindle,  when  the  main  valve  is  wide  open,  moves  the  valve 
two  inches,  while,  at  the  time  of  closing,  each  turn  of  the  spindle  scarcely 
moves  the  valve  ^  in.  This  arrangement  reduces  the  danger  of  water- 
hammer  to  a  minimum.  The  valve  is  closed  very  tight,  with  slight 
application  of  power,  by  means  of  the  operating-lever. 

The  rubber  drip-valve  is  located  below  the  bottom  of  the  connect- 
ing pipe,  and  drains  the  main  hydrant  bottom  through  a  perforated 
drip-barrel,  having  a  sufficient  niunber  of  holes  at  the  proper  point  for 
perfect  drainage. 

The  drip-cup  is  fastened  to  a  cylindrical  sleeve-nut  into  which  the 
lower  end  of  the  spindle  screws.  As  the  spindle  is  turned  to  the  right 
or  the  left,  the  sleeve-nut  with  the  drip-valve  is  moved  up  or  down  in  its 
barrel,  the  water  pressure  forcing  the  cup  against  the  side  of  the  barrel, 
thus  ensuring  water-ti^tness.  When  the  drip-cup  has  been  raised  to 
the  proper  level,  the  hydrant  is  drained  through  the  perforation  in  the 
drip-barrel.  As  soon  as  the  cup  is  lowered  sufficiently  to  cover  the  per- 
forations, the  drainage  is  stopped. 

All  of  the  working  parts  of  the  hydrant  can  be  easily  removed  through 
the  top  of  the  hydrant,  when  the  head  has  been  taken  off.  In  case  the 
stand-pipe  should  be  broken  off  by  some  accident,  the  valve  will  still 
remain  tight,  as  it  is  braced  by  the  four  arms  against  its  seat. 

The  Corey  hydrant  is  furnished,  when  desired,  with  independent 
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hose-nozzle  gates  {Figs.  145  and  145a),  placed  inside  or  outside  of  the 
hydrant.  This  arrangement  makes  it  possible  to  keep  one  or  more 
lines  of  hose  constantly  attached  to  the  hydrant  for  quick  service  at 
factories,  etc. 

196.  The  Smith  standard  fire  hydrant*  (Fig.  146)  is  of  the  com- 
pression type.  It  consists  of  a  cast  iron  stand-pipe  of  large  diameter, 
which  is  bolted  to  the  shoe  and  covered  by  a  cast  iron  bonnet.  The 
principal  working  parts  are  of  bronze.  All  of  the  inner  parts  of  the 
hydrant  can  be  taken  out,  by  means  of  special  wrenches,  through  the 
top  of  the  hydrant,  when  the  bonnet  has  been  removed. 

The  main  valve  consists  of  a  bronze  upper  plate  and  a  cast  iron  lower 
plate,  between  which  leather  packing-rings  are  placed.     The  upper  plate 


Fio.    145.— Corey  Hy-         Fio.  145a. —  Corey  Hy-         Fiu.  146,— SmithLow- 
drant  wilh  Independent  drani  with  Independent  pressure  Hydrant. 

Gates  for  Hoee-ooiEles.  Gates  for  Hoee-nozzles. 

is  provided  with  splines  (guides)  which  move  in  grooves  in  the  valve 
seat,  thus  preventing  all  lateral  motion  or  vibration  of  the  valve,  even 
when  the  pressure  is  as  high  as  100  lbs.  per  square  inch.  The  rod  of  the 
main  valve  is  of  steel,  but  is  bushed  with  bronze  where  it  passes  through 
the  packing-box.  This  rod  is  attached  at  the  bottom  to  the  main  valve, 
by  means  of  nuts,  and  is  operated  by  a  pentagonal  bronze  nut  at  the  top. 
In  opening,  the  main  valve  moves  downward  until  it  reaches  a  post,  cast 
in  the  bottom  of  the  shoe.  As  the  valve  closes  with  the  pressure,  it  shuts 
•  Manufactured  by  the  A.  P.  Smith  Mfg.  Co.,  East  Orange,  N.  J. 
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off  the  water  automatically,  in  case  the  stand-pipe  is  broken,  a  pressure 
of  5  lbs.  per  square  inch  being  sufficient  for  thie  purpose. 

The  drip-hole,  which  is  lined  with  lead,  is  placed  low  enough  to  drain 
the  hydrant  barrel  completely.  The  bronze  drip-cup  is  operated  by  a 
drip-rod,  consisting  of  a  wroughtr-iron  pipe 
which  is  attached  to  the  main  valve  rod  by  a 
cross-bar,  held  in  place  by  a  set-screw.  The 
drip-rod  moves,  therefore,  always  with  the 
main  rod,  opening  the  drip-cup  when  the 
main  valve  is  closed,  and  vice  versa.  Perfect 
drainage  is  thus  obtained. 

196.  The  Smith  high-pressure  hydrant* 
(Fig.  147)  is  of  similar  construction  as  the 
Standard  kydravi,  but  is  made  stronger  in  all 
of  its  parts  and  has  a  larger  diameter.  In 
this  hydrant  each  nozzle  is  provided  with  a 
special  sliding  gate. 

197.  The  Coffin  compression  fire  hy- 
drant t  (Fig.  148)  is  very  simple  in  construc- 
tion. The  valve,  which  is  either  leather  or 
rubber-faced,  is  raised  vertically  from  its  seat 
at  the  bottom  of  the  hydrant  by  revolv- 
ing a  square  or  pentagon  nut  at  the  top  of 
the  hydrant,  into  which  the  valve-stem  works. 
The  valve  closes  with  the  pressure,  thus  avoid- 
ing water-ram.  No  frost-case  is  required,  as 
waste-holes  near  the  bottom  of  the  hydrant 
drain  the  barrel,  when  the  valve  is  closed. 
When  the  valve  is  opened,  the  drain-holes 
are  closed  by  a  leather  strip  fastened  as 
shown  in  Fig.  148.  The  dome  of  the  hydrant 
can  be  readily  removed  without  disturbing 

Fig.  147. -South High-      jjj^  gtuffing-box  packing,  and  the  valve  with 
prcHBure  Hydrant.  .  *  *^         .         i  .u       i 

its  stem  and  the  waste-valves  can  then  be 
easily  pulled  out  of  the  barrel. 

Each  standard  hydrant  is  provided  with  two  2J-in.  and  one  steamer 
nozzle,  i\  ins.  in  diameter,  which  are  screwed  in  and  then  pinned.  The 
operating  parts  are  of  solid  bronze,  and  provision  is  made  for  oiling 
the  screws.  The  stand-pipes  are  large,  and  the  hydrant  has  no  pockets 
where  mud,  etc.,  can  lodge. 

*  Manufa<^turfd  by  the  A.  P.  Smith  Mfg.  Co.,  Eaat  Orange,  N,  J. 
t  Manufactured  by  the  Coffin  Valve  Co.,  Boston,  Mass. 
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The  hydrant  ie  drained  from  two  opposite  sides,  to  prevent  its  being 
undermined.  The  drainage  valves  are  operated  by  the  valve-stem,  so  as 
to  close  the  drainage  openings  when  the  valve  is  open  and  to  open 
them  when  the  valve  is  closed. 


Fia,  148.  —  Coffin  Fire  Hydraat. 

198.  The  Holyoke  hydrant*  (Fig.  149)  has  a  gate-valve  which 
opens  downward,  giving  thus  an  unobstructed  waterway.  This  valve 
has  a  cast  iron  body  with  a  bronze  nut  cast  into  it,  where  the  valve-screw 
passes  through.  A  bronze  drip-plate  is  cast  in  the  back  of  the  body 
where  it  comes  in  contact  with  the  back  shoe.  The  valve-face  is  of 
bronze,  and  is  shrunk  onto  the  iron  valve  body.  The  valve-rod  fits  into 
sockets  at  either  end,  and  is  so  constructed  that  the  valve  will  remain 
*  Manufactured  by  the  Norwood  Knginecrinx  Co.,  Florence,  Mass. 
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closed,  even  if  the  head  or  part  of  the  hydrant  should  be  broken.  The 
drip  device  ia  constructed  as  follows: 

The  back  shoe,  or  groove-plat«,  is  held  in  place  by  the 
back  screw  and  drip-screw.  This  plat*  is  of  bronze  and 
is  planed  down  to  a  smooth  surface.  The  drip-valve 
consists  of  a  plate,  held  to  the  main  valve  by  2  cotter 
pins,  and  shdes  up  and  down  in  the  groove  of  the  back 
shoe.  The  drip  drains  the  hydrant  to  a  point  below 
the  main.  A  drip-box  can  be  attached  to  the  valve- 
case.  It  protects  the  drip  from  dirt,  etc.,  and  provides 
an  open  space,  which  enables  the  hydrant  to  drain  more 
freely. 

199.   The  Walker  hydrant  *  (Fig.  150)  has  a  rub- 
ber-faced gate,  which  is  moved  up  or  down  by  a  valve- 
rod  which  rests  on  the  step-nut  at  the  bottom  of  the 
hydrant  chest.     The  valve-screw  operates  in  a  solid 
bronze  wedge-nut  which  carries  the  valve  up  or  down. 
The  valve  is  constructed  in  such  a  manner  that  when 
it  is  opened  it  is  first  moved  horizontally  from  its  seat 
and  is  then  lowered  vertically  out  of  the  waterway.     In 
Fia.   !49.  —  Hoi-  closing  the  valve  these  motions  are  reversed.     By  this 
yoke  Fire  Hy-  arrangement  the  rubbing  and  scraping  of  the  valve  sur- 
d™"t-  face  is  avoided.     The  motions  of  the  valve  are  effected 

by  the  following  patented  device:  when  the  valve  is  closed,  a  cam-lever 
rests  on  the  cast  iron  webs  or  ways,  shown  in  the  cut  with  valve  closed, 
and  as  the  valve  starts  downward,  this  cam-lever  drops  forward  into  the 
circular  groove  in  the  valve  and  locks  the  valve  and  wedge-nut  together. 
The  valve  then  travels  down  vertically  until  it  strike?  the  end  of  the 
valve-screw.  The  drip-plug,  being  attached  to  the  wedge,  enters  the 
drip-sleeve  and  shuts  off  the  drip.  When  the  hydrant  is  being  closed, 
the  cam-lever  pushes  vertically  on  the  main  valve,  and  is  held  in  this 
circular  groove  by  the  web  in  the  back  of  the  hydrant. 

The  main  valve  cannot  push  forward,  until  the  cam-lever  has  reached 
the  top  of  the  webs.  At  this  time  the  top  of  the  valve  comes  in  contact 
with  the  shoulder  on  the  valve-screw  and  cannot  travel  upwards  any 
farther;  therefore,  the  cam-lever  slides  outward  over  the  top  of  the  webs, 
and  the  wedge-nut  working  upward,  forces  the  valve  directly  forward. 
Owing  to  the  oblong  hole  in  the  valve,  due  to  the  horizontal  move- 
ment of  the  same,  the  valve  would  tip  forward,  unless  guided  by  two 
vertical  ribs,  cast  on  the  webs  mentioned  above,  which  keep  the  valve 
in  a  vertical  position  at  all  times.  Thestep-nut  on  theend  of  the  valve- 
*  MsnuTactured  by  the  Norwood  Engineering  Co.,  Florence,  Moaa, 
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screw  rests  on  the  bronze  step  in  the  bottom  of  the  hydrant.  It  takes 
the  end  thrust  of  the  valve-screw,  and  protects  the  end  of  this  screw.  It 
can  be  taken  off,  when  the  valve  is  removed  from  the  screw. 

The  draining  of  the  hydrant,  when  closed,  is  effected  by  a  drip-valve, 
which  consists  of  a  brass  tube  extending  through  the  bottom  of  the  hy- 
drant. The  drip-valve  is  attached  to  the  back  of  the  wedge-nut,  so  that 
the  instant  that  the  wedge-nut  starts  to  travel  down  in  the  opening  of 
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Fni.   150.  —  Walker  Fire  Hydrant. 

the  hydrant,  the  drip-plug  enters  the  drip-sleeve,  thereby  closing  off 
the  drip. 

The  rubber-face  of  the  valve  is  easily  removed  and  replaced.  With 
the  exception  of  the  upper  part  of  the  valve-rod,  which  is  made  of 
wrought  iron,  and  the  cast  iron  shell  of  the  valve,  all  moving  parts  of 
the  hydrant  are  made  of  solid  bronze.  All  bolts  have  brass  nuts. 
Wrench-heads  and  rod-heads  are  covered  with  brass  tubing,  so  that  all 
working  parts  are  either  of  bronze  or  bronze  bushed. 

The  head,  post,  and  valve-case  are  made  in  separate  parts,  bolted  to- 
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gether,  faced  off  true,  and  drilled  to  a  template.  A  collar  protects  the 
joint  between  the  post  and  head.  If  the  head  or  post  should  be  broken, 
no  leakage  would  occur,  as  the  valve-rod  would  free  itself  from  the 
wrench-head,  and  the  valve  would  remain  wedged  on  its  seat.  A  frost- 
case  and  collar  are  furnished,  when  ordered. 


A — Hydrant  Barrcl. 
B— Hydrant  Bottom. 
C  —  Movable  Seat-ring. 
D  — Upper  Plate. 
EE— Guide  Wings. 
F  — Packing  Strip. 
G— Drain  Outlet. 
I — Double  Drain. 
J  — St«ni-nut. 
K— Hold-down  N«t. 
L — StufGne-box. 
M— Stem. 


Fio.  151.  — The  Columbian  Fire  Hydrant. 

200.  The  Columbian  Fire  Hydrant*  (Fig.  151). —This  hydrant 
consists  of  a  large  barrel  which  is  connected  by  a  flange  joint  to  the  shoe 
(bottom  piece).  This  makes  it  possible  to  place  the  nozzles  in  any  de- 
sired direction.  The  main  valve  is  of  the  compression  type.  It  is  pro- 
vided with  an  upper  plate  D,  of  bronze,  on  which  two  guide  wings  EE 
•re  cast  solid.  The  bronze  seat-ring,  which  is  screwed  into  the  barrel 
*  MuiufactuTed  by  the  Columbian  Iron  Works,  Chattanooga,  Tenn. 
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at  tte  lower  end,  has  a  drain  outlet  (?,  which  is  opened  and  closed,  as  the 
valve  is  moved  up  and  down,  by  means  of  the  leather  packing  strip  F, 
which  is  dovetailed  into  one  of  the  guide  wings  E.  The  annular  passage 
H  distributes  the  waste  water.  So  long  as  the  main  valve  is  open,  tiie 
outlet  G  remains  covered,  but  so  soon  as  the  valve  is  closed,  the  outlet 
opens  automatic^ly  and  drains  the  barrel. 

The  main  valve  is  opened  and  closed  by  means  of  its  stem  by  turning 
the  stem-nut  J.  The  stuffing-box  at  the  top  of  the  hydrant  can  be  re- 
packed by  merely  unscrewing  the  hold-down  nut  K. 

The  working  parts  are  all  of  bronze,  and  can  be  readily  removed  from 
the  top  of  the  hydrant,  without  disconnecting  the  hydrant  barrel.  The 
seat-ring  can  be  unscrewed  by  means  of  a  special  wrench,  and  taken  out 
through  the  top  of  the  hydrant. 
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CHAPTER   XIII 
INTAKE-PIPES   AND   TDWKELS 

201.  General  Conditioos.  —  Cities  situated  on  the  shores  of  a  lake, 
or  on  the  banks  of  a  river,  often  obtain  their  water  supply  by  laying  a  line 
of  pipes  into  the  lake  or  river  to  a  suf&cient  distance  from  the  shore  to 
insure  the  purity  of  the  supply.  By  going  ffw  enough  into  a  lake,  a  sat- 
isfactory water  supply  may  be  obtained  in  this  nuumer;  but,  in  the  case 
of  rivers,  the  water  has  usually  to  be  purified  by  filtration.  For  large 
cities,  tunnels  are  driven  under  the  bottom  of  lakes  or  rivers,  to  obtain 
the  desired  quantity  of  water  supply. 

The  inlet  of  the  intake  must  be  properly  protected  by  a  crib,  gate- 
house or  tower,  provided  with  fish-ecrecns,  and  with  suitable  gates, 
placed  at  different  elevations,  so  as  to  make  it  possible  to  draw  water  at 
different  levels  from  the  lake  or  river,  as  may  be  desired.  In  cold  lati- 
tudes the  inlet  ports  are  apt  to  be  obstructed  by  anchor  ice  (p.  230). 
This  trouble  may  be  largely  obviated  by  making  the  inlet  ports  about  4 
to  8  times  the  area  of  the  inlet  conduit. 

In  order  to  avoid  the  loss  by  friction,  which  would  occur  when  a  long 
intake-pipe  has  to  act  practically  as  a  suction-pipe,  a  wet-well  or  re- 
ceiving-chamber is  often  constructed  near  the  pumping  station.  If  the 
supply  is  drawn  from  a  river  subject  to  great  fluctuations  in  the  level 
of  its  water  surface,  the  intake  must  be  placed  at  an  elevation  that  will 
enable  it  to  obtain  a  supply  at  low-water.  This  may  necessitate  the 
placing  of  the  pumps  in  a  deep,  water-tight  well,  to  enable  them  to 
suck  the  water. 

202.  Intake-pipe  of  Erie,  Penn.*  —  In  1868  the  city  of  Erie,  Penn., 
built  an  intake  pipe-line,  975  ft,  long,  into  Erie  Harbor,  a  bay  of  Lake 
Erie,  having  an  area  of  about  5j  square  miles.  This  line  consisted  of  a 
combination  of  brick,  wood,  and  wrought  iron  conduits.  The  harbor  soon 
became  so  polluted  by  sewage  that  the  intake  pipe-line  bad  to  be  ex- 
tended further  into  the  harbor.  This  was  done  in  1896  by  laying  a  line 
of  5-f t.  cast  iron  pipes,  8307  ft.  long,  on  the  bottom  of  the  harbor  to  a  new 
intake-crib,  located  within  1500  ft.  of  the  outer  limits  of  deep  water  in  the 
harbor.  In  about  ten  years  the  new  intake  became  unsatisfactory,  on 
account  of  sewage  contamination,  and  the  pipe-line  waa  extended  into 
Lake  Erie  by  a  5-ft.  riveted  steel  pipe.    The  total  length  of  the  intake 

*  Eng.  NmFX,  Dec.  5,  1895,  p.  373. 
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conduit  is  now  17,637  ft.,  aad  the  iulet  is  formed  by  a  crib,  located  in  the 
lake,  5430  ft.  from  a  peninsula  that  separates  the  Erie  Harbor  from  the 
lake.  The  water  at  this  crib  is  practically  free  from  pollution.  At 
certain  seasons  of  the  year,  however,  there  is  considerable  turbidity,  due 
to  the  action  of  the  waves  in  shallow  water  near  the  shore,  and  it  is 
proposed  to  build  settling  basins  to  remove  the  greater  part  of  the  sedi- 
ment. 

The  pipe  laid  in  the  last  extension  of  the  intake-line  was  made  of  J-in. 
soft-steel  plat«s,  which  were  usually  riveted  together  at  the  shop  in 
lengths  of  30  ft.,  and  then  coated  with  mineral  rubber  asphalt  pipe  coat- 
ing, applied  at  a  temperature  of  300  degrees  F.  The  pipe  was  con9tructc<l 
with  taper  rings  or  courses,  the  small  end  of  each  ring  being  inserted  in 


Fia.  152.  —  lnlaki>pipe  of  Erie.  Penn. 

the  large  end  of  the  next  ring.  Each  course  has  but  one  longitudinal 
joint,  which  is  a  double-riveted  lap-joint,  while  the  circular  joints  arc 
single-riveted  lap-joints.  The  pipe  was  shipped  in  30-ft.  lengths  to  Eric, 
and  several  of  these  lengths  were  riveted  together  in  tlie  field,  so  as  to 
form  sections  of  120  or  150  ft.  All  joints  were  carefully  painted  with 
Smith's  durable  metal  coating. 

At  the  ends  of  each  section  of  pipe,  a  special  submarine  joint  (Fig. 
152)  was  attached,  except  at  connection  with  specials,  where  faced, 
welded  steel,  angle-flanges  were  riveted  to  the  pipe.  The  submarine  joint 
is  a  slip-aleeve  joint,  formed  by  a  circular  plate  and  an  angle  on  the  end 
of  one  section,  and  a  loose  angle  and  a  circular  lug  riveted  on  the  ad- 
joining end  of  the  next  section.  One  angle  is  riveted  in  the  shop  on  the 
end  of  a  section,  and  the  circular  plate  is  riveted  on  the  outside  of  it, 
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forming  a  sleeve  exteoding  beyond  the  end  of  the  section.  The  attached 
angle  is  fitted  with  16  bolts,  extending  longitudinally  with  the  pipe, 
about  6)  ins.  beyond  the  outer  end  of  the  circular  sleeve-plate.  These 
bolts  are  threaded  at  the  outer  end,  and  carry  the  second  circular  angle, 
which  is  free  from  both  sections  and  from  the  bolts.  The  end  of  the 
other  section,  to  which  the  lug  is  riveted,  slips  into  the  end  of  the  section 
carrying  the  sleeve-plate,  the  edges  of  the  iug  on  the  one  section  and  of 
one  leg  of  the  attached  angle  on  the  other  section  abutting.  The  hori- 
zontal leg  of  the  loose  angle  follows  into  the  sleeve,  after  the  lug  and  the 
space  between  its  end  and  the  lug  is  filled  with  a  1-in.  lead  pipe,  which  is 
flattened  down,  before  the  joint  is  niade.  As  the  sections  are  drawn 
together  by  tightenit^  the  bolts,  the  lead  pipe  takes  the  shape  of  the 
opening  in  the  joint,  and  fills  it.  Special  joints  were  used  where  the 
pipe-line  had  to  be  connected  to  special  pipes. 

Several  expansion  joints  were  placed  at  different  points  in  the  pipe- 
line. These  joints  were  made  by  inserting,  between  two  regular  land 
joints,  a  short  length  of  pipe  with  an  angle  attached  to  one  end,  the  other 
end  being  smooth.  The  end  carrying  the  angle  was  joined  to  the  end  of  a 
regular  length  by  a  standard  land  joint,  but  the  smooth  end  was  slipped 
into  the  end  of  another  regular  length  of  pipe,  until  it  lapped  2^  to  3  ft., 
the  space  between  the  two  pipes  being  xV  in-  wide.  The  leg  of  a  loose 
circular  angle  around  the  short  expansion  joint  length  of  pipe  was  then 
bolted  to  the  vertical  leg  of  the  angle  riveted  to  the  end  of  the  regular 
length  of  pipe,  the  horizontal  legs  of  the  two  angles  extending  in  opposite 
directions  in  the  same  plane.  Beveb  were  cut  on  the  abutting  comers 
between  the  angles,  so  as  to  form  with  the  outside  of  the  inner  pipe  an 
annular  space,  irregularly  triai^ular  in  cross-section,  in  which  a  f-in. 
lead  pipe  was  placed.  This  pipe  was  then  squeezed  into  the  annular 
space,  by  drawing  the  loose  angles,  by  means  of  the  bolts,  as  close  as 
possible  to  the  attached  angle,  thus  making  a  tight  joint. 

The  pipe  was  laid  in  a  trench,  and  covered  with  the  material  exca- 
vated. The  depth  of  the  trench  varied  from  S  to  21  ft.  below  the  aiu-- 
face  of  the  ground .  The  depth  of  water  at  the  intake-crib  is  about  44  ft. 
In  dredging  the  trench  for  the  steel  pipe  extension,  very  soft  material 
was  encountered  at  the  old  crib,  which  made  the  progress  very  slow.  A 
20-in.  centrifugal  dredge  was  finally  tried,  and  proved  to  be  satisfactory. 
The  submei^ed  part  of  the  steel  pipe  was  laid  in  the  dredged  trench  in 
the  following  manner: 

The  ends  of  each  section  of  pipes  (120  or  150  ft.  long)  were  closed  by 
bulkheads,  fitted  with  air-locks,  and  the  sections  were  then  launched 
into  the  water  from  ways.  The  sections  floated,  with  more  than  half  of 
the  pipe  out  of  water.    They  were  easily  towed  into  the  proper  position 
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over  the  trench,  and  held  in  place  by  temporary  pUes,  which  had  been 
previously  driven.  Two  piles  were  placed  on  each  side  of  both  ends  of 
each  section.  The  piles  were  capped  with  heavy  timbers,  transversely 
of  the  pipe-line,  and  were  thoroughly  cross-braced.  Two  timber  fomtdar- 
tions  were  secured  to  the  pipe,  19  ft.  either  way  from  the  joint.  They 
were  held  in  place  by  hooks  connecting  the  foundation  platform  to  a 
saddle  piece,  fitting  over  the  top  of  the  pipe.  The  bjilkheads  were  then 
removed,  and  the  pipe  was  lowered  to  the  bottom  of  thp  trench,  by  means 
of  ropes  from  swingii^  booms.  A  diver  guided  the  spigot  into  the  bell 
of  the  last  pipe  laid,  adjusted  the  hook-bolts,  tmd  by  screwing  up  the 
nuts  on  the  same,  upeet  the  lead  pipe,  thus  completing  the  joint.  The 
saddle  pieces  on  the  pipe  were  then  removed,  and  used  for  the  next  pipe. 

The  intake  of  the  pipe-line  is  formed  by  a  timber  crib,  40  ft.  square 
and  19  ft.  h^h.  It  has  a  flat  top  and  bottom,  and  vertical  sides.  Its  top 
is  Bubmei^ed  25  ft.  The  four  sides  of  the  crib  are  built  of  12  X  12-in. 
hemlock  timbers.  Two  longitudinal  and  two  transverse  rows  of  12  X 
12-iD.  timber  divide  the  interior  of  the  crib  into  9  pockets,  each  12  ft, 
square,  which  form  three  rows.  A  layer  of  4-iii.  planka  is  laid  over,  and 
spiked  to,  the  bottom  layer  of  timbers,  and  a  layer  of  ^in.  planks  is 
placed  over  the  4-in.  layer  and  spiked  to  it.  The  first  layer  of  plank  is 
laid  diagonally  with  the  crib,  and  the  second  layer  is  laid  in  the  opposite 
diagonal  direction. 

The  intake-pipe  extends  through  the  crib  on  the  bottom  of  the  middle 
transverse  row  of  pockets,  and  is  blanked  at  its  outer  end.  A  vertical 
connection,  6  ft.  long,  extends  up  from  the  pipe  in  the  center  pocket,  and 
is  open  at  the  top.  The  crib  is  held  in  place  by  rock  dumped  into  the 
four  comer  pockets.  The  two  inner  sides  of  these  pockets  are  lined 
with  vertical  3  X  12-in.  planks,  having  a  2-in.  notch,  cut  in  both  sides 
of  each  plank,  for  a  depth  of  4  ft,  from  the  top.  The  other  five  pockets 
are  covered  with  wooden  gratings.  The  crib  was  built  on  a  dock  on  the 
water  front,  launched  into  the  water,  towed  to  the  proper  position,  and 
sunk  by  filling  the  comer  pockets  with  rock, 

The  flow  through  the  pipe-line  is  controlled  by  three  60-in.  gate- 
valves,  placed  in  the  pipe-line,  where  it  crosses  the  peninsula  that  aepSr 
rates  Erie  Harbor  from  the  lake.  One  of  these  valves  is  on  the  lake  side, 
one  is  on  the  land  side,  and  the  third  is  between  the  other  two.  The  soil 
of  the  peninsula  consists  principally  of  fine  sand.  At  the  sites  of  the 
valves,  the  water  level  ia  at,  or  very  close  to,  the  ground  line.  This  would 
have  made  the  construction  of  masonry  valve-chambers  very  difficult, 
and  a  timber  valve-well  was,  therefore,  built  for  each  gate-valve.  Each 
of  these  wells  is  about  8  by  11  ft.  in  plan  and  17  ft.  deep.  The  ends, 
sides,  and  bottom  of  the  well  are  built  entirely  of  8  X  8-in,  timbers,  an 
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8  X  8-in.  post  being  placed  in  each  corner.  The  joints  between  the 
timbers  overlap  alternately  at  the  comers.  Aftei*  the  joints  had  been 
thoroughly  caulked,  the  whole  well  was  sheathed  with  J-in.  tongue-and- 
grooved  maple  flooring. 

Two  branch  connections,  each  130  ft.  long,  were  laid  on  the  peninsula, 
680  ft,  apart,  on  one  side  of  the  pipe-line.  E^ch  of  these  connection-, 
which  ate  to  lead  to  settling  basins  that  are  to  be  built  in  the  future,  is 
closed  by  a  60-in.  gate-valve. 

203.  Intake-pipe  at  Milwaukee,  Wis.*  —  In  1874  Milwaukee  ob- 
tained a  water  supply  from  Lake  Michigan,  by  laying  a  line  of  36-in. 
cast  iron  pipe  in  a  trench  on  the  bottom  of  the  lake  to  a  crib,  locat<Mi 
2100  ft.  from  the  shore.  The  supply  thus  secured  soon  became  insuffi- 
cient, OQ  account  of  the  growth  of  the  city,  and  in  1S89  it  was  decided 


Pia.  153.  —  Intake-pipe  of  Milwaukee,  Wis. 


to  construct  an  intake  of  larger  capacity.  This  was  to  be  formed  by  a 
brick-lined  tunnel,  7i  ft.  in  diameter,  for  a  distance  of  3200  ft.  from  a 
shaft  sunk  near  the  shore,  and  the  intake  was  to  be  extended  for  an  addi- 
tional distance  of  5000  ft.,  by  means  of  two  lines  of  60-in.  cast  iron  pipes, 
to  an  intake-crib  sunk  in  the  lake,  which  was' to  protect  the  entrance  to 
the  pipe-lines.  The  total  length  of  the  intake  conduit  was,  therefore, 
to  be  8200  ft. 

The  driving  of  the  intake-tunnel  proved  to  be  one  of  the  most  difficult 
works  of  its  kind  that  has  thus  far  been  undertaken.!  The  two  lines  of 
60-in.  cast  iron  pipe  were  laid,  with  comparative  ease,  in  a  dredged 
trench,  from  the  lake-shaft  at  the  end  of  the  tunnel  to  the  sunken  crib 
at  the  end  of  the  intake-line.  Four  pipes,  forming  a  section  50  ft.  long, 
were  connected  on  shore,  and  after  the  ends  had  been  closed  by  tem- 

'  Eng.  NewB,  Sept.  19,  1895,  p.  187, 

t  Ibid.,  pp.  187-190. 
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poi-ary  ciips,  each  section  was  towed  by  a  barge  to  the  point  where  it  was 
to  be  sunk.  The  spigot-end  of  each  50-ft.  section  was  fitted  with  a  tem- 
jjorary  bell,  and  poured  with  lead  before  it  left  the  shore.  The  tem- 
porary bell  was  then  removed.  After  the  section  of  pipe  had  been  sunk, 
and  the  spigot-end,  with  its  lead  joint,  had  been  entered  into  the  bell  of 
the  preceding  section  laid,  divers  pulled  the  joint  tight,  by  means  of  the 
clamps  shown  in  Fig.  153.  In  this  manner  as  much  as  200  ft.  of  pipe 
was  laid  per  day.  An  octagonal  crib,  Fig.  154,  built  of  12  X  12-in.  tim- 
bers, forms  the  inlet  to  the  two  pipe-lines. 


Fia.  154.  —  Intake-crib  of  Milwaukee,  Wis. 

204.  Intake-pipe  of  Toronto,  Ont.*  —  The  city  of  Toronto  obtains 
its  water  supply  from  Lake  Ontario  through  a  long  intake-pipe  which 
crosses  the  harbor.  In  1889  the  water  was  drattii  from  the  lake  at  a 
distance  of  about  2400  ft.  from  Hiawatha  Island,  where  the  depth  of  tlie 
water  is  about  30  ft.  The  intake  consisted  of  a  wooden  crib,  40  ft. 
square,  divided  into  nine  compartments,  all  of  which,  with  the  exception 
of  the  center  one,  were  filled  with  stone.  The  water  entered  at  the  top 
of  the  crib,  passed  through  a  &-ft.  wooden  pipe  to  a  crib,  2357  ft.  distant 
on  the  Island,  from  which  it  flowed  throi^  a  4-ft.  wooden  pipe  to 
another  crib  at  Hanlan's  Point,  a  distance  of  6010  ft.,  and  was  then  con- 

•  Bng.  NeiBi,  Oct.  17,  1891,  p.  366,  and  June  29,  1893,  p.  614.  Aisc,  annual 
reports  of  the  Superintendent  of  the  Water  Works  of  Toronto,  for  1SS9  to  1893. 
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veyed  by  a  3-ft,  cast  iron  pipe,  4600  ft.  long,  to  the  pump-well  on  shore, 
The  total  length  from  the  intake-crib  to  the  pump-well  was  about 
2)  miles. 

In  1889  it  was  decided  to  lay  a  48-in.  steel  pipe  along  the  3-ft.  cast 
iron  pipe  from  the  pump-well  to  Hanlan's  Point,  and  to  replace  the  4-ft. 
wooden  pipe  from  this  place  to  the  intake  by  a  5-ft.  steel  pipe.  It  was, 
also,  decided  to  extend  the  intake-pipe  350  ft,  farther  into  the  lake  to  a 
depth  of  60  ft,,  by  laying  a  6-ft,  steel  pipe.  This  work  was  done  in  1890 
to  1891. 

The  4-ft.  steel  pipe  was  laid  for  a  distance  of  4660  ft.,  almost  parallel 
with  the  old  3-ft.  cast  iron  pipe  from  the  pump-well  on  Hanlan's  Point, 
where  there  is  a  depth  of  14  to  24  ft.  of  water,  A  water-tight  chamber, 
8J  ft.  square,  was  constructed  in  the  center  of  the  connecting  crib.  It  is 
fed  by  a  5-ft.  steel  pipe,  6027  ft.  long,  which  was  laid  to  replace  the  old 
4-ft.  wooden  pipe  from  the  connecting  crib  to  the  intake-crib. 

The  steel  pipes  laid  in  this  intake-line  are  all  provided  with  the  flexible 
joints  designed  by  Wm.  H.  Law,  C,  E.  (p.  149). 

206.  Intake-pipe  of  Syracuse,  IT.  Y.*  —  The  water  supply  of 
Syracuse,  N.  Y.,  is  obtained  from  Skaneateles  Lake  by  means  of  a 
54-in.  steel  intake-pipe  which  was  laid  on  the  bottom  of  the  lake  for  a 
distance  of  about  4500  ft.  from  the  shore  to  an  intake-crib.  The  pipe 
was  made  of  J-in,  steel  plates,  weighing  15  lbs.  per  square  foot.  Each 
plate  formed  a  6-ft.  length  of  pipe,  slightly  larger  at  one  end  than  at 
the  other,  so  that  it  could  be  telescope-jointed  with  the  adjoining  pipes. 
Five  pieces  of  pipe,  riveted  together  with  2)-in.  lap,  formed  a  section, 
29  ft,  long,  which  was  coated  with  asphalt. 

On  the  lake  shore,  four  29-ft,  lengths  of  pipe  were  riveted  together, 
making  a  section,  about  116  ft,  long,  which  was  provided  with  a  steel 
spigot  at  one  end,  and  a  cast  iron  hub  at  the  other.  The  hub  was  pro- 
vided with  20  steel  hook-bolts,  H  ios-  in  diameter,  with  hexagonal  nuts. 
A  gasket  of  1-in.  soft  lead  pipe  was  placed  around  the  pipe  against  the 
steel  spigot,  and  a  {  by  1-in.  wrought  iron  hoop  was  placed  back  of  the 
lead  gasket,  as  a  follower  and  bearing  for  the  hook  bolts. 

The  flexible  joints  (Fig.  155)  were  made  by  jointing  two  short  pieces 
of  pipe  together.  One  of  these  pieces  was  3  ft.  long  and  tapered  in 
diameter.  The  other  was  4  ft.  long  and  straight.  Upon  the  end  of  the 
latter,  a  machine-faced  cast  iron  ball  or  zone  was  riveted.  Two  4-in. 
channel  irons  were  riveted  on  the  inside  of  the  larger  end  of  the  tapering 
piece,  which  fitted  over  the  ball.  The  channels  were  run  full  of  hot  lead 
against  the  ball,  thus  forming  a  flexible  joint,  which  could  be  deflected 
s  from  the  axis  of  the  pipe  in  any  direction. 

•  Trana.  Am.  8oc  C.  E.,  1895,  XXXIV,  p.  28. 
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The  pipe  was  laid  in  a  trench,  dredged  in  the  lake.    The  ends  of  each 
of  the  116-ft.  sections  of  pipe  were  closed  by  oiled  canvas  bulkheads. 


Fig.  155.  —  Intake-pipe  of  Syracuse,  N,  Y, 

Each  section  was  rolled  into  the  water,  and  floated  between  the  sections 
of  a  catamaran,  which  had  been  placed  over  the  pipe  trench,  and  was 
held  in  position  by  spud-piles  at  each  corner.    Two  timber  foundation 


Digitized  by  Google 


226  INTAKE-PIPES  AND  TUNNELS 

platforms  were  secured  to  the  pipe,  19  ft.  either  way  from, the  joint. 
They  were  held  in  place  by  hooks  connecting  the  foundation  platfonn 
to  a  saddle  piece,  fitting  over  the  top  of  the  pipe.  The  bulkheads  were 
then  removed,  and  the  pipe  was  lowered  to  the  bottom  of  the  trench,  by 
means  of  ropes  from  swinging  booms.  A  diver  guided  the  spigot  into 
the  bell  of  the  last  pipe  laid,  adjusted  the  hook-bolts,  and  by  screwing 
up  the  nuts  on  the  same,  upset  tl\e  lead  pipe,  thus  completing  the  joint. 
The  saddle  pieces  on  the  pipe  were  then  removed,  and  used  for  the  next 
pipe. 

206.  lutake^ipe  of  Rochester,  N.  Y.*  —  A  riveted  steel  pipe,  5  ft. 
in  diameter  and  about  1600  ft.  long,  was  laid  in  1894  in  Hemlock 
Lake,  N.  Y.,  to  obtain  a  supply  for  the  second  gravity  conduit  of  Roches- 
ter, N.  Y.  The  pipes  were  riveted  together  in  lengths  of  about  100  ft., 
and  provided  at  the  ends  with  the  component  parts  of  the  ball-and-socket 
joints  shown  in  Fig.  156.  These  flexible  joints  admit  of  a  deflection  of 
17j  degrees  in  any  direction.  They  are  made  of  steel  plates,  stiiTened 
with  bar,  angle,  and  channel  rings,  cast  iron  being  only  used  for  the 
spherical  zones  or  ball  portions.  The  bearings  for  the  spherical  surface 
are  formed  of  lead,  which  was  melted  and  poured  into  the  channel  rings 
of  the  socket  and  collar,  after  the  parts  had  been  assembled  in  the  shop. 

In  the  Rochester  intake  the  Law  joint  (Fig.  89,  p.  150)  was  modified 
by  increasing  considerably  the  length  of  the  chord  subtended  by  the 
two  lead  bearings,  by  using  angle  rings  of  unequal  sides.  The  joint  was 
also  greatly  strengthened  by  the  introduction  of  the  heavy  steel  rein- 
forcement rings,  above  or  around  the  bearings.  Each  of  these  flexible 
joints  weighed  about  6200  lbs.,  complete,  the  weight  of  the  cast  iron 
zone  or  ball  portion  being  about  2700  lbs.  The  joints  were  made  in 
Peterborough,  Ontario,  and  each  cost,  attached  to  the  pipe  at  Hemlock 
Lake,  not  including  the  United  States  Customs  duty,  $290. 

The  5-ft.  steel  pipe  was  made  of  |-in.  plate,  stiffened  with  3  X  3i  X  i- 
in.  steel  angles  where  it  was  to  be  covered  with  heavy  back  filling,  and 
of  iV-ii-  plate  where  the  back  filling  was  l^ht.  The  pipes  were  laid  in 
water,  20  to  35  ft.  deep. 

207.  Intake-pipe  of  Dulutli,  Minn-t  — In  1897  and  1898  the  city 
of  Duluth  obtained  a  new  water  supply  from  Lake  Superior,  by  laying 
a  steel  pipe,  60  ins.  in  diameter  and  1500  ft.  long,  in  the  lake  at  a  point 
on  the  north  shore,  situated  about  8  miles  east  of  the  City  Hall.  Ex- 
cellent water,  varying  in  temperature  only  a  few  degrees  during  the  year, 
was  thus  obtained.  In  midsummer  the  temperature  of  the  water  is 
about  40°  F.     The  pipe  was  made  of  g-in.  steel  in  sections,  116  ft.  long, 

•  Trans.  Am.  Soc.  C.  E.,  1865,  XXXIII,  p.  271. 
t  finfl.  iVeus,  May  25,  1898,  p,  282. 
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which  were  joined  under  water  by  meana  of  rigid  and  flexible  joints,  made 
tight  by  a  caulking  of  lead.  Four  flexible  jointa  (Fig.  157)  were  placed 
in  the  pipe-line:  one  at  the  junction  of  the  pipe  with  the  intake-well,  one 
at  the  submerged  intake-crib,  and  the  remaining  two  at  changes  of  grade. 
At  its  end,  the  pipe  is  turned  upwards,  by  means  of  an  elbow,  so  as  to  take 
water  about  11  ft.  above  the  bottom  of  the  lake.  The  elbow  is  pro- 
tected, and  the  water  entering  it  is  screened,  by  means  of  a  submerged 
inlet-crib  (Fig.  158),  sunk  in  67  ft.  of  water.  The  area  of  the  spaces 
between  the  bars  of  the  screen  is  ten  times  that  of  the  pipe. 

The  pipe  enters  the  intake-well  on  shore,  20  ft.  below  the  level  of  the 
lake,  and  the  flow  is  r^ulated  here  by  a  60-in.  Eddy  double-parallel- 
seat  valve.  For  about  814  ft.  from  the  shore,  the  pipe  is  laid  in  a  trench 
excavated  in  the  rock  bottom.    Beyond  the  pipe  trench,  the  pipe  rests 


FiQ.  157.  —  Intake-pipe  of  Dulutb,  Minn. 

on  the  bottom  of  the  lake,  which  was  properly  leveled  up  to  receive  it. 
Five  anchor  cribs  were  placed  at  equal  distances  between  the  intake- 
crib  and  the  point  where  the  pipe  left  the  rock  trench.  These  cribs  were 
loaded  with  broken  rock,  and  covered  with  rocks,  each  containing  60  to 
80cu.ft. 

The  intake-well  is  20  ft.  in  diameter  and  20  ft.  deep,  below  the  surface 
of  the  lake.  It  was  excavated  in  rock  and  was  lined  with  brickwork, 
The  well  is  provided  with  a  double  set  of  copper  screens  with  J-in.  mesh. 
The  pipe  cost  $9.11  per  foot,  delivered  on  the  skids.  The  rigid  joints 
cost  $82  per  piece  and  each  of  the  flexible  joints  cost  $398.25. 

208.  Intake-tunnels.  —  For  large  cities,  a  tunnel  must  be  used, 
in  place  of  a  pipe-Une,  to  obtain  the  desired  quantity  of  water  from  a 
lake  or  river.  The  inlet  to  such  a  tunnel  is  controlled  by  means  of  a 
cnb,  or  gate-house,  similar  in  construction,  but  larger  than  what  is 
required  for  a  pipe-line. 
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209.  Chicago,  III,  obtains  a  supply  of  about  1,000,000,000  gallons 
per  day  from  Lake  Michigan,  by  means  of  nine  tunnels,  constructed 
under  the  bottom  of  the  lake  in  a  stratum  of  compact  blue  clay,  or  in 
limestone.  The  first  supply  for  the  city  was  obtained  in  1836  by  laying 
an  iron  pipe  on  the  bottom  of  the  lake,  for  a  distance  of  about  150  ft. 
The  size  of  the  tunnels  which  now  supply  the  city  is  given  in  the  fol- 
lowing table: 


TABLE  XL.  —  INTAKE-TUNNELS  OF  CHICAGO 


Competed 

CnXB^wtioD 

length  b  m>1« 

linin* 

1867 

5  ft.  in  diameter 

2 

8  ins.  bricitwork 

1875 

7  '■     " 

2 

8  " 

1892 

GandS"    ■' 

6.5 

13   " 

18S5 

7  "     ■' 

2 

13  ■' 

1896 

6  '■    " 

2 

13  " 

1898 

Sand?"    ■' 

3.9 

13  '■ 

1898 

10  "     " 

2.7 

13   " 

1»1I 

U  "   ■' 

2.3 

Concrete 

1918 

hoTSfrflboe  section 

3 

The  nine  intake-tunnels  supply  four  large  pumping  stations  near  the 
lake,  and  feed  seven  land  tunnels  which  supply  six  inland  pumping 
stations.  The  land  tunnels  are  5-12  ft.  in  diameter,  and  have  an 
aggregate  length  of  33  miles.  They  were  constructed  for  cross-connec- 
tions between  the  pumping  stations  and  intake-tunnels,  in  order  to 
insure  a  constant  supply. 

The  intake-cribs  at  which  the  tunnels  draw  their  supplies  are  located 
2  to  4  mileairom  shore,  in  water  from  26  to  37  ft.  deep.  At  that  <lepth, 
the  sand  that  overlies  the  clay  stratum  under  the  lake  is  not  moved  nmch 
by  the  water,  but  considerable  trouble  has  been  experienced  on  account 
of  anchor  ice.* 

There  are  seven  intake-cribs,  the  first  three  tunnels  constructed  draw- 
ing their  supplies  from  the  same  crib,  which  was  built  in  1865,  two  miles 
from  shore.  It  is  a  pentagonal  timber  structure  with  sides  58  ft.  long 
and  a  height  of  40  ft.  The  crib  is  surrounded  by  a  protecting  atone 
breakwater,  having  a  30-ft.  opening  to  admit  boats.     A  wooden  super- 

*  Anchor  ice  consists  of  thin  scales  of  ice  which  form  in  moving  water  and  are 
readily  carried  below  the  surface  by  weak  currents  of  water.  It  adheres  to  sub- 
mei^ied  surfaces,  and  soon  forms  lai^  blocks  of  ice  which  it  is  difficult  to  remove. 
Steam,  water  or  air  under  pressure,  or  mechanical  means  are  used  for  thia  purpose. 
Anchor  ice  forms  oft«n  in  northern  rivers  where  the  current  is  rapid,  but  not  in  quiet 
water  that  ia  covered  by  ice.  In  order  to  avoid  cloKfrinR  by  anchor  ice,  the  ports  of 
an  intake  should  be  four  to  eight  times  the  area  of  the  inlet  conduit. 
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structure  was  originally  built  on  top  of  the  crib,  but  waa  replaced  in  1874 
by  a  structure  of  stone  masonry  with  a  lighthouse  and  a  house  for  the 
keeper.  The  crib  has  three  inlet-ports,  4  ft.  wide  by  5  ft.  high.  There 
are  two  intake-shafts  in  the  crib,  and  one  between  the  crib  and  the  break- 
water. The  shaft  which  supplies  the  5-ft.  tunnel  is  8  ft.  in  diameter. 
It  is  lined  with  brickwork  having  a  9-ft.  cast  iron  cyHndrical  top,  and 
has  two  4-  by  5-ft.  sloice-gatea. 

The  second  shaft,  which  supplies  the  7-ft.  tunnel,  is  of  similar  con- 
struction, but  has  three  4-  by  5-ft.  sluice-gates.  The  third  shaft,  which 
is  located  between  the  crib  and  the  breakwater,  supplies  the  third  lake 
tunnel.  It  is  10  ft.  in  diameter,  and  is  lined  with  brickwork  surmounted 
by  a  cast  iron  top.  This  shaft  has  three  4-  by  5-ft.  sluice-^tes,  and  is 
filled  with  stone. 

The  second  intake-crib  was  built  in  1892,  four  miles  from  shore.  It 
is  a  steel  caisson,  having  two  circular  steel  cylinders,  j  in.  thick,  with 
diameters,  respectively,  of  70  and  120  ft.  There  are  twenty-four  radial 
bulkheads  between  the  two  shells,  and  the  annular  space  is  filled  with 
concrete.  The  steel  caisson  rests  on  a  polygonal  timber  grillage,  13  ft. 
high,  having  a  solid  timber  bottom,  2  ft.  thick.  Six  gated  ports,  5  by 
5  ft.  square,  admit  the  water  to  the  central  well.  The  intake^aft  is 
10  ft.  in  diameter,  and  has  two  5-  by  &-ft.  sluice-gates.  A  masonry 
superstructure  is  built  on  top  of  the  caisson. 

The  seventh  crib,*  built  in  1915  to  1918,  differs  in  design  from  those 
previously  constructed.  The  older  cribs  were  all  provided  with  wooden 
bottoms,  in  order  to  make  it  possible  to  float  them  into  place  and  to 
sink  them.  These  cribs  were  top-heavy,  and  rocked  perceptibly  during 
severe  storms.  With  this  type  of  crib  the  intake-shaft  could  not  be  sunk 
until  the  soUd  timber  bottom  had  been  cut  through. 

In  the  plans  for  the  seventh  crib,  the  wooden  bottom  was  omitted. 
The  crib  (Fig.  159)  consists  of  two  concentric  steel  shells,  the  outer  shell 
being  |  in.  thick  and  90  ft.  in  diameter,  and  the  inner  one  40  ft.  in  di- 
ameter. The  two  shelb  are  held  together  by  intermediate  bracings  and 
the  intake-ports.  By  bulkheading  the  ports  and  using  intermediate 
flotation  chambers  attached  to  the  bracing,  the  steel  shells  were  easily 
floated.  They  were  provided  on  the  bottom  with  a  cutting  edge,  to 
enable  the  crib  to  seal  itself  into  the  bed  of  the  lake,  thus  permitting  the 
pumping  out  of  the  intermediate  well,  when  the  crib  was  sunk  into 
position. 

In  this  crib  the  gates  and  the  part  of  the  cast  iron  cylinders  extending 

above  the  surface  of  the  lake,  used  with  the  earlier  cribs,  were  dispensed 

with,  and  the  top  of  the  intake-shaft  was  placed  about  10  ft.  below  the 

*  Jour.  Western  Soc.  of  Engineere,  May,  1916. 
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-  Intttke-crib,  Chicago  Water  Works. 
(BuUt  1915-1918.) 
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Burface  of  the  water,  leaving  the  entire  area  of  the  upper  part  of  the 
shaft  free  for  fish-ecreens. 

210.  St.  Louis,  Mo.,  takes  its  water  supply  from  the  Mississippi 
River  at  the  Chain  of  Rocks,  about  10  miles  upstream  from  the  business 
center  of  the  city.  The  water  is  obtained  from  the  river  by  means  of 
two  intake-towers  and  tunnels,  and  is  pumped  into  settUng  basins. 

The  first  intake-tower,  built  in  1889,  was  founded  on  rock,  near  the 
weet  side  of  the  main  channel,  1555  ft.  from  the  west  shore.  It  is  a 
granite  pier,  50  ft.  high,  which  is  provided  with  wells  into  which  water 
can  be  drawn  from  the  river  through  sluice-gates,  placed  at  different 
levels.  At  the  side  of  this  intake,  the  depth  of  the  river  varies  from  12 
to  44  ft.,  and  the  current  ranges  from  4  to  6  ft.  per  hour. 


Fio.  160.  —  Intake-tunnels  of  St.  Louis  Wttler  Works. 

A  brick-lined  tunnel,  7  ft.  in  diameter  and  about  1500  ft.  long,  is  con- 
nected with  a  40-ft.  shaft  at  the  inlet-tower  and  with  an  uptake-shaft, 
just  above  high-water  mark,  on  shore,  to  which  the  pump  shaft  is  also 
joined.  The  water  works,  of  which  the  intake  and  tunnel  form  part, 
were  constructed  in  1889  to  1893. 

The  second  intake-tower  and  tunnel  •  were  constructed  in  1913-15,  in 
order  to  provide  additional  means  of  obtaining  water,  in  case  the  first 
tower  should  have  to  be  shut  off  for  repairs,  etc.  The  second  intake- 
tower  is  700  ft.  east,  and  200  ft.  north,  of  the  first  tower  (Fig.  160). 

•  Annual  Report  of  Water  Commissioner,  City  of  St.  Louis,  for  the  year  ending 
April  1, 1916,  p.  34. 
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It  is  desigoed  aa  a  bridge  pier,  to  resist  wind,  ice  and  current.  The 
tower  {Figs.  I60a  and  1606),  which  is  founded  on  rock,  consists  of  a  con- 
crete substructure,  faced  on  the  nosing  and  below  Elevadon  80  with 
Georgia  gray  granite,  and  elsewhere  with  buff  Bedford  limestone.     Be- 


PlG.  180a.  —  Intake-tower  of  St.  Louis,  Mo. 
(Built  1913-1915.) 

low  Elevation  80  the  substructure  is  70  ft,  long  by  26  ft,  8  in.  wide. 
This  part  has  vertical  walls,  a  triangular  nose,  and  semiocti^nal  back. 
For  the  next  26  ft.  the  back  is  semicircular,  the  sides  batter  |  in.  per 
ft.,  and  the  nose  slopes  back  to  form  an  ice  breaker,  18.3  ft.  high,  above 
which  the  front  of  the  tower  is  semicircular.     A  stone  balcony  supported 
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OQ  stone  brackets,  and  provided  with  an  ornamental  iron  railing,  ovei^ 
hangs  the  substructiu*e. 

The  superstructure,  which  is  designed  on  the  style  of  Imperial  Rximan 
architecture,  rises  above  the  substructure  to  a  height  of  41.2  ft.    It  con- 


Fio.  leot.  —  Inlake-tower,  St.  Louis  Water  Worka. 
(Built  1913'191S.) 

tains  the  operating  chamber,  balconies  with  sleeping  quarters  for  the 
operating  forces,  and  a  room  above  them  for  the  tower  keeper.  All  of 
its  walls  are  of  buff  Bedford  limestone,  faced  on  the  interior  with  white 
enameled  bricks.     The  roof  is  of  concrete,  covered  with  heavy  green 


Digitized  by  Google 


236  INTAKE-PIPES  AND  TUNNEI^ 

In  the  interior  are  two  wells,  below  the  operating  floor;  one,  16  by  8 
ft.,  rectangular  in  section,  and  the  other,  semioctagonal  and  semirec- 
tangular,  11  by  10  ft.  Both  wells  extend  to  rock,  and  are  connected  at 
the  bottom  by  a  &-  by  8-ft.  opening,  controlled  by  a  gate.  The  down- 
stream well,  which  is  the  smaller  of  the  two,  centers  on  the  down-take 
shaft.  Ports  are  constructed  in  the  substructure  at  different  levels,  to 
admit  the  river  water.  They  are  fitted  with  cast  iron  gratings,  to  pre- 
vent the  entrance  of  large  blocks  of  ice,  logs,  sticks,  etc.  As  a  further 
precaution,  2-in.  brass  pipes,  imbedded  in  the  concrete,  extend  from  the 
operating  floor  to  the  upper  surface  of  each  of  the  nine  lower  ports. 
Steam,  air,  or  water  may  be  forced  through  these  pipes,  to  remove  any 
material  clogging  the  openings.  Each  port  is  provided  with  a  sluice- 
gate, which  is  located  in  the  well  and  is  operated  by  hydraulic  cyUnders 
at  the  operating  floor. 

A  tunnel,  8  ft.  in  diameter,  driven  through  limestone,  connects  the 
tower  with  the  wet  well.  A  shore-shaft,  near  the  river  bank,  divides  it 
into  two  sections,  2193  and  556  ft.  long,  respectively.  The  longer  sec- 
tion, known  as  the  river  tunnel,  drains  to  the  shaft  at  a  slope  of  1  to  1000. 
The  inshore  tunnel  rises  on  a  6  per  cent  grade  to  a  screen-chamber,  which 
is  connected  by  a  90°  bend  with  the  wet-well  of  the  pumping  station. 

211.  CindnTiati,  0.*  obtains  its  water  supply  from  the  deep  channel 
of  the  Ohio  River,  which  is  near  the  Kentucky  shore.  The  intake,  which 
is  a  substantial  masonry  pier,  founded  on  rock,  was  located  some  distance 
above  the  city,  to  avoid  pollution.  At  high-water,  the  depth  of  the 
river  at  this  point  is  about  90  ft. 

The  intake-pier  t  (Fig.  161)  is  supported  on  a  timber  caisson,  57  by  29 
ft.  in  plan,  and  16  ft.  high,  which  was  carried  down  through  sand  and 
gravel  to  bed-rock.  At  the  top  of  the  caisson  the  pier  is  55  by  27  ft.  in 
size,  and  it  tapers  upward  with  a  batter  of  1  in  24  to  elevation  83  above 
datum,  where  it  is  topped  off  with  a  course  of  coping-stone.  On  the  up- 
stream end,  the  pier  forms  a  pointed  arch,  and  on  the  down-stream  end 
it  is  semicircular. 

The  pier  contains  two  wells:  an  inlet-well  on  the  up-stream  side,  and  a 
shaft-well  on  the  down-stream  side.  The  former  is  9  by  14  ft.  in  section, 
and  has  its  bottom  at  elevation  —7.50.  The  latter,  which  forms  the 
upper  part  of  the  tunnel-shaft,  is  half  circular  and  half  rectangular  in 
section.  The  inlet-well  has  four  rectangular  ports,  each  4  by  6  ft.  in  size. 
The  bottom  of  the  two  ports  in  the  channel  are  at  elevation  —5.50,  while 
the  bottom  of  the  two  ports  on  the  shore  side  are  at  elevation  -|- 12.50. 

•  Eng.  Record,  Nov.  27,  1897,  and  July  13,  1001,  p.  26. 

t  Report  to  the  Trustees  of  the  City  of  Cincinnati,  Ohio,  by  G<w.  H.  Bensenberg, 
Chief  Engineer  of  Water  Works,  1909,  p.  46. 
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(Built  1S08-1905.) 
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The  Ebaft-well  has  two  4-  by  6-ft.  ports:  one  on  the  channel,  and  one  on 
the  shore  side.    A  6-  by  7.5-ft.  opeoiug  connects  the  inlet-  and  shaft-wells. 

Ekch  port  and  opening  is  provided  with  a  8luice-gat«  and  screen,  with 
suitable  guides.  The  gat«8  are  operated  by  hydrauUc  power,  and  the 
screens  by  an  electric  traveling  hoist.  The  screens  consist  of  brass  wire 
cloth  of  i-in.  mesh.  Heavy  horizontal  cast  iron  grate-bars  protect  the 
outer  openings  of  the  ports.  Means  are  provided  for  flushing  out  sedi- 
ment from  the  inlet^well  through  a  drain  into  the  river. 

The  pier  is  built  of  the  best  Ohio  River  sand-stone,  except  the  coping 
and  Qosii^  which  are  of  granite.  The  masonry  is  laid  in  regular  courses. 
The  top  of  the  pier  is  connected  with  the  Kentucky  shore  by  a  steel 
bridge,  14  ft.  wide  and  320  ft.  long,  on  which  a  standard  gauge  tract  is 
laid.  A  handsome  stone  building  with  a  tower  on  it«  up-stream  side  is 
built  on  top  of  the  pier.  It  contains  the  plant  for  operatii^  the  gates 
and  screens.  The  shore  end  of  the  bridge  is  closed  by  a  brick  building 
which  is  used  as  a  store-room  and  repair-shop. 

The  shaft-well  of  the  pier  is  extended  downward  to  form  the  connec- 
tion between  the  inlet-well  and  the  inlet-tunnel.  This  part  of  the  well, 
which  is  7  ft.  in  diameter,  is  lined  with  brickwork.  It  makes  a  curved 
connection  with  the  tunnel  which  extends  under  the  river  to  the  pump- 
pit  shaft  on  the  Ohio  shore.  The  tunnel  is  7  ft.  in  diamet«r  and  1430  ft. 
loi^. 

The  new  water  works  of  Cincinnati,  of  which  the  inlet  pier  and  tunnel 
fonn  a  part,  were  constructed  in  1898  to  1909. 
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CHAPTER  XIV 
AQUEDUCTS 

212.  General  Description.  —  An  aqueduct  *  is  an  artificial  channel 
for  conveying  water,  such  as  a  ditch,  canal,  pipe-line,  or  masonry  con- 
duit. In  a  narrower  sense,  the  word  is  sometimes  appUed  to  a  masonry 
structure  built  for  conveying  a  canal  over  a  river  or  hollow.  Most 
modem  aqueducts  of  importance  include  two  or  more  of  the  different 
types  of  channels  mentioned  above.  They  consist  principally  of 
masonry  conduits,  built  by  the  cut-and-cover  method,  or  in  tunnel;  and 

'  cross  depressions  along  their  routes  either  on  aqueduct  bridges,  or  by 
inverted  siphons.  The  latter  may  consist  of  a  number  of  pipes,  a  rein- 
forced masonry  conduit,  or  a  pressure  tunnel.  For  small  cities,  the  aque- 
duct is  usually  formed  by  one  or  more  pipe-lines. 

213.  Ancient  Aqueducts.  —  Ruins  of  ancient  aqueducts,  some  in 
an  excellent  state  of  preservation,  axe  to  be  found  in  Africa,  Asia  Minor, 
and  in  various  parts  of  Europe,  The  earliest  of  these  works  consisted 
of  earthen  or  stone  pipes.  Later,  the  aqueducts  were  built  in  tunnels, 
in  order  to  conceal  them  from  enemies.  Valleys,  however,  were  gener- 
ally crossed  by  arcades.  An  exception  to  this  rule  occurred  in  the  aque- 
duct of  ancient  Lyons,  France,  which  crossed  two  deep  valleys  by  siphons 
of  lead  pipes,  encased  in  masonry. 

214.  The  aqueduct  of  Palara,  in  Syria,  is  one  of  the  oldest  water 
conduits.  It  was  formed  by  a  canal,  covered  with  lai^  stone  slabs, 
except  at  the  crossing  of  a  deep  ravine,  about  200  ft.  wide,  where  the 
conduit  consisted  of  a  pipe  forming  a  siphon,  which  was  laid  on  a  stone 
embankment.  Originally,  this  siphon  was  made  of  earthen  pipes,  but 
later  these  pipes  were  replac  id  by  stone  blocks,  each  containing  about 
3  cu.  ft,,  which  were  bored  through  the  center  to  a  diameter  of  about  13 
ins.  Each  stone  block  had  an  annular  projection  at  one  end,  and  a  re- 
cess, about  3  ins.  deep,  at  the  other,  the  blocks  being  thus  connected  by  a 
kind  of  bell-and-spigot  joint.  The  stone  blocks  were  securely  united  by 
iron  clamps,  run  with  lead,  and  the  joints  were  filled  with  cement.  Air- 
vents,  7  ins.  in  diameter,  were  provided  on  the  siphon,  at  intervals  of 
about  20  ft.,  and  were  closed  by  stones  laid  in  cement.  Thb  aqueduct, 
which  is  one  of  the  finest  ruins  of  early  Greek  construction,  is  in  a  very 
good  state  of  preservation. 

*  Derived  from  the  Latin  wordo:   Aquii,  water,  and  ducere,  to  lead. 
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215.  The  aquediuA  of  Laodicea,  in  Asia  Minor,  waa  similar  to  the 
Patara  conduit.  Before  it  reached  the  city,  the  water  waa  conveyed 
across  a  deep  valley  by  a  siphon  of  two  lines  of  stone  pipe,  respectively, 
about  8  and  10  ins.  in  diameter,  which  were  subjected  to  a  pressure  of 
about  60  lbs.  per  square  inch. 

216.  The  aqiieducl  of  Jertisalem  that  conveyed  water  from  the  Pools 
of  Solomon  to  the  temple,  consisted  of  earthen  pipes,  about  10  ins.  in 
diameter,  which  were  encased  in  masonry.  This  conduit,  which  was 
about  12  miles  long,  was  constructed  generally  below  the  surface  of  the 
ground.  The  reservoirs,  where  the  supply  from  springs  was  impounded, 
are  still  in  existence,  and  ruins  of  the  aqueduct  are  found  in  many  places. 

217.  The  aqueduct  of  Athens  (Plate  I,  Fig.  1),*  built  about  500  B.C., 
was  formed  of  stone  blocks,  laid  dry  below  ground.  Each  side  was  built 
of  one  course  of  stone,  with  vertical  faces.  The  top  stones  and  the  bot- 
tom stones  were  cut  out  to  curves,  so  as  to  form,  respectively,  the  arch 
and  invert  of  the  conduit. 

218.  Roman  Aqueducts.  —  The  Romans  built  the  greatest  aque- 
ducts  of  ancient  times.  Ruins  of  these  works  are  to  be  found  in  many 
places. 

The  city  of  Rome  was  supplied  with  water  in  97  A.D.  by  nine  aque- 
■  ducts,  which  were  fully  described  by  Seirtus  Julius  Frontinus,t  who  was 
Commissioner  of  Water  Supply  {curator  aquarum)  of  Rome  at  that  time. 
Detaib  of  these  conduits  are  given  in  Table  XLI. 

Some  additional  aqueducts  and  branch  conduits  were  built  subsequent 
to  Frontinus's  time.  The  most  important  of  these  conduits,  and  the 
dates  of  their  construction,  are:  the  Trajana,  109  A.D.;  the  Hadriana, 
120  A.D.,  and  the  Aurelia,  185  A.D.  These  conduits  were  built  mainly 
under  ground,  but  some  valleys  and  the  Campagna,  a  plain  near  Rome, 
were  crossed  by  arcades,  which  sometimes  carried  two  or  more  different 
conduits.  Thus  the  Marcian  arcade  {Plate  II)  carried  the  Marcia, 
Tepula,  and  Julia  aqueducts;  and  the  Claudian  arcade  (Plate  III)  sup- 
ported the  Claudia  and  the  Anio  Novus  conduits.  The  Romans  built 
these  expensive  arcades  because  the  only  metal  avaihible,  at  that  time, 
for  pipes  was  lead.  Pipes  of  this  costly  material  (Plate  I,  Pig.  2)  were 
used  for  distributing  the  water  in  Rome. 

The  finest  ruins  of  old  Roman  aqueducts  are:  the  Font  du  Gard 
(Plate  IV)  near  Nismes,  France,  and  the  aqueduct  of  Segovia  in  Spain. 
Both  of  these  conduits  were  built  in  the  first  century  of  the  Christian  era. 

*  This  view  of  the  aqueduct  was  taken  near  the  theatre  of  Diooysos,  Athens. 

t  "  ProntinuB  and  the  Water  Supply  trf  the  City  of  Rome,"  by  Clemens  Herschel, 
Hydraulic  Engtneei",  M.  Am.  Soc.  C.  E.  "The  Old  Roman  Aqueducts,"  by  the 
Author;  E*roc.  Municipal  Enpneere  of  the  City  of  New  York,  1903,  p.  26. 
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Fi<j.  1.  — Aqueduct  o(  Athens.    (Built  about  500  B.C.) 

a 

Fia.  2. — Water  Pipes  of  Ancient  Rome. 
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Via.  1.  —  Marcifin  Arnule,  near  Rome  (canyine  Marcia,  Tepula,  and 

Julia  AquwUiots). 


Fig.  2.  —  Marcia,  Tepiila,  and  Julia  Aqueducis,  near  Rome. 
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TABLE  XU.  — ROMAN  AQUEDUCTS,  DESCRIBED  BY 
9T  A.D.* 

FRONTINUS, 

Date 

Lonph 

DUilB 

ToUl 

Levdot 

invert 

B«k>w 
(round 

Abovt 
grouDil 

312  B.C. 
272-26B  B.C. 
144-140  B.C. 

125  B.C.-. 

33  B.C. 

19  B.C. 
10  B.C. 

38-52  A.D. 
38-52  A.D. 

10.23 

39,33 

49.87 
5,51 
7.75 
11.83 
19-96 
33-31 
45.32 

0.00 
0.20 

6.86 
6-44 
6-44 
1.14 
0.33 
9,35 
8.64 

10,29 

39.53 
56.73 
11.95 
14.19 
12.97 
20.29 
42.66 
53.96 

65. eo 

157.44 
192  31 
198.87 
209.03 
65.60 
54.12 
221.07 
230.91 

Anio  VetUB 

35 

51 

JuHb 

17 

Virgo 

18 

Total 

223a. 

39.46 

262.57 

247 

•  The  data  given  in  this  table  have  been  taken  from  "  Aqueduete  of  Ancient 
Rome,"  by  John  H.  Parker,  London,  1876;  and  "The  Ruins  and  Excavations  of 
Andent  Rome,"  by  R.  Lanciani,  New  York,  1897. 

The  Pont  du  Gard,  which  has  a  maximuin  height  of  160  ft,  above  the 
river,  is  still  in  an  excellent  state  of  preservation.  It  is  composed  of 
three  tiers  of  semicircular  arches.  The  lowest  tier  contains  six  arches: 
one  of  SO  ft.  5  ins.  span,  three  of  63  ft.  span,  and  two  of  51  ft.  span.  The 
second  tier  contains  eleven  arches,  each  of  51  ft.  span.  In  the  tlurd  tier 
there  are  thirty-five  arches,  each  of  about  16  ft,  span.  The  widths  of 
the  arcade  at  the  first,  second,  and  third  tiers  are,  respectively,  21,  16, 
and  10  ft.  Some  of  the  arches  at  each  end  of  the  structures  have  been 
destroyed.  The  present  length  at  the  molding  terminating  the  second 
tier  is  883  ft.  This  structure  and  all  of  the  aqueducts  mentioned  in 
Table  XLI  were  built  entirely  of  dry  masonry,  cement-mortar  being 
only  used  for  lining  the  water  channel.  At  a  later  period,  the  aqueducts 
were  built  of  concrete  or  rubble  masonry. 

The  aqueduct  of  S^ovia,  Spain,  which  has  a  maximum  height  of 
102  ft.,  is  still  in  service. 

219.  During  the  Middle  Ages  no  aqueducts  of  importance  were 
built.  The  communities  obtained  their  water  supplies  from  springs, 
shallow  wells,  rivers  or  lakes,  and  distributed  the  water  in  pipes  of  lead, 
or  in  bored  logs. 

London  obtained  from  Tyburn,  in  1236,  a  supply  of  spring  water, 
which  was  conveyed  in  a  lead  pipe.  In  1613  this  city  constructed  its 
first  aqueduct,  to  bring  water  from  two  springs  in  Hertfordshire  to  Lon- 
don. This  conduit  consisted  simply  of  an  open  ditch,  about  38  miles 
long.     It  was  called  The  Xew  Uker,  and,  with  improvements  in  its  align- 
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mcnt  and   construction,   is  still   one  of  the  aqueducts  thftt   supply 
London. 

Paris  built  its  first  water  works  about  1183.  They  consisted  of  a 
reservoir  for  spring-water,  from  which  the  water  was  conveyed  to  the 
city  by  a  lead  pipe,  which  was  still  in  service  in  1878. 

220.  Modem  aqueducts  have  been  built  during  the  past  century  for 
many  lar^  cities.  Short  descriptions  of  some  of  these  conduits,  and, 
also,  of  smaller  aqueducts,  consisting  only  of  one  or  more  pipe-lines,  are 
given  on  pp.  258  to  342.  We  shall  discuss  some  of  the  important  de- 
tails connected  with  the  design  and  construction  of  aqueducts  in  the 
following  pages. 

221.  Masonry  Conduits.  —  Modem  aqueducts,  supplying  large 
cities,  conaiat  mainly  of  masonry  conduits,  constructed  either  by  the 
cut-and-cover  method,  or  in  tunnel. 

In  designing  such  a  conduit,  the  data  given  are  usually  the  maximum 
quantity  of  water  which  is  to  be  conveyed  from  the  source  of  supply  to 
the  place  of  consumption,  and  the  available  head.  Based  upon  these  data, 
the  cross-section  of  the  conduit  is  designed,  according  to  theoretical  and 
practical  considerations.  On  a  long  aqueduct,  different  types  of  eross- 
sectiona  may  have  to  be  adopted  for  different  sections  of  the  conduit. 

222.  The  cross-section  of  the  conduii  will  depend  upon  whether  the 
conduit  is  to  be  subjected  to  pressure,  or  to  discharge  water  by  gravity. 
In  the  former  case,  the  cross-section  of  the  conduit  is  almost  invariably 
made  circular,  so  as  to  have  equal  strength  in  all  directions.  In  the  latter 
case,  however,  a  great  maiiy  different  types  of  cross-sections  may  be 
adopted. 

Theoretically,  the  best  cross-section  for  a  conduit  is  always  a  circle, 
as  this  form  gives  the  greatest  hydraulic  radius  for  a  given  area  of  cross- 
section  and,  consequently,  the  greatest  velocity  of  flow.  There  are, 
however,  practical  considerations  which  oft«n  lead  to  a  modification  of 
the  circular,  section,  and  a  horse-shoe  section  has,  generally,  been  adopted 
for  large  modem  conduits.  Compared  with  the  circular  form,  it  has  the 
following  advantages:  (1)  it  has  more  head-room  for  a  given  area;  (2) 
it  is  more  easily  constructed,  as  the  side  walls  can  be  built,  before  the 
invert  is  begun;  (3)  the  construction  tracks  may  be  left  undisturbed 
until  the  end  of  the  construction,  when  they  are  taken  up  during  the 
laying  of  the  invert  masonry. 

The  greatest  velocity  of  flow  with  a  horse-shoe  section  of  a  given  area 
will  be  obtained  when  the  height  is  about  equal  to  the  width.  On  em- 
bankments, however,  the  width  may  have  to  be  made  greater  than  the 
height,  in  order  to  obtain  a  sufficient  base  for  the  conduit,  to  prevent 
settling. 
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When  a  large  gravity  conduit  is  cODBtructed  in  a  tunnel,  it  will  be  ad- 
vantageous to  make  the  height  of  the  crosa-section  greater  than  its 
width,  as  this  reduces  the  quantity  of  heading  excavation,  which  is  much 
more  expensive  than  the  excavation  of  the  bench,  and,  also,  reduces  the 
span  of  the  arch  of  the  roof.  Oval  cross-sections  have  been  adopted  for 
small  conduits,  and,  in  some  cases,  a  foot  walk  has  been  constructed  on 
one  or  both  sides  of  an  aqueduct,  for  convenience  during  inspections  or 
repairs.  When  a  circular  section  in  adopted  for  a  conduit  through  which 
water  is  discharged  by  gravity,  the  greatest  dischai^  will  occur  theoreti- 
cally, when  the  water  subtends  an  arc  of  51°  48'  (p.  33). 

223.  Construction  of  Masonry  Conduits.  —  Prior  to  1900,  most 
masonry  conduits  were  built  of  brickwork.  Since  this  date  conduits 
have  been  generally  constructed  of  concrete,  as  it  is  cheaper  than  brick- 
work, well  adapted  for  difficult  forms  of  construction,  and  water-tight 
under  ordinary  pressures,  if  properly  mixed  and  laid.  Voids  that  may 
occur  in  brickwork  and  rubble  masonry  are  practically  impossible  with 
concrete. 

One  of  the  troubles  experienced  with  concrete  is  cracks,  due  to  chaises 
of  temperature,  which  generally  occur  at  places  where  the  laying  of  the 
concrete  was  interrupted  sufficiently  long  to  permit  the  cement  to  take 
its  initial  set.  These  cracks  may  be  prevented  by  placing  expansion 
joints  in  the  masonry,  at  intervals  not  exceeding  about  60  to  75  ft.  If 
they  are  placed  farther  apart,  expansion  cracks  are  apt  to  occur  between 
them.  In  a  concrete  conduit,  a  complete  transverse  expansion  joint 
should  be  placed  at  the  intervals  mentioned,  tar,  asphalt,  paper,  etc., 
being  used  in  the  joints,  in  order  to  permit  the  masonry  to  move  slightly. 
This  method  of  construction  prevents,  also,  cracks  due  to  settling.  An 
objection,  however,  to  expansion  joints  is  the  fact  that  they  are  apt  to 
permit  leak^e  from  the  aqueduct. 

In  the  Catskill  aqueduct  (p.  290),  tongue-and-groove  expansion  joints 
were  used  exclusively  at  first.  Although  these  joints  gave  good  results, 
when  carefully  made,  there  were  practical  difficulties  in  the  way  of  getting 
them  smooth  enough  and  true  enough,  in  the  hurry  in  which  the  work 
had  to  be  carried  on.  Leakage  was  found  to  be  apt  to  occur  throi^  the 
invert  joints,  and  steel  bands,  about  |  in.  thick  by  6  ins.  wide,  dipped 
or  painted  with  asphalt,  were  placed  as  water-stops  in  the  joints  between 
day's  work.  Strips  of  copper,  ^  in.  thick,  and  lead  were,  also,  tried. 
Half  of  the  width  of  the  steel  was  buried  in  the  concrete  first  cast. 
When  leakage  was  found  to  occur  at  such  joints,  it  was  stopped  by  grouts 
ing.'  In  the  concrete  aqueduct  built  recently  for  Los  Angeles,  Calif, 
(p.  319),  no  expansion  joints  were  used  in  the  masonry,  reliance  being 
•  "Waterworks  Handbook,"  by  Flinn,  Weaton,  and  Bogert,  p.  27*. 
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placed  upon  its  being  strong  enough  to  resist  the  stresses  caused  by 
cbanges  of  temperature. 

Where  changes  of  cross-eection  occiu'  in  a  masonry  conduit  —  such 
as  the  transition  from  a  horse-shoe  gravity  conduit  to  a  circular  pres- 
sure tunnel  —  they  must  be  made  gradually  and  smoothly,  so  as  to 
reduce  the  loss  of  head  at  such  points  to  a  minimum.  In  a  gravity  con- 
duit built  in  trench  or  tunnel,  ground  water  may  force  its  way  into  the 
conduit  and  injure  the  masonry.  If  the  ground  water  is  of  good  quality, 
small  openings,  called  weepers,  should  be  left  in  the  masonry  at  intervals 
of  about  20  ft,,  to  permit  the  ground  water  to  enter  the  conduit.  The 
weepers  on  the  two  aides  of  the  conduit  should  be  staggered. 

Masonry  conduits  are  sometimes  placed  on  earth  fills,  but  in  such 
cases  the  embankment  must  be  made  in  thin  layers,  about  3  ins.  thick, 
thoroughly  wetted  and  rolled.  At  such  places  the  bottom  of  the  conduit 
should  be  increased  in  width,  so  as  to  reduce  the  pressure  in  the  foun- 
dation. A  section  of  the  Sudbury  aqueduct,  which  was  built  in  this 
manner  on  an  embankment  34  ft.  high,  has  not  settled  appreciably. 

224.  Forms.  —  Until  recently,  the  forms  used  for  laying  the  masonry 
in  a  conduit  were  made  of  wood,  in  the  usual  way.  In  works  of  this 
kind  built  of  late  years,  collapsible  steel  forms  made  by  the  Blaw  Steel 
Construction  Co.  of  Pittsburgh,  Pa.,  the  Ransome  Concrete  Machinery 
Co.,  etc.,  were  used  with  great  success.  These  forms  should  be  hinged 
at  the  crown,  and  arranged  in  such  a  manner  that  they  may  be  removed 
progressively  from  the  bottoms  of  the  side  walls  to  the  crown.  When 
the  forms  are  taken  out,  the  concrete  is  apt  to  peel  off  at  the  crown. 
This  difficulty  can  be  overcome  by  greasing  the  forms  with  a  suitable 
lubricant,  such  as  crude  vaseline  or  oil,  etc.,  before  the  last  concrete  is 
placed,  and  by  using  care  in  removing  the  forms.  Leakage  through  the 
forms  must  be  prevented,  as  the  concrete  will  otherwise  be  apt  to  be 
porous  at  the  bottom  of  the  side  wall. 

226.  Distributioa  of  Available  Head.  —  In  an  aqueduct  composed 
of  different  kinds  of  channels,  such  as  masonry  conduits,  pipe-siphons, 
unlined  tunnels,  etc.,  the  available  head  from  the  source  of  supply  to  the 
place  of  discharge  is  not  distributed  equally,  but  according  to  the  re- 
quirements of  the  different  parts.  The  capacity  of  the  aqueduct  being 
given,  the  grades  of  the  different  parts  must  be  based  upon  the  minimum 
available  head.  As  the  loss  of  head  is  greater  in  the  pipe-siphons,  un- 
lined tunnels,  etc.,  than  in  the  smooth  masonry  conduits,  more  head 
must  be  allowed  for  them.  Curves  in  the  alignment  will  not  cause  much 
■loss  of  head,  but  appreciable  loss  will  occur  at  changes  of  cross-section. 
The  final  subdivision  of  the  available  head  can  only  be  arrived  at  by 
trial  calculations. 


Digitized  by  Google 


GATE-HOUSES  246 

226.  Grades.  —  If  the  velocity  of  the  water  in  a  conduit  is  lees  than 
about  2  ft.  per  second,  sand  contained  in  the  water  will  be  deposited, 
and  reduce  the  area  of  the  conduit.  If,  on  the  other  hand,  the  velocity 
should  exceed  about  7  ft.  per  second,  the  sand  and  stones  that  may  be 
washed  through  the  conduit  by  the  water  are  liable  to  injure  the  masonry, 
unless  it  is  built  of  very  hard  stone.  The  velocity  of  the  water  in  a 
conduit  should,  therefore,  be  between  2  to  7  ft.  per  second,  about  3  to  4 
ft.  per  second  being  a  very  good  averse  velocity,  which  will  usually 
be  obtained  in  lat^e  aqueducts  having  a  grade  of  9  to  12  ins.  per 
mile. 

227.  Gate-houses.  —  Every  aqueduct  must  be  occasionally  emptied 
for  inspection,  cleaning  or  repairs.  Some  provision  must,  therefore,  be 
made  for  closing  the  inlet  and  outlet,  and  for  discharging  the  water  from 
the  conduit.  For  these  purposes  gate-houses,  provided  with  suitable 
sluice-gates,  are  constructed  at  the  inlet,  outlet,  and  one  or  more  inter- 
mediate points.  The  general  arrangement  of  these  structures  is  de- 
scribed below. 

228.  The  iTilet  gate-house  consists  of  a  substructure  containing  the 
water-chambers,  sluice-gates,  etc.,  and  of  a  suitable  superstructure  for 
protecting  the  hoisting  machinery  of  the  gates,  stop-planks,  etc.  As 
every  mechanical  contrivance  is  liable  to  get  out  of  order,  it  is  advisable 
to  have  two  sets  of  inlet  sluice-gates  and,  in  addition,  two  sets  of  stop- 
planks,  by  means  of  which  a  cofifer-dam  can  be  quickly  formed  in  front 
of  the  outer  set  of  gates.  To  reduce  the  length  of  the  stop-planks,  a 
wide  substructure  is  divided  by  a  partition-wall  into  two  divisions. 
There  are  two  cross-walls  in  which  the  openings  for  the  sluice-gates  are 
constructed.  Two  sets  of  grooves  are  cut  in  the  siue-waUs  for  the  stop- 
planks.  One  set  is  ordinarily  used  for  screens,  to  keep  fish  and  floating 
objects  from  entering  the  conduit.  For  a  small  conduit  the  substructure 
requires  only  one  division. 

The  flow  in  the  conduit  is  ordinarily  regulated  by  means  of  the  inner 
set  of  sluicegates.  If  the  level  of  the  reservoir  is  much  above  the  soffit 
of  the  conduit,  several  sets  of  gates  are  required,  to  reduce  the  bead  of  the 
water  so  that  it  shall  flow  through  the  conduit  without  filling  it  entirely. 
The  different  sets  of  gates  are  placed  in  cross-walla  which  divide  the 
water  chamber  into  a  number  of  small  chambers.  The  gates  nearest  the 
resa*voir  are  opened  a  trifle,  the  next  set  a  little  more,  and  so  on,  the 
height  of  the  water  in  the  conduit  being  thus  regulated.  A  good  illus- 
tration of  such  a  case  is  the  large  inlet  gate-house  of  the  New  Croton 
aqueduct  (p.  277). 

229.  ChUlel  Gate-hoitse.  —  An  aqueduct  discharges  the  water  it  con- 
veys either  into  a  service-reservoir,  or  into  a  large  terminal  gate-chamber 
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from  which  the  water  ia  distributed  by  pipes.    A  description  of  such  a 
gate-houae,  built  for  the  New  Croton  aqueduct,  is  given  on  p.  284. 

When  a  conduit  discharges  into  a  reservoir  that  is  divided  into  two 
basins  —  as  is  generally  the  case  —  the  conduit  should  terminate  at  the 
division-wall  of  the  reservoir,  and  a  small  gate-house,  provided  with 
sluice-gates,  stop-planks,  etc.,  arranged  so  that  water  can  be  discharged 
into  either  basin,  should  be  built  at  the  end  of  the  conduit. 

230.  Blow-offs  and  Wa^-vseirs.  —  At  suitable  points  on  the  line 
of  the  conduit  —  about  5  tolO  miles  apart  —  hlaw-off  gates  are  provided 
for  emptying  the  conduit  for  inspection,  cleaning  or  repairs.  These 
gates  are  generally  placed  in  special  gate-houses,  located  near  streams 
into  which  they  discharge  the  water  from  the  conduit.  Waste-weirs  are 
usually  constructed  in  the  gate-houses,  to  regulate  the  maximum  height 
to  which  the  water  can  rise  in  the  conduit.  Their  height  may  be  varied 
by  means  of  stop-planks. 

The  substructure  of  the  gate-house  is  divided  by  a  partition  wall, 
built  parallel  with  the  center-line  of  the  conduit,  into  two  chambers:  one 
forming  part  of  the  conduit,  and  the  other  receiving  the  waste-watOT 
from  the  blow-off  gates  or  waste-weir.  The  latter  is  connected  by  a  cul- 
vert or  a  paved  open  ditch  with  some  water  course  {p.  287). 

By  constructing  blow-off  gate-houses  at  different  points  on  the  line, 
an  aqueduct  is  divided  into  sections,  any  one  of  which  can  be  emptied, 
independently  of  the  others,  for  inspection,  cleaning  or  repairs. 

231.  Screens  are  required  at  the  inlet  of  aqueducts  conveying 
surface  water.  They  are  usually  placed  in  the  inlet  gate-house.  Where 
the  water  enters  the  gate-house,  racks  of  metal  or  wood  pieces,  set  edge- 
wise, 4  to  6  ins.  apart,  are  placed,  to  exclude  large  objects  from  the  gate- 
house. In  an  inner  screen-chamber,  coarse  copper  screens  with  meshes 
of  1  to  la  inches  are  set,  and  at  the  entrances  to  the  aqueduct,  pump- 
wells  or  filters,  finer  screens  having  about  4  to  6  meshes  per  inch  are 
provided. 

The  screens  are  usually  made  of  copper  or  bronze  wire,  about  No.  14 
to  No.  16  Birmingham  wire  gauge,  which  is  fastened  by  means  of  staples 
to  wooden  frames.  The  screens  should  be  placed  vertically  in  grooves, 
and  two  sets  should  be  provided,  so  that  one  can  be  in  service  while  the 
other  is  raised  to  be  cleaned.  A  recess  should  be  constructed  in  front 
of  the  screens  for  receiving  the  trash  which  may  drop  from  the  screen, 
and  means  for  cleaning  out  this  recess,  occasionally,  should  be  provided. 

The  standard  screen  of  the  Boston  water  works  •  is  made  of  No.  16 

(Birmingham  wire  gauge)  copper,  with  6  meshes  per  inch.    The  frames 

are  made  of  white  pine  and  fastened  with  tree-nails.    The  netting  is 

•  "Waterworke  Handbook,"  by  Flinn,  Weston,  and  Bogert,  p.  293. 
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stapled  to  the  up-etream  Bide  of  the  frame,  and  a  i-in.  board,  of  the  width 
of  the  frame,  is  placed  over  the  staples.  A  dirt  catcher  —  a  wire  basket 
of  the  same  netting  as  the  screen  —  is  fastened  to  the  bottom  of  the 
frame. 

232.  Stop-planks  are  used  for  forming  temporary  dams  across  aqu&- 
ducte,  or  in  front  of  sluice-^tes,  etc.,  when  repairs  are  Deeded.  They 
ore  placed  in  grooves,  cut  in  the  masonry,  or  made  of  metal,  fig. 
162  shows  a  stop-plank  made  out  of  6  X  12-in.  yellow  pine.  For  con- 
venience, several  stop-planks  may  be  bolted  together  and  weighted  by  a 
piece  of  I-beam,  etc.     This  facilitates  the  lowering  of  the  stop^planks. 

The  stop-planks  used  at  the  Hinckley  Dam*  of  the  N.  Y.  State  Barge 
Canal  are  made  of  white  oak  timbers,  fastened  between  I-beams,  and 
bolted  together  in  convenient  sections.     Bronze  rollers  are  provided 
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Fio.  162.  — Stop^tlftnk. 

for  each  section,  to  reduce  the  friction  in  both  directions.  Instead  of 
stop-planks,  steel  shutters  may  be  used  for  great  depths  of  water.  Their 
bearing  strips  may  be  of  wood. 

233.  Culverts.  —  In  constructing  a  masonry  conduit  near  the  sur- 
face of  the  ground,  the  brooks  and  streams  that  are  encountered  must 
be  carried  under  or  over  the  conduit  by  means  of  culverta  or  open  water- 
channels.  If  a  brook  is  liable  to  carry  driftwood  at  times,  it  should  be 
made  to  flow  over  the  conduit,  if  practicable. 

234.  Ventilators  are  needed  for  a  conduit  at  intervals  of  about  1  to  2 
miles.  They  permit  the  air  to  escape  while  the  conduit  is  being  filled, 
and  to  flow  in  when  the  conduit  is  being  emptied.  They  maintain,  also, 
a  circulation  of  air  over  the  water,  and  prevent  foul  air  from  collecting  in 
the  conduit  and  contaminating  the  water.  The  ventilators  may  be 
constructed  as  points  of  admittance  to  the  conduit.     The  blow-off  gato- 

•  Eng.  Nevm,  Feb.  15,  1912,  p.  282. 
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houses  serve  as  ventilators  at  points  at  which  they  are  constructed. 
Fig,  163  shows  a  ventilator  constructed  for  the  Old  Croton  aqueduct. 

236.  Measuring  the  Flow  through  an  Aqueduct.  —  This  is  generally 
done  with  a  current-meter.  The  gaufpn);  may  l)e  done  at  gate-houses, 
or  at  special  shafts  or  chambers,  constructed  for  this  purpose.  Fig. 
164  shows  such  a  shaft  on  the  New  Croton  aqueduct  of  New  York. 
The  discharge  through  the  aqueduct  is  determined  at  this  point  with  a 
current-meter  as  follows : 

The  area  of  the  water-channel  is  subdivided  into  a  great  many  small 
areas  of  equal  size,  each  containing  about  a  square  foot.  The  average 
velocity  in  the  conduit  is  found  in  two  ways:  first,  by  moving  the  meter 


FlO.   163.  —  Ventilator  Shaft  of  Old  Croton  Aqueduct. 

slowly  and  uniformly  through  all  the  small  areas,  recording  the  time  and 
the  total  number  of  revolutions;  second,  by  leaving  the  instrument  for 
a  minute  in  each  separate  area,  recording  the  time  and  the  total  number 
of  revolutions.  From  these  observations,  which  are  plotted  as  shown 
in  Fig.  164a,  the  average  velocity  of  the  whole  area  is  computed.  The 
results  obtained  by  both  methods  agree  very  closely. 

The  current-meter  is  attached  to  a  brass  rod  (1-iV  in-  in  diameter) 
which  is  passed  through  a  swivel.  The  rod  is  made  in  five-foot  sections 
which  are  screwed  together.  It  is  provided  with  a  number  of  pro- 
jecting lugs  which  fit  accurately  into  grooves  of  a  brass  limb  that  is 
placed  in  the  manhole  and  fastened  to  three  4-  by  8-in.  yellow  pine  posts. 
The  sections  in  the  limb  are  fy  in.  deep,  and  are  cut  J  in.  from  center  to 
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Fia.  164.  —  Gau^g  Shaft  of  New  Crotan  Aquetluct. 
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center.  The  luga  on  the  rod  and  the  grooves  of  the  limb  are  marked  in 
such  a  manner  that  the  position  of  the  current-meter  in  the  aqueduct  is 
always  known. 

Four  men  are  required  for  making  the  observations.  The  first  moves 
the  current-meter  by  shifting  the  lug  of  the  rod  along  the  grooves  of  the 
limb;  the  second  holds  the  meter  against  the  current  by  means  of  a 
stout  rod,  fastened  by  wire  to  the  brass  tube,  just  above  the  water;  the 
third  is  stationed  at  the  top  of  the  shaft,  and  assiate  in  raising  or  lower- 
ing the  rods;  the  fourth,  watch  in  hand,  times  the  obsa^atious  and 
gives  the  signals. 

236.  The  Venturi  meter,  described  on  page  530,  has  been  used 
extensively  for  measuring  the  flow  throi^h  pipe-lines.    Three  meters 


Fia.  164a,  —  Velocity  Contours  in  New  Craton  Aqueduct. 


of  this  type  —  the  largest  thus  far  made  —  have  been  constructed  in  the 
Catskill  aqueduct  (p.  312). 

237.  Aqueduct  bridges  are  one  of  the  means  by  which  a  conduit 
can  be  carried  across  a  valley  or  a  depression.  They  are  usually  con- 
structed of  masonry. 

238.  The  Cabin  John  bridge*  built  in  1863,  carries  the  Washington 
aqueduct,  which  is  9  ft.  in  diameter,  across  Cabin  John  Run.  It  is  a 
fine  stone  arch  bridge  of  220  ft.  span.  Originally  the  depth  of  the  water 
in  the  conduit  on  the  bridge  was  only  to  be  7  ft.,  but  it  has  been  increased 
to  9  ft.  Since  this  was  done,  there  has  been  more  or  less  trouble  with 
leak^e. 

239.  High  Bridge  (Plate  V),  built  in  1840-48,  is  a  fine  structure 
which  carries  the  Old  Croton  aqueduct  across  the  Harlem  River  to 

■  En{f.  Record,  April  1,  1911,  p.  356;  and  Eng.  Nem,  July  10, 1913,  p.  67. 
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Mashattan  Island,  New  York.  It  is  1450  ft.  long  between  the  gate- 
houses at  its  ends.  The  bridge  has  fifteen  semicircular  arches,  eight 
having  spans  of  80  ft.,  the  other  spans  being  50  ft.  The  soffit  of  the 
arches  at  the  crown  is  100  ft.  above  high-wat«r.  The  water  is  carried 
across  the  bridge  in  two  36-in.  cast  iron  mains  and  in  a  wrought  iron 
pipe,  90)  ins.  in  diameter,  which  are  placed  in  a  vault  which  was  con- 
structed on  top  of  the  bridge.  Provision  for  contraction  and  expansion 
was  made  for  the  lai^  pipe  by  placing  stuffing-boxes  at  ita  ends. 

240,  Aqueduct  bridgea  for  the  Stidbury  aqueduct  of  Boston*  were 
built  in  1873-1879  across  Waban  Brook  and  across  the  Charles  BJver. 
The  first  of  these  bridges  is  536  ft.  long  and  has  nine  semicircular  stone- 
arches  with  spans  of  44  ft.  8  ins.  The  outer  spandrel-walls  are  built  of 
rubble  masonry,  faced  with  ashlar.  They  are  4  ft.  thick,  and  are  capped 
for  the  whole  length  of  the  bridge  by  a  string-course  forming  the  cornices. 
Two  interior  brick  spandrel-walls,  covered  with  fiagstones,  support  the 
bottom  of  the  masonry  conduit.  The  longitudinal  space  left  between 
the  spandrel-walls  above  the  arches  are  spanned  by  continuous  brick 
arches,  forming,  with  the  spandrel-walls,  three  galleries  extending  under 
the  conduit  for  the  whole  length  of  the  bridge.  Leakage  from  the  aque- 
duct  finds  its  way  into  one  of  these  galleries,  and  is  discharged  by  outlet 
pipes,  provided  at  the  piers  and  abutments.  Access  to  the  galleries  is 
obtained  by  means  of  manholes,  and  small  openings  are  provided  to 
give  light  and  ventilation. 

The  aqueduct  bridge  across  the  Charles  River  has  seven  stone  arches, 
the  main  arch  having  a  clear  span  of  130  ft. 

241,  The  Assabet  bridge,  on  the  Wachusett  aqueduct  of  Boston,  has 
a  span  of  29.5  ft.  In  the  Sudbury  bridges,  considerable  leakage  from 
the  aqueduct  occurred.  This  trouble  was  obviated  in  the  Assabet 
bridge  by  lining  the  aqueduct  with  lead,  which  has  made  the  conduit 
water-tight.  The  lining  was  made  of  sheets  of  lead,  9  by  16  ft.  in  size, 
weighing  5  lbs.  per  square  foot.  The  sheets  were  burned  together  with- 
out solder,  and  the  bottom  of  the  aqueduct,  against  which  the  sheete  of 
lead  were  placed,  was  plastered  with  a  ^An.  coating  of  cement  mortar, 
coated  witti  asphalt.  A  lead  lining,  made  of  lead  sheets  -^  to  J  in. 
thick,  was  placed  later  on  the  wetted  perimeter  of  the  Sudbury  bridges.t 

242,  Inverted  siphonB,  called  briefly  aipkona,  are  frequently  used  to 
cany  an  aqueduct  across  a  valley  or  depression.  They  may  consist  of 
one  or  more  lines  of  iron,  steel,  concrete  or  wooden  pipe,  or  of  a  pressure- 
tunnel. 

*  RepOTt  on  the  Construction  of  the  SucUiury  Aqueduct  made  by  A.  Fteley, 
Reudent  Engineer,  to  the  City  Engineer  o(  Boston,  1882. 
t  Enf.  Record,  March  25,  1011,  p.  328. 
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243.  Pressure-tunnels,  driven  through  solid  rock,  and  having  a 
sufficient  covering  of  sound  rock,  have  been  used  as  siphons,  in  con- 
nection with  modem,  aqueducts.  The  New  Croton  aqueduct  of  New 
York  was  built  across  the  Harlem  River  as  a  pressure-tunnel,  10.5  ft.  in 
diameter  and  about  1250  ft.  long,  at  a  depth  of  about  300  ft.  below  hjgh- 
wat«r  in  the  river. 

244.  On  the  CatskiU  aquedv€t  of  New  York,  several  deep  valleys  are 
crossed  by  pressure-tunnels,  the  most  important  one  being  the  tunnel, 
14  ft,  in  diameter  and  3022  ft.  long,  which  was  driven  under  the  Hudson 
River,  about  1100  ft.  below  high-water.  What  is  known  as  the  City 
tunnel  of  the  Catskill  aqueduct  is  a  pressure-tunnel,  18  miles  long,  with 
a  diameter  reduced  gradually  from  15  to  11  ft.,  driven  at  a  depth  of  200 
to  750  ft.  below  the  surface. 

Pressure-tunnels  should  be  given  a  circular  section  and  a  lining  strong 
enough  to  withstand  the  maximum  stresses  which  may  occur,  with  the 
tunnel  full  or  empty,  and  which  must  be  made  as  water-tight  as  possible 
by  grouting.  All  seams  and  fissures  in  the  rock  near  the  tunnel  should 
be  filled  with  grout,  forced  into  the  seams  by  pressure. 

In  the  construction  of  the  Harlem  River  siphon,  grout,  under  a  pree- 
sure  of  50  lbs.  per  square  inch,  was  forced  by  means  of  an  ordinary  ship 
pump  into  the  voids  in  the  masonry  and  the  seams  of  the  rock,  after  the 
masonry  Uning  had  been  laid.  In  the  Catskill  siphons,  great  improve- 
ments in  groutii^  machines  were  made,  and,  in  some  cases,  the  pressure 
under  which  the  grouting  was  done  vbb  as  h^h  as  300  lbs.  per  square 
inch.* 

246.  Wackusetl  Aquediict.  —  On  a  two-mile  stretch  which  might  be 
under  pressure,  cut-ofE  walls  of  masonry  were  built  over  the  arch  at  in- 
tervals of  50  ft.,  and  the  spaces  between  these  walls  were  filled  with  dry 
stone  packing,  and  afterwards  grouted  under  a  pressure  of  50  lbs.  per 
square  inch, 

246.  Failure  of  a  Pressure-lunnel.  —  The  Los  Angeles  aqueduct 
was  originally  constructed  across  the  Sand  Canyon  as  two  inclined  pre&- 
sure-tunnels,  9  ft.  in  diameter,  connected  across  the  narrow  bottom  of  the 
gorge  by  a«  SJ-ft.  steel  pipe.  The  rook  through  which  the  tunnels  were 
driven  was  hard  gray  granite,  massive  in  appearance.  The  maximum 
head  on  the  siphon  was  455  ft.  On  the  north  side,  the  incUne  joined  a 
covered  conduit,  and,  on  the  south  side,  the  incline  was  connected  with  a 
rock  tunnel.  The  total  length  of  the  siphon  was  2787  ft.,  of  which  length 
1517  ft.  consisted  of  a  horizontal  tunnel  and  steel  pipe.  The  covering 
over  the  north  and  the  south  ends  of  the  pipe,  where  it  joined  the  turmeb, 
was,  respectively,  83  and  170  ft.  The  timncls  were  lined  with  1  ft.  of 
*  "Waterworks  Handbook,"  by  Fliaa,  Weston,  and  B<^ert,  p.  286. 
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1-2-4  concrete,  and  this  lining  waa  carried  forward  for  ten  feet  over  the 
ends  of  the  pipe.  Holes  were  left  in  the  concrete  hning  for  grouting  all 
the  horizontal  portions  of  the  tunnel,  and  for  some  50  ft.  up  the  incline 
on  the  south  side.  The  grout  was  forced  into  the  masonry  with  a  tri- 
plex pump,  under  a  pressure  of  over  200  lbs.  per  square  inch.  The  con- 
crete was  discharged  through  an  8-in.  pipe,  behind  the  forms,  from  the 
head  of  the  incline,  and  flowed  into  all  crevices  and  spaces  in  the  rock. 
No  grout  was  pumped  at  other  parts  of  the  tunnels  behind  the  concrete, 
on  account  of  the  very  compact  manner  in  which  the  concrete  was 
delivered. 

When  the  siphon  was  first  tested  by  hydrostatic  pressure,  some  leak- 
age was  noticed,  and  a  break  finally  occurred  on  the  side-hill,  approxi- 
mately 80  ft.  in  elevation  above  the  top  of  the  pipes  and  about  150  ft. 
west  of  the  pipe.  The  blow-out  was  immediately  opposite  the  north 
end  of  the  steel.  An  inspection  made,  after  the  pipe  was  emptied, 
showed  that  a  large  crack,  about  3  ins.  wide,  had  been  made  in  the 
siphon.  It  started  at  the  bottom  of  the  steel,  on  the  north  side,  and  ran 
diagonally  up  each  side  to  the  spring  line,  at  a  distance  of  about  50  ft. 
from  the  end  of  the  steel.  The  crack  then  followed  the  spring-line,  with 
an  openii^  of  about  1  in.  in  width,  for  a  distance  of  about  100  ft.  The 
crack  stopped  in  the  top  of  the  tunnel,  230  ft.  from  the  end  of  the  steel. 
No  indication  of  failures  occurred  at  the  south  end  of  the  pipe. 

An  attempt  was  made  to  repair  the  siphon  by  placing  a  66-in.  steel 
pipe  in^de  of  the  original  100-in.  pipe,  and  by  filling  the  space  between 
the  pipes  solidly  with  concrete  and  grout.  After  the  repairs  had  been 
made,  the  siphon  was  tested  again.  This  time,  leaks  quickly  appeared, 
about  two-thirds  of  the  way  up  the  hill  on  the  south  side.  The  leakage 
which  was  at  first  largely  absorbetl  by  the  rock  and  soil  covering,  finally 
caused  the  rock  and  soil  to  slip,  resulting  in  a  great  cutting  of  the  hill  on 
the  south  side.  About  250,000  cubic  yards  of  material  was  displaced 
in  this  manner,  and  moved  from  30  to  50  ft.  About  20,000  cubic  yards 
of  this  material  reached  the  bed  of  the  canyon. 

The  damage  caused  by  this  failure  —  the  only  one  that  occurred  on 
the  entire  233  miles  of  aqueduct  constructed  — was  so  great,  that  the 
siphon  had  to  be  abandoned  and  replaced  by  an  all-steel  siphon  on  a 
new  location  across  the  canyon.  The  8i-ft.  steel  pipe  in  the  original 
siphon  was  placed  in  the  new  siphon. 

247.  Siphons  of  the  Los  Angeles  Aqueduct.*  —  There  are  twenty- 
three  inverted  siphons,  aggregating  in  length  11.4  miles,  on  the  line  of 
the  Los  Angeles  aqueduct.     Eight  of  these  siphons,  comprising  a  length 

*  "Complete  Report  on  Construction  of  the  Lob  Angelee  Aqueduct,"  published  by 
the  Department  of  Public  Service,  1916. 
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oiji.7  miles,  are  reinforced  concrete  pipes,  10  ft.  in  diameter,  which  are 
Bubjected  to  heads  varying  from  40  to  75  ft.  The  remaining  siphons 
consist  of  riveted  steel  pipes,  7.5  to  11.5  ft.  in  diameter,  having  a  thick- 
ness of  metal  of  j  to  Ij  ins.  The  steel  plates  for  these  siphons  were 
made  by  eastern  manufacturers,  in  accordance  with  the  specifications 
for  boiler  plate  steel  of  the  American  Society  for  Testing  Materials 
which  were  adopted  for  the  Los  Angeles  aqueduct.  The  minimum 
thickness  of  plate  was  fixed  at  1  in.  and  was  used  for  10-ft.  pipes  for 
heads  up  to  144  ft.  Plates  )  in.  or  lees  in  thickness  had  lap-joints 
with  edges  sheared  for  outside  caulking,  and  were  rolled  and  punched  at 
the  shops,  all  rivets  being  driven  in  the  field.  For  all  plates  over  )  in.  in 
thickness,  triple-riveted  butt-joints,  with  edges  planed,  were  used.  The 
plates  were  riveted  together  in  two-ring  sections,  except  the  heavy  plates 
across  the  bottom  of  canyons,  which  were  shipped  in  longer  sections. 

The  best  results  were  obtained  by  laying  the  pipes  in  shallow  trenches 
that  support  about  one-third  of  the  bottom  circumference  of  the  pipes. 
This  can  be  successfully  done  on  gentle  slopes  where  the  soil  conditions 
are  favorable. 

348.  Piers.  —  Most  of  the  pipes  were  laid  on  concrete  piers  1  to  2 
ft,  wide.  The  best  distance  between  centers  to  piers  for  a  10-ft.  pipe 
with  i-in.  shell  was  found  by  experiment  to  be  about  24  ft.  A  case 
happened  in  the  field  where  two  piers  on  a  side-hill  settled  away  from  a 
pipe,  leaving  the  supports  72  ft,  apart.  The  empty  pipe,  which  was 
11  ft.  in  diameter  and  i  in.  thick,  stood  suspended  without  injury,  until 
the  defective  supports  could  be  replaced. 

At  first,  the  piers  were  built  up  the  sides  of  the  pipes  to  the  horizontal 
diameter.  It  was  found,  however,  that  the  horizontal  diameter  of  some 
of  the  pipes  was  as  much  as  9  ins.  greater  than  the  vertical  diameter, 
when  the  pipes  were  empty.  When  they  were  about  two-thirds  full,  the 
distortion  became  greater,  and  the  leverage  it  exerted  on  the  sides  of  the 
piers  was  sufficient  to  rupture  them  on  lines  radial  to  the  pipe.  The 
sides  of  a  number  of  the  first  piers,  which  were  1  ft.  wide  at  the  top, 
2  ft.  thick,  and  reinforced  with  six  |-in.  round  rods,  were  broken  oft  in 
this  manner.  The  piers  were  carried  up  high  on  the  sides,  in  order  to 
stiffen  the  plates  on  the  sides  of  the  pipe,  but  it  was  noticed  that  when 
the  pipe  assumed  its  circular  form,  after  being  filled  with  water,  that  it 
did  not  bear  for  over  3  to  4  ft.  of  its  circumference  on  the  ruptured  pier. 
Based  upon  this  experience,  it  was  decided  to  give  the  piers  a  larger  sec- 
tion, but  not  to  carry  them  up  so  high.  The  piers  were,  therefore,  built 
up  to  the  bottom  of  the  pipes,  and  the  reinforcing  rods  were  left  pro- 
jecting. After  the  pipes  had  been  filled  with  water,  the  piers  were 
completed. 
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249.  Field  Riveling.  —  The  practice  was  to  rivet  two  rings  or  more 
together,  at  the  side  of  the  trench,  and  then  to  roll  the  two-ring  section, 
12  ft.  in  length,  into  the  trench.  Under  favorable  conditions,  a  crew, 
consiating  of:  1  riveter,  1  heater,  1  bucker,  1  sticker,  would  drive,  under 
a  bonus  system,  from  1000  to  1600  rivets,  f  in.  in  diameter,  in  8 
hours. 

In  the  deepest  siphon,  IJ-in.  rivets,  each  weighing  about  5  lbs.,  were 
driven  by  means  of  a  Thor  and  Boyer  No,  90  air  hammer,  using  air  under 
115  lbs.  pressure  per  square  inch.  The  air  was  supplied  by  an  Ingersoll- 
Rand  compressor,  driven  by  a  100  horsepower  motor.  A  No.  60  Boyer 
hammer  was  used  on  the  end  of  the  air-bucker  inside  of  the  pipe.  The 
cost  of  driving  these  large  rivets  was  27  cents  each,  the  energy  costing 
1.7  cents  per  kilowatt  hour. 

200.  Erection.  —  Aerial  cable-ways,  or  inclined  railways,  were  used 
for  delivering  the  plates  at  the  proper  points,  the  latter  proving  to  be 
more  satisfactory  than  the  former  for  heavy  pipe.  The  heaviest  pipe 
section  was  for  the  Jawbone  siphon.  It  weighed  52,000  lbs.  and  was  36 
ft.  10  ins.  long.  This  section  was  shipped  from  the  East,  built  up,  and 
was  hauled  into  plaee  by  52  mules,  6  in  a  row. 

261.  Painting.  —  The  paint  used  for  the  steel  pipes  was  a  residual 
hydrocarbon  oil,  resulting  from  the  manufacture  of  gas  from  California 
asphalt  oil,  which  penetrates  rust  and  rust  scales  on  the  metal.  This 
paint  is  very  cheap.  It  costs  $4  per  barrel  of  50  gals.  One  gallon  of 
paint  was  sufficient  for  covering  400  sq.  ft.  with  one  coat.  According 
to  circumstances,  it  costs  from  i  to  1  i  cents  per  square  foot  for  two  coats 
of  paint. 

262.  Expansion  and  Contraction.  —  Before  the  pipes  were  filled 
with  water,  they  expanded  and  contracted  longitudinally,  when  changes 
of  temperature  occurred.  This  motion  caused  some  injury  to  the  piers, 
which  was  prevented  later  by  placing  a  thin  sheet  of  metal  on  top  of  each 
pier.  In  one  of  the  siphons,  1435  ft.  long,  which  was  laid  across  a  canyon 
having  slopes  of  approximately  1  ft.  vertical  to  3  ft.  horizontal,  a  change 
of  temperature  of  58  to  92°  F.  caused  an  expansion  of  3^  ins.  at  the  north 
end,  and  of  1^  ins.  at  the  south  end,  which  had  the  steeper  slope. 
There  was,  also,  in  this  siphon,  a  lateral  movement  of  \  in,  between 
morning  and  evening,  before  the  pipe  was  filled. 

In  the  15,600-ft.  siphon  across  the  Antelope  valley,  which  is  the 
longest  on  the  line  of  the  aqueduct,  an  expansion  of  23  ins.  was  observed 
from  5  A.M.,  the  coolest  part  of  the  day,  until  mid-day. 

No  expansion  joints  were  placed  in  any  of  the  steel  pipes  of  the  aque- 
duct, but  the  pipes  are  securely  anchored  at  both  ends,  and  at  horizontal 
angles. 
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The  experience  with  these  10  miles  of  steel  siphon-pipea  on  the  aque- 
duct showed  that  when  the  pipes  ore  placed  on  the  top  of  the  ground,  no 
trouble  from  buckling  occurs  —  not  even  when  the  pipes  are  empty  — 
except  at  horizontal  angles,  which  should  be  avoided. 

At  a  horizontal  angle  in  the  Jawbone  siphon,  the  pipe  buckled  dur- 
ing construction,  so  as  to  be  depressed  as  much  as  a  foot  from  a  true 
circle,  but  when  the  pipe  was  filled  with  water,  it  returned  t«  its  circular 
form,  as  happened  in  all  other  similar  cases.  The  head  on  the  pipe  at 
this  point  was  about  100  ft. 

Owing  to  the  tendency  of  the  pipes  to  move  longitudinally  at  horizon- 
tal angles,  the  pipe  was  securely  anchored  at  such  points  to  a  block  of 
masonry,  or  completely  covered  with  earth.  No  trouble  from  expansion 
and  contraction  occurred  at  vertical  angles. 

263.  Transition  Joints.  —  Steel  pipes  were  only  used  for  heads 
exceeding  about  75  ft.  For  lower  heads,  pipes  made  of  reinforced  con- 
crete were  found  to  be  cheaper.  The  connections  between  the  steel 
pipes  and  the  concrete  pipes,  under  heads  of  about  75  ft.,  were  difficult 
to  make.  At  one  place  where  a  10-ft.  concrete  pipe  is  connected  with  a 
11-ft.  steel  pipe,  under  a  pressure  of  70  ft.  head,  an  expansion  joint  was 
made  by  letting  the  concrete  overlap  the  steel  for  6  ft.  —  the  width  of 
one  plate  —  and  the  annular  opening  of  J  in.  between  the  steel  and  con- 
crete was  caulked  with  oakum.  It  was  found  difficult  to  make  this 
joint  tight.  Threaded  steel  rods  were  cast  in  the  concrete  so  as  to  pro- 
ject about  6  ins.;  a  circular  piece  of  angle  iron  was  then  fitted  over  the 
steel  and  holes  were  bored  in  it,  to  fit  the  threaded  rods.  The  annular 
opening  between  the  steel  and  the  concrete  was  then  caulked  with  oakum, 
and  the  angle  was  drawn  down,  by  means  of  nuts,  against  the  oakum. 
By  repeated  recaullung  under  pressure,  the  joint  was  finally  made  tight. 

This  type  of  joint  was  later  superseded  by  a  rigid  joint,  made  by  first 
riveting  angle  irons  to  the  steel  pipe,  and  then  casting  a  large  block  of 
concrete  to  envelop  the  steel  pipe.  This  type  of  rigid  rod  proved  to  be 
very  satisfactory. 

2S4.  The  Jawbone  siphon*  of  the  Los  Angeles  aqueduct,  which  is 
7096  ft.  long,  is  under  a  maximum  head  of  850  ft.  The  diameters  of  this 
pipe  vary  from  10  ft.  at  the  ends  to  75  ft.  at  the  center,  and  the  thickness 
of  the  plates  ranges  from  1  to  IJ  ins.  By  varying  the  diameter  of  the 
pipe,  a  considerable  saving  in  material  was  effected. 

This  pipe  is  laid  on  concrete  piers,  2  ft.  thick,  which  support  one- 
quarter  of  the  circumference  of  the  pipe.  The  piers  arc  spaced  36  ft. 
between  centers  across  the  bottom  of  the  canyon,  and  closer  on  the  hill- 
sides. They  are  founded  on  bed-rock  on  the  hill-eides,  and  are  carried 
•  Eng.  Record,  Dec.  20,  1913,  p.  683. 
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down,  in  the  center  of  the  valley,  about  8  ft.  into  cemented  gravel.  The 
erection  of  the  pipe  was  begun  in  the  bottom  of  the  canyon,  and  was  ex- 
tended up  each  side  simultaneously.  The  ends  of  the  pipes  are  rigidly 
held  by  massive  concrete  anchor^es  at  the  transition  sections  from  the 
adjoining  conduit.  Angles  were  riveted  around  the  outside  of  the  end 
plates,  and  the  concrete  anchorage  was  cast  over  the  pipe  for  a  dis- 
tance of  about  10  ft.  This  concrete  was  placed  after  the  pipe  had  been 
filled  with  water,  and  during  cool  weather,  the  effort  being  made  to  make 
the  casting,  when  the  pipe  was  in  a  condition  of  minimum  length.  These 
jointe  have  stood  very  well,  and  no  rupture  of  the  concrete  has  occiured. 
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CHAPTER  XV 
DESCRIPTIONS  OF  AQUEDUCTS 

256.  Glasgow,  Scotland,  constructed,  in  1856-60,  an  aqueduct* 
from  Loch  Katrine  in  the  Perthshire  Highlands  to  the  city,  a  distance  of 
about  33  miles.  A  masonry  dam,  continued  by  a  waste-wier,  100  ft.  long, 
V/8S  built  across  the  outlet  of  the  loch,  to  raise  its  surface  4  ft.  The 
reservoir  thus  formed  had  an  available  storage  capacity  of  about 
2,600,000  Imp.  gaU.,  and  a  drainage  area  of  36  square  miles.  Owing  to 
the  great  depth  of  the  loch  —  which  is  about  475  ft.  in  its  deepest  part  — 
the  temperature  of  the  water  remains  nearly  constant,  varying  only 
from  about  38  to  58  degrees. 

The  aqueduct  begins  at  an  inlet  gate-bouse,  40  by  55  ft.  in  plan,  built 
at  the  loch,  and  provided  with  fish  screens  and  with  three  4-  by  4-ft. 
sluice-gates.  It  haa  a  length  of  25j  miles,  and  terminates  at  the  Mug- 
dock  service-reservoir,  from  which  the  water  is  conveyed  to  the  city  by 
two  lines  of  42-in.  cast  iron  pipes,  each  8  miles  long.  Between  the  inlet 
and  the  reservoirs,  the  aqueduct  is  composed  of  llf  miles  of  tunnel, 
lOi  miles  of  cuf^and-cover  work,  and  3J  miles  of  pipe  siphons.  The 
built  and  tunneled  parts  of  the  aqueduct  (Fig.  165)  are  8  ft.  wide  by 
8  ft.  high  with  an  arched  roof,  and  have  a  uniform  grade  of  10  ins.  per 
mile.  The  siphon  pipes  are  laid  across  three  wide  valleys,  and  have  a 
mean  fall  of  1  in  1000.  Two  484n.  cast  iron  pipes  were  placed  originally 
in  each  siphon,  and  provision  was  made  for  a  third  line  of  somewhat 
smaller  pipe,  which  was  to  be  laid  when  needed. 

There  are  about  25  important  iron  and  stone  bridges,  some  of  them 
of  considerable  magnitude,  on  the  line  of  the  aqueduct.  Minor  ravines 
are  crossed  by  bridges  consisting  of  wrought  iron  tubes  and  cast  iron 
troughs,  covered  with  planking,  but  these  bridges  have  not  proved  to  be 
satisfactory.  The  service  reservoir,  which  was  formed  by  constructing 
two  earthen  dams,  has  a  storage  capacity  of  about  500,000,000  Imp. 
gals,  of  water.  A  basin  having  4  cast  iron  gauge-plates,  each  10  ft.  long, 
was  built  at  the  upper  end  of  the  reservoir,  and  is  used  for  measuring  the 
delivery  of  the  aqueduct,  which  has  a  maximum  capacity  of  40,000,000 
Imp,  gals,  per  day.  The  outlet  of  the  reservoir  is  controlled  by  a  stand- 
pipe  having  valves  at  different  levels,  and  the  water  drawn  from  the 
•  Proc.  Inst.  M.  E.,  1864,  p.  123. 
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Tunael  in  Rock. 


reservoir  haa  to  pass  through  a  straining  well  at  the  reservoir,  before  it 
is  coDveyed  to  the  city.    The  Loch  Katrine  aqueduct  and  reservoiiB 
were  built  according  to  the  plans,  and 
under  the  direction,  of  J.  F.  Bateman, 
M.  InBt.  C.  E. 

Glasgow  obtained  an  additional  sup- 
ply from  Loch  Katrine  by  raising  the 
loch  5  ft.,  which  increased  it«  available 
storage  capacity  to  9,849,000,000  Imp. 
gals.,  and  by  constructing  a  new  aque- 
duct having  a  capacity  of  70,000,000 
Imp.  gals,  per  day.  from  the  loch  to 
the  city.  This  increase  in  supply  of 
water  was  only  obtained  gradually. 
The  construction  of  the  works  were 
begun  in  1885,  but  was  spread  over  a 
considerable  period  of  time.  The  por- 
tions of  the  old  aqueduct  which  offered 
the  greatest  obstruction  to  the  flow  of 
water  were  duplicated  first,  and  the  in- 
crease in  the  storage,  and  the  laying  of 
the  pipes,  were  done  from  time  to  time, 
aa  the  demand  for  water  required.  The 
new  conduit  was  located  almost  parallel 
with  the  old  one,  but,  by  resorting 
largely  to  tunneling,  the  length  of  the 
new  aqueduct  was  reduced  to  23§  miles, 
a  saving  of  2i  miles  in  distance.  The 
two  aqueducts  are  connected  at  several 
points,  in  order  to  make  it  possible  to 
isolate  any  section  of  either  aqueduct  for 
inspection  or  repairs.  As  the  minimum 
available  fall  from  the  loch  to  the  ter- 
minal reservoir  is  38.58  ft.,  a  fall  of  1  in 
5500  was  obtained  for  the  tunnels  of 
the  new  aqueduct,  and  a  fall  of  1  in  960 
for  the  siphon  pipes.  About  50  per  cent 
of  the  tunnels  are  lined  with  concrete, 
and  have  a  cross-eection  9  ft.  wide  at 
the  bottom,  and  10  ft.  wide  below  the 
springing  of  the  arch.  The  invert  has  a  sine  of  6  ins.  The  unlined 
tunnds  are  11  ft.  wide  at  the  bottom,  12  ft.  wide  at  a  height  of  6  ft. 


Tunnel  in  Material  not  Water- 
tight. 


Open  Outtang  in  Rtxik. 

Fia.  165.  —  Glasgow  Aqueduct. 

(Built  1856-1860.) 
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above  the  bottom,  and  9  ft.  high,  the  roof  being  formed  by  a  s^ment 
of  a  circle. 

There  are  only  five  ehort  aqueduct  bridges  on  the  line  of  the  new 
conduit.  They  are  all  built  of  maaonry.  Two  valleys,  havii^  re- 
spectively widths  of  2.425  and  0.675  miles,  are  crossed  by  means  of 
siphons,  each  consisting  of  two  lines  of  40-in.  cast  iron  pipe.  Provision 
was  made  for  laying  two  additional  lines  of  similar  pipes,  when  required. 
The  thickness  of  the  walls  of  the  pipes  varies  from  li  to  If  ins.,  accord- 
ii^  to  the  pressure  to  which  they  are  subjected.  In  the  wider  valley, 
the  pipes  are  carried  across  the  railway,  a  public  road,  and  a  river  on 
steel  plate-girders,  supported  by  masonry  abutments.  A  new  service 
reservoir,  adjoining  the  older  storage  basin,  was  constructed  at  the  same 
height  above  the  sea.  The  new  works  were  designed,  and  carried  out, 
by  James  N.  Gale,  M.  lost.  C.  E. 

266.  Liverpool,  England,  obtained,  in  1881  to  1890,  a  new  water 
supply  by  building  a  masonry  dam  across  the  Vymwy  River,  in  a  remote 
part  of  North  Wales,  to  form  an  impounding  reservoir,  and  by  construct- 
ing an  aqueduct  from  this  reservoir  to  the  city.* 

267.  Lake  Vymwy,  as  the  storage  reservoir  is  called,  covers  1 121 
acres  and  stores,  when  full,  about  13,000,000,000  Imp.  gals,  of  water. 
The  lake  is  4j  miles  long,  and  has  an  average  width  of  half  a  mile.  The 
crest  of  the  overflow  is  826  ft.  above  the  sea-level,  and  the  greatest  depth 
of  water  in  the  reservoir  is  84  ft. 

The  lake  is  formed  by  a  masonry  dam,  1166  ft.  long  on  top,  having  a 
maximum  height  of  161  ft.  from  the  lowest  part  of  the  foundation  to 
the  top  of  the  parapet  of  the  carriage  way.  The  greatest  thickneea  of 
the  base  is  120  ft.,  and  the  width  of  the  roadway  on  the  top  of  the  dam 
is  19  ft.  10  ins.  The  whole  dam  forme  a  spillway,  with  the  exception  of 
the  piers  which  support  the  roadway.  Elliptical  arches  of  24  ft.  span 
are  built  between  these  piers.  The  overflow  level  is  10  ft.  below  the 
surface  of  the  roadway. 

During  the  construction  of  the  dam,  two  circular  outlet  tunnels,  15  ft. 
in  diameter  and  about  70  ft.  long,  were  left  in  the  masonry  of  the  dam 
for  the  temporary  diversion  of  the  river.  On  the  completion  of  the  dam, 
the  tunnels  were  closed  by  brick  bulkheads,  18  ft.  thick.  A  39-in. 
blow-off  pipe  is  placed  in  one  of  these  tunnels,  and  a  30-in.  and  an  18-in. 
blow-off  pipe  are  laid  in  the  other  tunnel.  These  pipes  pass  through 
the  brick  bulkhead  and  are  controlled  by  suitable  gate-valves. 

268.  The  Vymwy  Tcnoer  (Fig.  166).  —  The  outlet  from  the  lake  ia 
controlled  in  a  circular  tower,  provided  with  the  necessary  inlet-  and 

•  The  Vyrnwy  Woriu  are  fjilly  dettcribed  in  a  paper  by  George  F.  Deacon  in  Proc. 
Inst.  C.  E.,  18B6,  CXXVl,  p.  24. 
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Fla.  166.  —  The  Vyrnwy  Tower. 
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outlet-gates,  and  with  screens.  In  order  to  be  able  to  draw  deep  lake 
water  at  a  point  where  it  would  not  be  affected  by  floods,  the  tower  was 
built  off  a  promontory,  about  2200  ft.  northwest  of  the  inlet  of  the 
aqueduct.  It  has  a  height  of  about  170  ft.  above  the  base,  and  rises  110 
ft,  above  the  high-water  level.  The  tower  and  the  bridge  that  connects 
it  with  the  shore  are  built  of  concrete.  There  are  two  inlet-valves, 
which  admit  the  water  into  the  tower.  They  are  put  on  the  outside  of 
the  tower  between  two  side  walls,  and  a  grating  is  placed,  from  side  wall 
to  side  wall,  to  keep  coarse  matter  from  getting  into  the  tower.  E^h 
inlel/valve  consists  of  six  9-ft,  lengths  of  steel  pipe,  36  ins.  in  diameter, 
with  gun-metal  faced  ends.  These  pipes  form  a  stand-pipe,  extending 
from  the  lowest  available  water  level  to  the  highest  flood  level.  By 
suitable  attachments  and  a  hydraulic  hoisting  gear,  the  stand-pipe  can 
be  raised  so  as  to  open  any  of  its  five  joints  to  admit  the  water,  the  other 
joints  remaining  closed.  At  its  bottom  the  stand-pipe  is  connected  by 
a  horizontal  piece  of  pipe  with  a  similar  stand-pipe  on  the  inside  of  the 
tower,  having,  however,  less  height.  The  two  inside  stand-pipes  can  be 
opened,  like  the  outside  pipes,  so  as  to  discharge  the  water  into  the 
tower  at  any  desired  joint. 

Three  cylindrical  strainers,  of  a  novel  design,  are  placed  in  the  water 
in  the  tower.  The  lower  end  of  each  strainer  is  provided  with  an  India 
rubber  ring,  to  make  a  tight  joint,  and  rests  upon  a  bell-mouthed  casting, 
forming  the  upper  end  of  a  vertical  cast  iron  pipe,  46  ins.  in  diameter, 
which  is  provided  with  an  ordinary  gate-valve,  that  controls  the  flow 
from  the  strainer.  Each  strainer  consists  of  a  cylindrical  frame  of 
wrought  iron,  25  ft.  high  and  9  ft.  in  diameter,  over  which  flne  copper 
gauze  is  placed.  The  mesh  first  used  was  14,400  to  the  square  inch,  but 
it  was  found  to  be  too  fine  and  too  costly.  Different  meshes  were  tried 
and  the  effect  on  the  removal  of  the  suspended  matters  noted.  Eventu- 
ally a  mesh  of  60  to  the  lineal  inch  was  adopted.  The  strainer  is  held 
in  place  by  three  equidistant  brackets,  which  serve  as  guides  when  the 
strainer  is  hoisted  to  the  floor  of  the  tower,  to  be  cleaned  by  revolving 
water  jets.  During  the  washing  process,  a  tray,  lifted  into  position 
immediately  under  the  strainer,  catches  all  matter  washed  off  the  gauze. 
A  pipe  conveys  the  washed  material  to  a  safe  place  outside  the  tower.* 

*  When  the  Btrainers  were  first  put  into  eerrice,  a  gaJvonic  action  took  place 
between  the  copper  gaiue  and  the  iroa  to  which  it  was  attached,  which  rapidly  coi- 
roded  the  copper.  This  action  was  caused  by  a  certain  amount  of  acidity  in  the 
water,  or  in  the  matter  in  contact  with  the  strainer.  In  ordinary  cases,  copper  ia 
electro-negative  to  iron,  but  in  this  case  this  condition  was  reversed,  probably  on 
account  of  the  thinness  ot  the  copper  wire,  and  the  Kreat  extent  of  its  surface. 

U  the  coppw  gauze  had  been  fastened  to  wooden  fromea,  and  thus  kept  from 
contact  with  the  iron,  this  difficulty  would  not  have  occurred.    Strips  of  line,  hung 
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The  three  46-in.  pipes  which  receive  the  water  from  the  strainers  are 
connected  with  a  concrete  culvert  that  conveys  the  water  to  the  inlet  of 
the  aqueduct.  Here  there  is  s  shaft  with  a  valve  for  controlling  the 
supply  from  the  tower.  In  the  same  shaitj  there  is  a  pipe  through  which 
a  supply  can  be  drawn,  at  a  somewhat  lower  level,  independently  of  the 
tower. 

269.  The  Vymivy  aqueduct  has  a  length  of  about  68  miles  from 
Lake  Vymwy  to  the  Prescot  service-reservoirs.  With  the  exception  of 
three  tunnels,  driven  through  rock,  the  aqueduct  consists  of  siphons  of 
cast  iron  pipes,  usually  42  ins.  in  diameter.  For  the  full  capacity  of  the 
aqueduct,  which  was  fixed  as  40,000,000  Imp.  gals,  per  day,  three  lines  of 
42-in,  pipe  are  required.  Only  one  line  was  laid  as  a  first  instaknent, 
the  other  two  being  placed,  as  required.  Four  open  balancing  reservoirs 
or  tanks  are  built  at  convenient  points  on  the  line  of  the  aqueduct. 
They  divide  the  aqueduct  into  the  six  following  divisions: 

TABLE  XLIL  — VYRNWY  AQUEDUCT 


1.  Lake  Vyrnwy  to  Pare  Uchaf  Reservoir 

2.  Pare  Uchaf  RoHcrvoir  to  Oswestry  Reservoir 

3.  Oswestry  Reservoir  to  Malpaa  Tank 

4.  MalpBs  Tank  to  Cotebrook  Reservoir 

5.  Cotebrook  Reservoir  to  Norton  Tank 

6.  Norton  Tank  to  Prescot  Reservoir 

Total 


or  lODks.    For  a  dwriplioii  of  Iheae  pile-vaLv«  see  p.  183. 

260.  Tunnels.  —  The  aqueduct  begins  at  the  lake  with  a  circular 
tunnel,  2^  miles  long,  driven  through  the  ridge  that  separates  the  lake 
from  the  valley  of  the  Tanat.  The  inlet  of  the  tunnel  is  connected 
with  the  straining  tower  by  means  of  a  brick  culvert,  and  a  line  of  cast 
iron  pipes  is  laid  from  the  tunnel  for  a  certain  distance  on  the  bottom 
of  the  lake,  to  make  it  possible  to  draw  water  independently  of  the 

within  the  screens  and  in  contact  with  the  copper,  did  much  to  save  the  gauze  by 
creating  an  electro-positive,  which  could  be  replaced.  By  using  heavier  wire,  the 
life  of  the  copper  wire  was  much  increased,  but  this  caused  a  reduotion  of  the  meshes- 
from  14,400  to  10,000  per  square  inch. 

The  difBculty  was  finally  successFuUy  overcome  by  Joseph  Parry,  M.  Inst.  C.  E., 
who  later  became  chief  ei^neer  of  the  Liverpool  Water  Works,  by  placing  sheet 
copper  between  the  iron  and  the  copper  gauze,  in  contact  with  both.  The  greater 
rnatv)  in  relation  to  its  surface  of  thin  added  copper,  if  it  did  not  create  a  balance, 
caused,  no  doubt,  decomposition  of  the  iron,  rather  than  of  the  copper. 
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straining  tower.  For  1890  ft.  of  its  length,  the  tunnel  is  lined  with 
maaonry,  the  inner  diameter  being  7  ft.  For  the  remaining  distance, 
the  rock  is  excavated  so  as  to  clear  a  7-ft.  cylinder  by  2  ft.  The  invert 
has  a  fall  of  2.04  ft.  per  mile.  There  are  two  other  tunnels  on  the  line 
of  the  aqueduct,  each  a  little  less  than  a  mile  in  length,  and  having  a 
grade  of  2  ft.  per  mile.  For  convenience  we  shall  number  the  tunnels 
in  the  following  descriptions,  beginning  at  the  lake. 

261.  Siphons.  —  There  are  seven  siphons  of  cast  iron  pipes,  each  of 
which  consists  for  the  full  delivery  of  the  aqueduct  of  three  lines  of 
cast  iioa  pipes,  usually  42  ins.  in  diameter.  For  the  first  instalment 
only  one  line  of  pipes  was  laid.  The  lengths,  grades,  etc.,  of  the  different 
siphons  are  given  in  the  following -table. 

TABLE  XLIII,  — SIPHONS  OF  VYRNWY  AQUEDUCT 


Lootion 

'"T"- 

1^- 

GrxJwpW 

317 
220 

7.00 
6,25 
0.10 

IL63 
11.00 

9.25 

Oswestry  Reservoir  *  to  Malpas  Reservoir 

480 
308 
390 
363 

6,87 

6.0 

to  Ktt  tbo  ittqiiind  deli  vary. 

With  few  exceptions,  the  siphons  are  made  of  cast  iron  hub-and- 
spigot  pipe,  42  ins.  in  diameter  and  12  ft.  long.  The  thickness  of  metal 
of  the  pipes  varies  from  1  to  2i  ins.,  according  to  the  pressure  that  has 
to  be  resisted.  Blow-off  valves  for  emptying  the  siphons  are  provided 
at  all  depressions,  and  automatic  valves  for  releasing  any  air  that  may 
collect  at  summits  of  the  pipe-line,  are  placed  at  all  high  points,  where 
the  pipes  dip  to  a  lower  level.  Improved  self-acting  gate-valves  (p. 
183)  are  placed  in  the  pipe-lines  at  intervals  of  less  than  five  miles.  In 
addition  to  these  valves,  ordinary  stop^ates  are  put  at  frequent  inter- 
vals in  the  pipe-hnes,  to  permit  the  control  of  the  flow  through  the 
aqueduct. 

At  a  number  of  places  the  siphons  had  to  cross  streams,  railroads, 
and  canals.  In  ordinary  eases  the  pipes  were  laid  in  the  beds  of  the 
streams  or  canals,  and  in  subways  under  railroads.  In  one  instance, 
where  the  railroad  was  in  excavation,  the  aqueduct  was  formed  of  riveted 
wrought  iron  pipes,  placed  16^  ft.  above  the  rails,  and  held  by  suitable 
supports. 

The  most  important  crossings  on  the  line  of  the  aqueduct  are  those 
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of  the  River  Weaver  Navigation,  the  Manchester  Ship  Canal,  and  the 
River  Mersey.  The  River  Weaver  Nav^tion,  which  is  a  waterway 
100  ft.  wide  and  15  ft.  deep,  was  crossed  by  means  of  three  lines  of 
straight  steel  pipes,  each  107  ft.  long,  which  were  connected  t(^ther 
laterally.  The  pipes  were  floated,  with  their  ends  temporarily  closed, 
into  position  and  sunk  into  the  trench,  which  had  been  previously 
dredged  to  a  depth  of  23  ft.  below  the  water  level.  After  being  placed, 
the  tubes  were  covered  with  18  ins.  of  concrete. 

The  Manchester  Ship  Canal  was  crossed  during  its  construction  by 
cut-and-cover  work.  A  circular  culvert  of  brickwork,  with  terminal 
shafta,  306  ft.  apart,  was  built  under  the  bed  of  the  canal.  It  provides 
room  for  three  lines  of  steel  pipe,  36  ins.  in  diameter,  one  line  of  which 
was  laid  as  the  first  instalment.  The  culvert  inclines  towards  the 
Norton  tank,  and,  in  the  shaft,  nearer  thb  tank,  the  gate-valves  of  the 
pipe-Unes  are  placed.  A  pumping  plant,  worked  by  the  pressure  in 
the  mains,  is  installed  here  for  keeping  the  culvert  dry. 

Immediately  after  passing  the  ship  canal,  the  River  Mersey  had  to 
be  crossed.  This  involved  the  most  difficult  piece  of  work  on  the  line 
of  the  aqueduct.  It  necessitated  driving  a  tunnel  under  the  Mersey 
River  for  the  siphon  pipes.  This  was  the  first  tunnel  excavated  through 
loose  material  under  a  river,  by  means  of  a  shield.  The  original  plans 
contemplated  laying  the  pipes  on  the  bed  of  the  river,  as  has  often  been 
done,  but  Parliamentary  exigencies  obliged  the  City  of  Liverpool  to 
construct  a  tunnel.  It  has  a  diameter  of  9  ft.,  within  the  Sanges  of  the 
cast  iron  plates  with  which  it  is  lined.  The  external  diameter  of  the 
tunnel  is  10  ft.  One  line  of  32-in.  steel  pipes  was  laid  in  the  tunnel  for 
the  first  instalment.  Provision  was  made  for  a  second  line  of  pipe. 
The  greatest  head  on  the  siphon  is  363  ft.     The  tunnel  is  very  dry. 

262.  Balancing  Reservoirs.  — The  capacities  of  the  different  balanc- 
ing reservoirs,  as  finally  completed,  are  as  follows:  Uchaf,  6,000,000  Imp. 
gals.;  Oswestry,  46,000,000  Imp.  gals.;  Malpas,  6,500,000  Imp.  gals.; 
Cotebrook,  6,000,000  Imp.  gala.;  Norton  tower,  651,000  Imp.  gals.; 
Prescot,  88,000,000  Imp.  gals.  With  the  exception  of  the  Norton 
tank,  the  reservoira  are  ordinary  storage  basins,  built  by  excavation 
and  embankment. 

Norton  tower  {Fig.  167)  was  built  of  red  sandstone  on  a  high  hill, 
about  midway  between  the  Cotebrook  and  terminal  reservoirs,  as  no 
suitable  ground  could  be  found  for  a  reservoir.  The  tower  has  a  diam- 
eter of  95ft.  at  the  base  and  a  height  of  113  ft.  to  the  top  of  an  iron  water 
tank,  which  is  supported  on  the  circular  cornice  of  the  tower,  without  any 
girders  or  columns.  The  tank  is  80  ft,  in  diameter  and  has  a  depth  of 
31  ft.  at  the  center.     The  upper  lOJ  ft.  of  the  tank  is  formed  of  a  cast 
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iron  cylinder  which  is  supported  on  steel  rollers,  placed  on  a  cast  iron 
bed-plate  on  the  cornice  of  the  tower.  The  lower  part  of  the  tank 
consists  of  a  segment  of  a  sphere,  made  entirely  of  steel  plates,  which  is 


Fia.  167. —The  Norton  Tower. 


connected  with  the  cast  iron  cylinder.  Stand-pipes  from  the  three  pipe- 
lines of  the  siphon,  and,  also,  an  overflow-pipe,  are  placed  in  the  tower, 
and  are  connected  by  means  of  suitable  packing-glands  with  the  bottom 
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of  the  tank.    The  tower  Ls  built  of  Roman  Doric  design  of  ashlar  ma- 
aonry  throughout. 

The  two  Preecot  reservoirs,  at  which  the  aqueduct  terminates,  were 
built  in  1855-57,  in  connection  with  the  Bivington  works,  with  the  high 
water  mark  275  above  sea  level.  From  these  reservoirs  the  water  is 
conveyed  by  gravitation,  with  one  exception,  to  a  number  of  covered 
service-reservoirs,  built  of  brickwork  or  concrete  on  high  groimd,  in 
different  parts  of  the  city.  Filter-beds,  of  ordinary  construction,  are 
built  about  J  mile  from  the  Oswestry  reservoir,  the  fall  in  this  distance 
to  the  filters  being  112  ft. 

263.  Engineers.  — ■  The  construction  of  the  works  was  carried  out 
according  to  the  plans,  and  under  the  supervision,  of  Thomas  Hawksley 
and  George  F.  Deacon,  members  Inst.  C.  E.,  until  1885,  when  Mr. 
Hawksley  retired  and  Mr.  Deacon  became  the  sole  engineer  in  charge 
of  the  works  to  their  completion  in  1890. 

264,  The  Thirlmere  aqueduct  of  Manchester,  England,*  was 
constructed  in  1886-1895,  to  obtain  a  water  supply  from  Lake  Thirl- 
mere in  the  English  Lake  District,  about  96  miles  from  Manchester. 
By  building  a  masonry  dam,  880  ft.  long  on  top  and  114  ft.  high  above 
the  lowest  part  of  the  foundation,  the  surface  of  the  lake  was  raised  50 
ft.  and  its  storage  capacity  increased  to  about  8,131,000,000  Imp.  gals. 

The  aqueduct,  which  was  designed  for  a  maximum  discharge  of 
50,000,000  Imp.  gala,  per  day,  has  a  length  of  95}  miles  from  the  lake  to 
the  city.  It  consists  of  14|  miles  of  tunnels,  36$  miles  of  cut-and-cover 
work,  and  45  miles  of  siphons  of  cast  iron  pipes.  Each  siphon  is  to  be 
eventually  composed  of  several  lines  of  pipes.  Only  one  line  of  pipe 
was  laid  as  the  first  instalment.  Each  of  the  first  two  siphons  is  to 
have  three  lines  of  48-in.  pipes,  for  the  full  capacity  of  the  aqueduct,  but 
the  other  siphons  are  to  consist  of  five  hnes  of  40-in.  pipes,  except  for 
the  last  13  miles  of  the  aqueduct  to  the  Prestwich  reservoir,  where  the 
diameter  of  the  pipes  is  reduced  to  36  ins.,  as  a  greater  fall  is  available. 
Each  siphon  is  connected  at  each  end  to  the  masotuy  conduit  by  a  small 
masonry  chamber.  Armstrong  automatic  gates  are  placed  in  these 
chambers  for  each  pipe-line. 

The  aqueduct  begins  at  the  lake  with  a  tunnel.  At  a  distance  of 
300  ft.  from  the  inlet,  a  circular  straining  well  is  constructed.  It  was 
sunk  65  ft.  through  solid  rock,  and  was  lined  with  concrete.  The  well  is 
37}  ft.  in  diameter  at  the  bottom  and  40}  ft.  at  the  top,  the  reduction 
in  diameter  being  made  in  two  oEF-sets.  On  the  take  side  of  the  well, 
a  rectangular  valve-shaft  was  sunk  to  the  same  depth  as  the  well  and 

•  "The  Thirlmere  Works  for  the  Water  Supply  of  Manohester,"  by  George 
Hpnry  Hill  in  Proc.  Inat.  C.  E.,  1895.  CXXVI,  p.  2. 
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was,  also,  lined  with  concrete.  The  tunnel  ends  at  the  valve-shaft  and 
the  water  is  conveyed  from  this  shaft  to  the  straining  well  by  a  42-in, 
cast  iron  pipe,  controlled  by  two  gate-valves.  The  water  is  delivered  in 
the  straining  well  on  the  outer  side  of  an  octagonal  screen  of  strainers, 
22  ft.  in  diameter  and  16  ft.  high.  The  aqueduct  (Fig.  168)  is  built 
from  the  straining  well  in  tunnel  for  about  3  miles.  The  cut-and- 
cover  portion  of  the  aqueduct  is  carried  across  streams  on  masonry 
bridges,  at  which  waste  weirs  and  blow-off  gates  are  provided.  The 
grade  of  the  aqueduct,  except  at  the  siphons,  is  20  ins.  per  mile.  Man- 
holes with  ventilators  are  constructed  at  intervals  of  about  J  mile. 

The  Thirlmere  Water  Works  were  designed  and  constructed  under 
the  direction  of  George  Henry  Hill,  chief  engineer. 


TUNHELLIMS  CUT  AND  COVER 

Fig.  168.  —  The  Thirlmere  Aqueduct. 


266.  Birmingham,  England,*  secured,  in  1894-1906,  a  supply  of 
water  from  the  Elan  and  Claerwen  Rivers,  tributaries  of  the  Wyem,  in 
central  Wales.  The  city  purchased  practically  the  whole  water-shed  of 
these  streams  above  their  confluence,  which  is  inaccessible,  almost  un- 
inhabited, and  forms  an  ideal  collecting  ground  for  a  supply  of  pure, 
soft  water. 

The  water  from  this  drainage  area  is  collected  in  several  storage 
reservoirs.  The  outlet  from  the  lowest  reservoir  is  controlled  by  a 
valve-tower,  constructed  somewhat  similar  to  the  Vyrawy  tower.  From 
the  valve-tower  the  water  is  conveyed  by  a  circular  rock  tunnel,  8  ft. 
in  diameter  and  about  7000  ft,  long,  to  filter-beds,  where  it  is  dis- 
charged into  an  open  channel,  passing  along  the  side  of  the  filter-beds. 
After  being  filtered,  the  water  flows  through  a  measuring  chamber  and 
then  into  the  main  aqueduct,  which  conveys  it  to  a  receiving  reservoir 


•  "The  Engioeer,"  London,  Sept.  9, 
22, 1904,  p.  77. 


38,  p.  243;  Oct.  12,  1900,  i 


;;  July 
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at  Frankley,  near  the  city.  The  aqueduct,  which  is  73;  miles  long,  is 
built  for  23|  miles  as  cut-and-K!Over  work,  for  12  miles  in  tunnel,  and  for 
374  miles  as  siphons,  each  of  which  is  to  consist  ultimately  of  6  parallel 
lines  of  cast  iron  pipes,  44  ins.  in  diameter.  Only  two  lines  of  pipes  were 
laid  originally  in  each  siphon.  The  longest  tunnel  has  a  length  of  4\ 
miles  and  a  grade  of  1  in  3016.  The  longest  siphon  is  built  across  the 
valleys  of  the  Severn  and  Stour.  It  is  about  17  miles  long,  has  a  dip  of 
547  ft.,  and  a  grade  of  1  in  1600.  For  the  cut-and-cover  work  the  grade 
is  1  in  4000.  The  averse  fall  for  the  whole  aqueduct  ia  1  in  2276.6. 
The  conduit  has  a  majiimum  delivery  of  75,000,000  Imp.  gals,  per 
day. 

266.   Engineers.  —  The  works  described  above  were  planned  and 
carried  out  by  WilUam  Gray,  the  engineer  in  charge  of  the  water  works 


Fio.  169.  —  The  Dhuys  Aqueduct. 
(Dimensions  in  Meters.) 


Fia.  170.  —  The  Vanne  Aqueduct. 
(Dimenaions  in  Meters.) 


of  the  city,  and  James  Maosergh,  M.  Inst.  C  E.,  acting  as  consulting 
engineer. 

267.  Paris,  France,  has  a  double  water  system,  spring  water  being 
distributed  for  domestic  consumption,  while  river  water  is  used  for 
pubhc  purposes.  The  domestic  supply  is  conveyed  by  four  aqueducts, 
described  briefly  below. 

268.  The  Dhuys  aqueduct*  (Fig.  169)  was  built  in  1863-66  to  obtain 
a  water  supply  from  three  springs,  about  80  miles  east  of  the  city,  the 
lowest  of  which  is  394  ft,  above  the  level  of  the  sea.  Some  additional 
springs  were  diverted  later  into  the  aqueduct.  The  conduit  is  built, 
according  to  different  types  of  construction,  as  follows: 

•  "Lea  Eaux  Nouvelles,"  by  M.  Belgrand,  p.  100;  Paris,  1882. 
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Cut-and-cover  conduit 63 .  34 

Tunnels 7.S8 

Siphons 10.50 

Total 81,48 

The  aqueduct  has  22  tunnels;  21  siphons,  each  consisting  of  a  sii^le 
line  of  cast  iron  pipe,  3.28  ft.  in  diameter;  21  bridges;  216  manholes, 
built  of  dry  masonry,  1640  ft.  apart;  and  46  gate-houses,  to  control  the 
flow  of  the  water.  It  begins  at  a  large  inlet  gate-house  havii^  a  well 
into  which  the  water  from  the  different  springs  is  led  in  cast  iron  pipes. 
For  about  2.4  miles  from  this  gate-house,  the  aqueduct  is  built  as  a 
double  conduit  to  the  up-stream  gate-house  of  the  first  siphon.  From 
the  down-stream  gate-house  of  this  siphon  the  aqueduct  consists,  for 
about  7500  ft.,  of  a  masonry  conduit  having  an  egg-shaped  cross-section, 
3.94  ft.  wide  by  5.38  ft.  high.  At  the  end  of  this  section  water  from 
additional  springs  is  led  into  the  aqueduct  and  its  cross-section  is,  there- 
fore, enlarged  to  a  width  of  4.59  ft.  and  a  height  of  5.77  ft. 

The  grade  of  the  aqueduct  is  uniformly  1  in  10,000,  except  on  the 
siphons  where  it  is  increased  to  5.5  in  10,000.  The  water  obtained  by 
this  aqueduct  —  about  5,000,000  to  6,000,000  gals,  per  day  —  is  dis- 
charged into  the  upper  basin  of  the  2-8tory  service-reservoir  of  Menil- 
montant,  the  lower  basin  being  used  for  storing  water  from  the  river 
Mame,  for  public  purposes  (p.  353). 

The  aqueduct  was  built  according  to  the  plans,  and  under  the  direction 
of,  M.  Belgrand,  for  many  years  chief  engineer  of  the  Waterworks  of 
Paris. 

269.  The  Vamne  aqueduct  •  (Fig.  170)  was  built  in  1867-77,  to  obtain 
a  supply  of  water  from  springs  in  the  water-shed  of  the  river  Vamne, 
located  about  85  miles  southeast  from  Paris.  The  city  bought  most  of 
the  available  springs  in  this  water-shed,  and  laid  pipes,  or  built  e^- 
shaped  masonry  feeder  conduits,  2.62  by  3.51  ft.  or  4.59  by  5.74  ft.,  to 
deliver  the  water  into  the  Vamne  aqueduct.  Some  of  the  springs  are 
260-460  ft.  above  tide,  but  others  are  at  lower  levels,  and  their  water 
has  to  be  pumped  into  the  conduit. 

The  water  of  the  springs  is  delivered  by  an  auxiliary  conduit,  called 
the  aMectOT,  to  the  main  aqueduct.  The  collector,  which  is  12.66  miles 
long,  is  built  in  the  same  manner  as  the  main  aqueduct  with  tunnels, 
arcades  and  siphons,  but  with  a  steeper  grade,  namely,  2  in  10,000,  Its 
diameter  is  5.58  ft.  for  the  upper  part  and  5.90  ft.  for  the  lower  part. 
The  walls  of  the  collector  are  uniformly  8  ins.  thick,  and  are  plastered, 
on  the  inside,  with  cement  mortar,  |  in.  thick. 

•  "Les  Eaux  Nouvelles,"  by  M.  Bclgrond,  p.  146;  Paris,  1882. 
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The  main  aqueduct  consiste  of  the  following  parts: 

Mil« 

CuUond-covcr  conduit 35 .  25 

Tunnels 23,68 

Arcadea 15 .  42 

Siphor  


Fig.  171,  —  Avre  Aqueduct  in  Trench.       Fia.  171a.  —  Avre  Aqueduct  in  Tunnel. 

(DimeOBionti  in  Meters.) 


Fig.  172.  —  Avre  Aqueduct  in  Cut-nnd-Cover  Work. 
(Dimenfiions  in  Metes.) 

The  masonry  conduit  has  a  circular  cross-section,  the  diameter  for 
the  upper  part  being  6.56  ft.  and,  for  the  lower  part,  6.89  ft.,  exclusive 
of  a  cement  coating,  J  in.  thick,  plastered  on  the  inside  of  the  conduit. 
The  grade  of  the  conduit  is  1.3  in  10,000  as  far  as  Orige,  and  1  in  10,000 
for  the  remaining  distance  to  Paris. 
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Many  of  the  siphons  are  supported  oq  arcades  having  a  sio^e  or  a 
double  tier  of  arches.  The  longest  siphon,  which  hae  a  length  of  2.32 
miles,  is  carried  by  162  masonry  arches.  The  manholes  and  gate-houses 
are  similar  to  those  of  the  Dhuys  aqueduct.  The  water  is  dehvered  into 
the  Montaouris  reservoir  in  Paris  at  an  elevation  of  262.4  ft.  above  tide. 

The  aqueduct  was  built  according  to  the  plans,  and  under  the  direction 
of,  M.  Belgrand,  chief  engineer  of  the  Waterworks  of  Paris. 

270.    The  Avre  aqueduct*  (Figs.  171-173}  was  built  in  1891-1893  to 
bring  to  the  city  water  from  6  springs,  located  about  60  miles  west  of  ' 
Paris.     The  quantity  of  water  which  the  city  ia  authorized  to  draw  from 
these  springs  is  limited  to  338  gals,  per  second.     The  waters  of  the 
springs  are  collected  by  two  auxiliary  conduits,  about  4600  and  5600  ft. 


In  Cot.  In  Trench. 

Fia.  173.  —  Loring  and  Lunain  Aqueduct. 
(Dimensions  in  Meters.} 

long  respectively,  which  converge  at  the  inlet  gate-house  of  the  aque- 
duct. 
The  main  aqueduct  is  composed  of: 

MilM 

Cut-and-covcr  conduits 40.51 

Tunnels 15.83 

Siphons 4.65 

Arcades 2.42 

Total 63.41 

The  aqueduct  has  a  circular  cross-section,  the  thickness  of  the  masonry 
being  about  9  ins.  For  the  first  11.8  miles,  the  diameter  of  the  conduit 
is  5.58  ft.,  and  the  grade  is  4  in  10,000.  For  the  remaining  distance,  the 
diameter  is  5.90  ft.,  and  the  grade  is  3  in  10,000,  the  total  fall  being 
129.17  ft. 

*  "Annale8desPontsetCluius8fes,"2.  Trimestre,  1902,  p.  131. 
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E)ach  siphon  couaists  of  two  lines  of  cast  iron  pipes,  3.28  ft.  in  diameter, 
laid  16.4  ft.  apart,  and  3.28  ft.  below  the  surface  of  the  ground.  The 
two  lines  of  pipe  deliver  about  40,000,000  gals.  p»er  day.  The  aqueduct 
has  the  same  system  of  gate-houses  and  manholes  that  was  adopted  for 
the  earlier  conduits. 

The  works  were  built  by  M.  Bienvenue,  chief  engineer,  under  the 
direction  of  M.  Humbolt,  general  inspector. 

271.  Loring  and  Lunain  aqueduct  *  (Figs.  173  and  174),  constructed 
in  1898-1902,  obtains  its  supply  from  springs  in  the  water-eheds  of  the 
Loring  and  Lunain  Rivers.  These  springs  are  all  too  low  for  a  gravity 
supply.    The  waters  of  the  springs  are  conveyed  by  small  conduite  to  a 


Fig.  174.  —  Loring  and  Luntun  Aqueduct  in  Cut-and-Cover  Work. 
(Dimensions  in  Meters.) 

pumping  station  at  Sorques,  at  the  edge  of  the  forest  of  Fontaine- 
bleau,  and  pumped  to  an  elevation  of  134.48  ft.  above  tide. 

The  main  aqueduct  begins  at  the  pumping  station,  and  is  built  for 
the  first  46.6  miles  practically  paralld  with  the  Vamne  aqueduct,  the 
two  conduits  being  generally  about  10  meters  {32.8  ft.)  apart.  The  new 
aqueduct  is  at  6rst  on  the  west  side  of  the  Vanne  conduit,  but  crosses 
it  twice,  nearer  the  city,  and,  before  reaching  the  city,  it  diverges  from 
the  older  conduit. 

The  aqueduct  is  a  circular  conduit  having  an  inner  diameter  of  8.2  ft. 
in  the  clear.  The  masonry  of  the  Conduit  is  Q-fg  ins.  thick,  and  is 
plastered  on  the  inside  with  J  in.  coating  of  cement  mortar.  When  the 
aqueduct  is  utilized  to  ite  full  capacity,  it  will  deliver  about  47,500,000 
gaJs.  per  day. 

*  "Annalee  dee  Ponte  et  Chaussdea,"  3.  Trimeetre,  1905,  p.  5. 
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372.  Aqueducts  of  Vienna,  Austria.  —  The  firet  of  these  conduits  — 
called  the  Emperor  Francis  Joseph  High  Springs  aqueduct  (Fig.  175)  — 
was  constructed  in  1868-73  to  convey  the  water  of  two  large  springs  in 
the  foot-hills  of  the  Styrian  Alps  to  Vienna.  The  springs  are,  reepeo- 
tively,  1196  ft.  and  913  ft.  above  sea-level.  A  covered  masonry  chamber 
was  constructed  at  each  spring,  to  collect  its  water  and  that  of  water 
veins  nearby.  Including  the  branch  conduit  to  the  lower  spring,  the 
aqueduct  has  a  total  length  of  58.86  miles.  It  terminates  at  a  receiving 
reservoir,  built  at  the  southern  boundary  of  the  city.  The  grades  vary 
on  difFerent  portions  of  the  conduit  from  1  in  310  to  1  in  2200.  In  all 
parts,  the  aqueduct  is  made  large  enough  to  be  passable,  for  inspection 
and  repairs. 


Fio,  175.  —  Aqueduct  of  Vienna,  biult  1868-73. 
(DimenBions  in  Meters.) 

With  the  exception  of  9  per  cent  of  its  length  in  tunnels  and  about 
5  per  cent  in  aqueduct  bridges  at  valley  crossing,  the  aqueduct  is  built 
as  cut-and-cover  work.  In  connection  with  the  aqueduct,  2.4  miles 
of  retaining  walls,  22  culverts,  and  10  bridges  had  to  be  built.  From 
the  receiving  reservoirs  the  water  is  conveyed  by  2  lines  of  36-in.  cast 
iron  pipes  to  3  covered  service-reservoirs,  built  of  masonry  and  turfed 
over. 

The  plans  of  the  aqueduct  and  the  distribution  system  in  the  city 
were  prepared  by  Karl  Junker  and  Karl  Gabriel.  The  former  had 
charge  of  the  construction  of  the  aqueduct,  as  chief  en^eer,  and  the 
latter  was  chief  engineer  of  the  distributing  system  to  1865,  when  he 
resigned  and  was  succeeded  by  Otto  Wertheim. 

Karl  Mihatsch,  who,  as  chief  engineer  of  the  Municipal  Bureau  of 
Buildings,  had  a  great  deal  to  do  with  the  design  of  the  works,  wrote 
a  very  comprehensive  description  of  the  aqueduct  and  distributii^ 
system.* 

•  "Der  Bftu  der  Wiener  Kaiser  Franz  Joseph  Hoch  Quellen  Waaserleitung,"  von 
Karl  Mihatsch,  Oberingenieur  des  Stadtbauamtee,  etc.,  Wien,  1881. 
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The  supply  of  water  furnished  by  the  two  springs  mentioned  above 
soon  became  insufficient  for  the  rapidly  growing  population  of  Vienna. 
An  additional  supply  was  obtained  by  extending  the  aqueduct  so  as  to 
obtain  water  from  other  springs,  which  were  connected  by  pipe-lines  or 
short  tunnels  with  the  aqueduct,  and  by  pumping  ground-water  into  the 
conduit.  Even  with  these  additions  the  water  supply  was  not  lai^ 
enough  for  the  city,  and  the  construction  of  a  second  aqueduct  was 
decided  upon.  The  new  conduit,  which  draws  its  supply  from  an  addi- 
tional water-shed,  was  built  in  1901-1910. 

273.  The  second  Emperor  Fram  Joseph  High  Springs  aquedtiet  *  was 
built  in  1901-10.  As  originally  construct«d,  it  is  composed  of  the  fol- 
lowing parts: 

Mil«a 

Masonry  conduit 51 .  09 

Tunnels 43.92 

SiphoDH 12.80 

Aqueduct  bridge 2.73 

Pipes,  etc 2.23 

Total 113.37 

The  conduit  terminates  in  a  masonry  chamber,  on  a  hill  in  the  city, 
which  is  connected  with  a  new  service-reservoir,  and,  also,  with  the 
older  basins. 

The  plans  for  the  second  aqueduct  were  prepared  under  the  direction 
of  Francis  Berger,  Du-ector  of  the  Bureau  of  Buildings  of  Vienna.  He 
was  assisted  by  engineers  Sykora,  Kinger,  and  Winterberg,  who,  later, 
had  charge  of  the  construction  of  the  works. 

374.  The  Old  Croton  Aqueduct.t  —  In  1837-42  the  city  of  New 
York  built  an  aqueduct,  about  41  miles  long,  to  obtain  a  supply  of  water 
from  the  Croton  River,  an  affluent  of  the  Hudson  River.  By  building 
a  masonry  dam,  about  50  ft.  high,  a  reservoir  storing  600,000,000  gals, 
was  formed.  The  aqueduct  —  known  now  as  the  old  Croton  aqueduct 
—  was  built,  from  an  inlet  gate-house  at  the  reservoir  to  a  receiving 
basin  of  180,000,000  gals,  capacity,  as  a  masonry  conduit,  with  the 
exception  of  two  siphoAs  of  pipes,  one  across  the  Harlem  River  on  top 
of  High  Bridge  (Plate  V),  and  the  other  across  Manhattan  Valley. 
From  this  reservoir  the  water  was  conveyed  by  3  lines  of  36-in.  cast  iron 
pipes  to  a  distributing  reservoir,  constructed  on  Murray  Hill,  then 
beyond  the  north  boundary  of  the  city, 

•  "  Oesterreichiache  Wockenschrii't  fOr  den  Wentlichen  Baudienst "  fOr  1903  (Heft 
42  S.  672  und  Heft  29  S.  467). 

t  "  Description  of  the  New  York  Croton  Aqueduct,"  by  F.  Schramke,  New  York, 
1846. 
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The  masonry  conduit  (Fig.  176)  was  generally  built  as  cub-and-cover 
work,  Ae  a  protection  against  frost,  the  conduit  was  covered  with 
3-4  ft.  of  earth.  For  an  aggregate  length  of  6841  ft.,  it  was  built  in 
short  tunnels,  driven  through  spurs  of  ridges.  At  the  crossing  of  valleys 
the  conduit  was  carried  by  walls  of  dry  rubble,  11-15  ft.  wide  on  top, 
and  having  on  each  side  an  earthen  embankment,  formed  in  layers, 
carefully  rolled,  and  brought  up  simultaneously  with  the  dry  wall.  This 
type  of  construction  caused  much  trouble  in  later  years,  when  the  aque- 
duct was  forced  to  convey  more  water  than  was  originally  intended. 
Leak^e  frequently  occurred  at  the  embankment  and  caused  settling. 

The  grade  of  the  conduit  from  the  inlet  to  the  south  side  of  Man- 
hattan Valley  is  uniformly  ISJ  ins.  per  mile,  except  for  a  short  distance 


OLD  CROTON 

Area  Sisq.ff. 

Grade  UffperMl. 

Fio.  176.  —  The  Old  Croton  Aqueduct. 

(Built  1837-42.) 

at  the  inlet  and  at  the  two  siphons,  where  additional  heads,  of  2  and  3  ft. 
respectively,  were  allowed.  From  the  south  side  of  this  valley  to 
the  receiving  reservoir,  the  grade  was  reduced  to  9  ins.  per  mile.  This 
part  of  the  conduit  was  replaced  in  later  years  by  cast  iron  mains. 

Two  lines  of  36-in.  cast  iron  pipes  were  laid  originally  across  High 
Bridge  in  a  masonry  vault.  Provision  was  made  for  two  additional 
lines  of  pipes  of  the  same  diameter,  but,  instead  of  them,  one  riveted 
wrought  iron  pipe,  90^  ins.  in  diameter,  was  placed  in  1860-62  on  the 
bridge  betwerti  the  two  lines  of  cast  iron  pipes.  Additional  pipe-lines 
have,  also,  been  laid  across  Manhattan  Valley. 

At  six  suitable  places  on  the  line  of  the  aqueduct,  gate-houses  with 
waste-weirs  and  blow-off  gates  were  constructed,  and  ventilator  shafts 
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were  built  at  intervals  of  a  mile.  The  surface  drainage  was  passed  under 
or  over  the  conduit  by  114  culverts,  with  spans  of  18  ins.  to  25  ft. 

The  conduit  is  carried  across  Sing  Sing  Kill  on  a  masonry  arch  of 
88  ft.  span  and  33  ft.  rise,  and  across  the  Harlem  River,  on  High  Bridge. 

By  the  construction  of  a  high  masonry  dam  across  the  Croton  River, 
below  the  old  dam,  the  high  water  mark  of  the  old  reservoir  has  been 
raised  about  30  ft.  The  flow  through  the  aqueduct  described  above  is 
now  controlled  in  a  gate-house  built  at  the  new  dam,  or  in  a  large  gate- 
house, constructed  on  a  bluff  near  the  site  of  the  old  dam,  to  regulate 
the  flow  through  the  two  Croton  aqueducts. 

The  preliminary  studies  and  surveys  for  the  old  aqueduct  were  made 
under  the  direction  of  Major  D.  B.  Douglass,  and  the  works  were  exe- 
cuted under  the  supervision  of  J.  B.  Jervis,  chief  engineer. 

276.  The  Itew  Croton  aqueduct*  was  built  in  1885  to  1891,  to  ob- 
tain an  additional  supply  of  water  from  the  Croton  River  for  the  city 
of  New  York.  To  secure  the  required  quantity  of  water,  a  number  of 
storage  reservoirs  were  built,  in  succession,  on  the  affluents  of  the  Croton 
River,  and  the  capacity  of  the  original  reservoir  on  the  Croton  River 
was  increased  to  about  34,000,000,000  gallons,  by  building  a  high 
masonry  dam  across  the  valley  of  the  river,  about  3  miles  below  the  first 
dam.  The  aqueduct  begins  at  a  large  inlet  gate-house,  built  at  the 
Croton  reservoir. 

276.  The  irdet  gate-hmtse  (Tigs.  177  to  177d)  was  built  on  the  south 
side  of  the  Croton  River  on  the  rocky  hill-side,  just  below  the  old 
dam.  This  made  it  possible  to  supply  the  city  with  water  through  the 
new  aqueduct,  during  the  long  delay  that  occurred  before  the  new 
Croton  dam  was  built.  To  provide  the  space  required  for  the  large 
gate-house,  an  area  of  about  90  by  100  ft.  had  to  be  excavated  to  a  depth 
of  90  to  160  ft. 

The  gate-house  has  five  inlets:  The  by-pass,  624  ft.  long,  connecting 
it  with  the  reservoir  above  the  old  Croton  dam;  a  surface,  a  middle 
and  a  bottom  inlet,  which  are  short  circular  conduits  drawing  water 
at  different  elevations  at  the  gate-house;  and  a  connection  with  the  old 
Croton  aqueduct  through  which  water  can  be  drawn  into  the  gate-house 
from  a  small  gate-house,  built  at  the  new  Croton  dam,  three  miles 
further  down-stream.  The  inlets  are  14  ft.  in  diameter,  except  the 
connection  with  the  old  Croton  aqueduct,  which  has  a  diameter  of  8.5  ft. 

The  aqueduct  begins  in  the  southwest  comer  of  the  gate-house,  with 
its  invert  60  ft.  below  the  flow-line  of  the  new  reservoir.     As  the  aqueduct 

*  Reports  of  the  Aqueduct  CommiaBionerB,  City  of  New  York,  1SS7, 1895,  and 
1907;  also,  "The  Water  Supply  of  the  City  of  New  York,  1658-1895,"  by  Edward 
W^mann,  C.E.,  New  York,  1896. 
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SECTION  E-EE 
— Inlrt  Gate-bouse  of  New  Croton  Aqueduct. 
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is  built  for  the  first  23  miles  as  a  gravity  conduit,  the  head  of  the  water 
in  the  reservoir  ia  gradually  reduced  in  the  gate-house  by  three  or 
four  seta  of  sluice-gates,  placed  in  the  cross-walls  of  the  gate-house  so  as 
not  to  subject  the  aqueduct  to  pressure.  The  amount  of  opening  of  the 
different  seta  of  sluice-gates  is  regulated  so  that  the  water  will  be  about 
8  or  9  ins.  below  the  crown  of  the  aqueduct  at  its  inlet. 

The  main  walls  and  principal  cross-walls  divide  the  substructure  of 
the  gate-house  into  ten  water-chambers  and  a  pump^ihamber.  Brick 
cross-walls,  having  arched  openings,  are  built  in  some  of  the  water 
chambers,  to  strengthen  the  principal  walls. 

Water  flowing  through  any  one  of  the  inlets  passes  first  into  a  small 
chamber  which  is  gradually  widened  to  make  room  for  the  first  set  of 
sluice-gates.  At  its  entrance,  12  by  12  in.  vertical  grooves  are  cut 
in  the  side  walls  for  stop-planks  or  drop-gates,  made  of  wood  and  iron. 
From  the  first  chamber,  the  water  flows  through  sluicegates  into  a 
second  chamber,  and  then  through  another  set  of  sluice-gates  to  the  main 
water-chamber,  which  occupies  a  space  of  28  by  30  ft.  From  here  the 
water  passes  through  a  third  set  of  sluice-gates  into  a  large  chamber  on 
the  northwest  corner  of  the  building,  where  a  curved  wall  turns  the  water 
at  right  angles  with  the  former  direction.  The  water  flows  next  through 
a  fourth  set  of  sluice-gates  into  the  screen-chamber,  from  which  it  passes 
through  vertical  screens,  made  of  No.  10  brass  wire  netting  (l-in.  mesh 
or  opening)  and  fastened  by  brass  screws  to  4  by  8  ft.  oak  frames,  into 
the  aqueduct. 

The  screen-chamber  has,  also,  a  second  set  of  sluice-gates  at  right 
angles  to  the  first  set.  By  this  arrangement,  water  drawn  from  the  by- 
pass or  surface  inlet  can  flow  into  the  screen-chamber  without  passing 
through  the  main  water-chamber.  In  this  case,  however,  only  three 
sets  of  sluice-gates  are  available  for  reducing  the  head  of  the  water.  By 
means  of  stop-planks,  the  screen-chamber  can  be  separated  from  the 
adjoining  water-chambers. 

In  order  to  relieve  the  pressure  on  the  first  set  of  sluice-gates,  when 
the  gate-house  is  empty,  12-in.  iron  pipes,  provided  with  stop-gates,  are 
placed  in  the  first  cross-walls  of  each  inlet,  32.5  ft.  below  the  flow-line 
of  the  reservoir. 

Thirty-eight  3-  by  6-ft.  sluice-gates  are  required  for  the  gate-house, 
which  controls  not  only  the  flow  into  the  new  aqueduct,  but  can,  also, 
regulate  the  flow  into  the  old  aqueduct.  The  latter  can,  however,  also 
draw  a  supply  through  a  small  gate-house,  built  on  the  new  Croton  dam, 
about  3  miles  further  down-stream. 

The  water  chambers  are  paved  with  granite  blocks,  and  a  drainage 
system  is  provided  for  emptying  the  gate-house.     The  drainage  water  is 
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pumped  out  of  a  sump  into  the  aqueduct  by  a  9-in.  anti-friction  centrif- 
ugal pump,  operated  by  30J-in.  turbine.  Iron  ladders  are  attached 
to  the  Bide  walls  of  moat  of  the  water-cbambere. 

277.  The  aqueduct  is  constructed  from  the  inlet  gate^house  to  a  ter- 
minal gate-house  on  Manhattan  Island,  New  York  —  a  distance  of  32 
miles  —  entirely  in  tunnel,  with  the  exception  of  about  5900  lineal  ft. 
of  conduit,  which  was  built  in  trenches.  For  about  25  miles  from  the 
inlet  gate-house,  the  aqueduct  is  built  as  a  gravity  conduit  with  a  horse- 
shoe cross-section  (Fig.  177d)  and  a  grade  of  0.7  ft.  per  mile,  with  the 
exception  of  a  stretch  of  1135  ft.  under  a  swamp  where  the  aqueduct  is 
built  as  a  pressure-tunnel,  14  ft.  in  diameter.  This  part  of  the  aqueduct 
has  a  capacity  of  300,000,000  gals,  per  day.    It  is  connected  with  a  large 


Fig,  nid.  —  New  Croton  Aqueduct  (Gravity-tunnel). 

receiving  reservoir,  known  as  the  Jerome  Park  reservoir,  which  was 
built  in  the  northern  part  of  the  city. 

From  this  reservoir  to  the  terminus  on  Manhattan  Island  —  a  distance 
of  6.94  miles  —  the  aqueduct  is  constructed  as  a  pressure  tunnel  (Fig. 
177e),  12J  ft.  in  diameter,  except  under  the  Harlem  River,  where  the 
diameter  is  reduced  to  10§  ft.  The  capacity  of  this  part  of  the  aqueduct ' 
is  250,000,000  gals,  per  day. 

The  aqueduct  tunnel  was  driven  from  40  shafts  and  2  inclines.  It 
was  lined  throughout  with  brickwork,  backed  by  rubble  masonry  or 
concrete.  In  the  part  that  is  not  under  pressure,  weepers  admit  the 
ground  water,  which  adds  about  4,000,000  gals,  per  day  to  the  supply 
drawn  from  the  inlet  gate-house. 
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Three  blow-off  gate-houses,  each  having  an  overflow-weir  for  regulat- 
ing the  depth  of  the  water  in  the  aqueduct,  were  built  at  water  courses 
that  crosaed  the  hne  of  the  aqueduct. 

278.  The  termitial  gate-kouse  (Figs.  177/  and  177g)  of  the  aqueduct 
at  135th  Street  and  Convent  Ave.,  in  the  city  of  New  York,  consists 
of  a  masonry  substructure,  containing  the  water-chambers,  sluice- 
gates, etc.,  and  of  a  fine  masonry  superstructure.  The  main  build- 
ing, which  is  about  53  by  79  ft.  in  plan,  connects  the  new  aqueduct 
with  eight  lines  of  48-in.  mains,  which  are  joined  to  the  distributing 
pipe  system  as  explained  below.  An  annex  on  the  west  side  of  the 
building  is  connected  by  a  short  masonry  conduit  with  the  old  Croton 


Fiu.  177c.  —  New  Croton  Aqueduct  (PrcHsure-tunncl). 

aqueduct,  which  is  near  the  gate-house,  and  by  four  48-in.  mains  with 
the  distributing  pipes. 

The  main  water  chamber  is  69.5  ft.  long,  14  ft.  wide,  and  43.5  ft.  deep, 
below  the  floor  of  the  building.  It  is  connected  with  the  new  aqueduct 
by  a  brick-lined  well,  12^  ft.  in  diameter  and  about  40  ft.  deep,  sunk  at 
the  northeast  comer  of  the  gate-house.  The  junction  of  the  tunnel  and 
the  well  is  rounded  ofE  by  a  goose-neck  turn.  A  central  granite  pier, 
about  12  ft.  long,  3  ft.  wide,  and  43^  ft.  high,  divides  the  inlet  from  the 
well  into  two  water  passages,  which  may  be  shut  off  by  stop-planks,  for 
which  grooves  are  provided  in  the  masonry.  Seven  piers,  built  of 
granite  dimension-stone  on  the  south  side  of  the  water-chamber,  form 
eight  small  chambers,  to  each  of  which  one  of  the  water  pipes  is  connected. 
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Fia.  1.  —  Terminal  Gate-house  of  New  Croton  Aqueduct. 


Fm.  2. — Pipe-line  of  New  Croton  Aqueduet, 
(S  liniti  of  IS-ineh  CiWt  iriiii  piixti.) 
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Via.  ITlg. — Section  of  Terminal  Gate-bouse  of  New  Croton  Aqueduct. 
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The  piers  are  2^  ft.  wide,  9  ft.  long,  and  are  spaced  6|  ft.  apart,  in  the 
clear.  They  are  carried  up  from  the  paving  of  the  water-chamber  to 
the  floor  of  the  building.  The  north  enda  of  the  piers  are  joined  by 
semi-circular  brick  arches,  upon  which  a  brick  wall,  16  ins.  thick,  is 
carried  up  to  the  floor  of  the  building.  Two  seta  of  grooves  are  cut  on 
each  face  of  each  pier,  and  corresponding  grooves  are  cut  in  the  waits 
of  the  builduig  opposite  the  end  piers.  One  set  of  grooves  is  used  for 
screens,  and  the  other  for  stop-planks.  The  screens  have  3-  by  4-in.  oak 
frames,  fastened  together  by  brass  screws,  and  covered  with  wire  netting 
made  of  No,  10  brass  wires,  spaced  J  in.  apart.  The  stop-planks  are 
made  of  6-  by  12-in.  yellow  pine  pieces,  the  ends  being  trinuned  to  fit 
the  grooves  (p.  247), 

The  pipe  chambers  are  closed  on  the  south  side  by  a  wall,  6  ft.  wide 
at  the  base  and  4  ft.  wide  at  the  top,  which  separates  the  water  chamber 
from  a  vault  in  which  a  gat«-valve  is  provided  for  each  of  the  e^t  lines 
of  water  mains.  Cast  iron  reducers,  placed  in  the  wall  and  connected 
with  the  gate-vBlves,  form  the  inlets  of  the  pipe-lines.  A  2-  by  5-ft. 
sluice-gate,  set  in  front  of  each  reducer,  and  operated  by  means  of  a 
hand-wheel  or  capstan  bars  from  the  floor  of  the  building,  controls  the 
flow  of  water  into  the  water  main.  From  the  above  description,  it  will 
be  seen  that  three  means  of  shutting  off  the  water  are  provided  for  each 
pipe-line,  viz.:  a  sluice-gate,  a  gate-valve,  and  stop-planks. 

The  eight  water  mains  laid  in  connection  with  the  new  Croton 
aqueduct  were  placed  at  a  considerable  depth  at  the  gate-house,  so  as 
to  be  able  to  drain  the  receiving  reservoir  at  Jerome  Park,  mentioned 
above.  As  the  old  water  pipes  are  only  about  4  ft.  below  the  surface  of 
the  street,  the  water  chamber  in  the  annex,  which  is  31  ft.  long  and  6) 
ft.  wide,  was  built  at  a  higher  elevation  than  the  main  water  chamber. 
The  arrangements  in  the  former  chamber  as  r^ards  sluice-gates,  gate- 
valves,  etc.,  are  exactly  like  those  in  the  latter.  Both  chambers  are 
paved  with  granite  blocks,  18  ins.  deep,  placed  on  a  concrete  foundation, 
and  are  faced  with  granite  masonry.  Cast  iron  ladders,  attached  to  the 
side  walls,  give  access  to  the  bottom  of  the  water  chambers,  when  the 
water  is  shut  off.  The  gate-house  can  be  drained  by  means  of  a  sewer, 
which  was  built  for  this  purpose. 

279.  Over-fiow  Weirs  and  Blow-offs.  —  At  three  places  between 
the  Croton  reservoir  and  Harlem  River,  gate-houses  were  constructed, 
each  having  an  overflow-weir  for  regulating  the  height  of  the  water  in 
the  aqueduct,  and  blow-off  gates  for  emptying  the  conduits.  These 
gate-houses  were  all  constructed  on  the  same  general  plan  (Fig.  178). 
Each  has  a  substructure  consisting  of  a  masonry  chamber,  37  by  55  ft. 
in  the  clear,  and  about  20  ft.  high,  which  is  divided  by  an  overflow-weir, 
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Flo.  178.— Overflow  and  Blow-off  Gate-house  of  New  Croton  Aqueduct 
at  South  Yonkers,  N.  Y. 
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built  parallel  with  the  axis  of  the  aqueduct,  into  two  parts:  a  water 
chamber,  17  It.  wide,  forming  part  of  the  aqueduct,  and  a  waste^hamber, 
about  9  ft.  wide,  which  receives  the  water  Sowing  over  the  weir  or  dis- 
chai^  by  the  blow-off  gates,  and  delivOTs  it  through  a  culvert  to  a 
brook  or  stream  nearby. 

The  walls  of  the  subetructure  consist  of  rubble  masonry,  faced  with 
8  or  12  ins.  of  brickwork.  The  overflow-weirs  are  constructed  of 
granite  cut-stone  masonry.  Three  piers  divide  the  overflow-weir  into 
four  parts,  each  6  ft.  wide.  In  each  of  these  parts,  an  opening  for  a 
3-  by  4-ft.  blow-off  sluioe-gate  is  provided.  Three  sets  of  4^-  by  4|-in. 
grooves  for  stop-planks  are  cut  in  the  piers,  and  opposite  to  them  in  the 
north  and  south  walls  of  the  substructure.  The  first  set  of  grooves  is 
used  for  stop-planks,  which  are  placed  on  top  of  the  overflow-weir,  for 
regulating  the  height  of  the  water  in  the  aqueduct.  The  other  two  are 
used  for  forming  a  dam  of  stop-planks  in  front  of  the  blow-off  gates, 
when  required  for  repairs.  The  stop-planks  are  made  of  &-  by  12-in. 
yellow  pine,  dressed  at  the  ends  to  fit  the  grooves.  When  they  are 
placed  in  the  grooves,  a  piece  of  tarred  cord  (marline)  is  generally  tacked 
to  the  bottom  side  of  each  stop-plank,  in  order  to  make  the  joints  be- 
tween the  planks  as  water-tight  as  possible. 

Near  the  southerly  end  of  the  water-chamber,  a  central  pier,  3  ft. 
wide  by  11  ft.  loi^,  having  both  ends  rounded,  is  placed  in  the  middle 
"  of  the  water-channel,  and  divides  the  stream  into  two  currents,  each  7  ft. 
wide.  Grooves,  4J  by  4J  in,,  are  cut  in  the  sides  of  this  pier,  in  the  east 
wall  of  the  substructure,  and  in  one  of  the  overflow-piers,  for  stop-planks 
or  timber  drop^ates,  by  means  of  which  a  dam  can  be  quickly  formed 
across  the  water-channel.  In  this  manner,  the  section  of  the  aqueduct 
between  two  of  the  blow-off  gate-houses  can  be  separated  from  the  other 
parts  of  the  conduit,  and  emptied  by  the  blow-off  gates,  when  necessary 
for  repairs  or  inspection.  Each  of  the  cast  iron  sluice-gates  for  the 
blow-off  is  4  ft.  wide  and  has  two  stems. 

280.  Pipe-line  (Plate  VI,  Fig.  2).  — Of  the  eight  Knes  of  48-inch 
mains  which  form  part  of  the  aqueduct,  four  are  laid  from  the  135th 
Street  gate-house  to  a  large  receiving  reservoir  in  Central  Park  —  a  dis- 
tance of  2.38  miles.  A  small  gate-house,  built  at  the  reservoir,  controls 
the  outlet  of  these  pipes.  The  other  four  mains  are  laid  from  the  ter- 
minal gate-house  at  135th  Street  to  different  points  where  they  are 
connected  directly  to  the  distributing  system.  At  the  lowest  point  of 
the  pipe-line,  blow-off  gate-valves,  placed  in  a  masonry  vault,  are  con- 
nected with  the  different  lines  of  pipes. 

281.  Distributian  of  Available  Head.  —  The  total  amount  of  avail- 
able head  for  the  aqueduct  when  the  reservoir  is  full,  is  33.70  ft.    This  is 


Digitized  by  Google 


290  DESCRIPTIONS  OF  AQUEDUCTS 

distributed  as  follows,  the  capacity  of  the  gravity  conduit  being  300,000,- 
000  gals,  per  day,  and  that  of  the  other  part  of  the  aqueduct  being 
reduced  to  250,000,000  ^.: 


PUtofwiUMluOt 

Lnctbiomik. 

H-dinto« 

24.82 

7.17 

1  fiO 

2. 38 

34-37 

33.70 

As  the  pipe-line  was  the  most  expensive  part  of  the  aqueduct,  it  was 
given  relatively  more  head  than  the  other  portions  of  the  conduit. 

282.  Engineers.  —  The  new  Croton  aqueduct  was  designed  and 
constructed  under  the  direction  of  the  Aqueduct  Commission  of  the 
city  of  New  York,  B.  S.  Church  was  chief  engineer  from  1883  to  1888, 
when  he  was  succeeded  by  Alphoose  Fteley,  under  whose  direction  the 
aqueduct  was  completed. 

283.  The  CatskiU  Water  Works  '  were  constructed  in  1906-1918  to 
obtain  a  supply  of  water  from  the  Catskill  Momitains  for  the  city  of 
New  York.  The  water-sheds  from  which  the  city  ia  authorized  to  draw 
water  are:  Esopus,  257  sq.  miles;  Schoharie,  314  sq.  miles;  Bondout,  143 
sq.  miles;  and  Catskill,  200  sq.  miles,  including  several  small  contiguous 
areas.  These  water-sheds  aggregate  an  area  of  914  square  miles,  from 
which  a  minimum  of  730,000,000  gals,  can  be  obtained  even  in  a  series 
of  extraordinarily  dry  years.  The  region  is  sparsely  settled  and  fur- 
nishes a  very  pure  supply  of  soft  water. 

The  Esopus  water-shed  has  been  developed  by  the  construction  of 
the  Ashokan  reservoir,  and  the  Catskill  aqueduct  was  built  to  convey 
water  from  this  reaervou-  to  the  city.  A  second  impoundii^  reservou: 
is  soon  to  be  constructed  on  the  Schoharie  Creek,  and  is  to  be  con- 
nected with  the  Esopus  Valley  by  a  tunnel,  U  ft.  3  ins.  high,  10  ft. 
3  ins.  wide,  and  about  18  miles  long. 

281.  The  Ashokan  reservoir  (Fig.  179)  on  Esopus  Creek  is  the  first 
impounding  reservoir  constructed  in  the  Catskill  Mountains  water-sheda 
The  reservoir  waa  formed  by  building  across  Esopus  Creek  at  OUve 
bridge  a  masonry  dam,  1000  ft.  long,  with  a  maximum  height  of  240  ft. 
above  the  foundation,  which  is  flanked  on  both  sides  by  earthen  dams, 
and  by  constructing  earthen  dikes  across  smaller  streams  and  at  depres- 

•  Annual  Reports  of  the  Board  of  Water  Supply,  city  o(  New  York,  1906-17. 
Figa.  179  to  193  are  reproduced  from  cuts  given  in  these  reports. 
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aioDS  in  the  hills  bounding  the  reservoir.  It  has  an  available,  storage 
capacity  of  about  128,000,000,000  gals.  A  dividing  dike  aitd  weir, 
2200  ft.  long,  divide  the  reservoir  into  an  east  basin  and  a  west  basin 
which  have  their  flow-lines  respectively  at  Elevations  ♦  587  and  590. 
The  overflow  of  the  reservoir  is  discharged  over  a  waste-weir,  1000  ft. 
long,  on  the  boundary  of  the  east  basin,  into  a  small  affluent  of  Esopus 
Creek. 

286.  OuUet-channeU.  —  In  order  to  be  able  to  draw  down  the  reser- 
voir to  the  desired  depth,  a  deep  channel  had  to  be  excavated  in  each 
of  the  basins  to  a  point  on  the  dividing  dike  where  the  outlet  gate- 
chamber  was  constructed.  The  east  channel  is  3000  ft.  long,  and  is 
excavated  in  rock  to  Elevation  500  with  a  minimum  width  of  26  ft, 


Fio.  179.  —  AshokMi  Reserroir. 


and  slopes  of  6  to  1.  The  west  chtuinel  begins  at  the  Esopus  Creek. 
It  is  5800  ft.  long,  and  is  excavated,  mainly  in  earth,  to  a  bottom 
elevation  of  494  ft.  with  a  width  of  40  ft.  and  slopes  of  2i  to  1. 

286.  Headworks.  —  The  flow  of  water  from  the  reservoir  into  the 
aqueduct  is  controlled  by  means  of  an  upper  and  a  lower  gate-chamber, 
provided  with  the  necessary  sluice-gates,  valves,  etc.  From  the  lower 
gate-chamber  the  water  can  pass  directly  to  a  screen-chamber  built  at 
the  head  of  the  aqueduct;  or  it  may  be  conveyed  first  to  an  aerator,  where 
the  water  can  be  exposed  in  numerous  small  jets  to  the  air,  to  purify  it 
to  a  certain  extent,  and  then  be  delivered  to  the  screen-chamber.  The 
two  gate-chambers,  the  aerator  and  screen-chamber  constitute  the  head- 
works  of  the  aqueduct  (Fig.  180). 

•  The  elevations  in  this  discriptioi)  refer  to  sea-level. 
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287.  The  upper  gale-chamber  (Figs.  181  and  182)  is  located  in  the 
dike  portion  of  the  dividing  weir  on  ground  that  is  only  about  15  ft. 
beiow  the  flow-Une  of  the  reservoir.  As  all  the  water  drawn  from  the 
reservoir  has  to  pass  throi^  this  chamber,  the  excavation  for  the  con- 
struction had  to  be  made  to  a  depth  of  about  80  ft.  The  chamber  has 
at  each  of  the  two  outlet-channels  of  the  reservoir,  twenty  6-  by  12-ft. 
inlet-openings,  placed  in  five  rows  of  four  openings  each,  at  different 
levels.  Coarse  racks  of  bronze  are  placed  in  front  of  the  inlet-openings, 
to  prevent  large  objects  from  getting  into  the  aqueducts.  Back  of  the 
openings,  cast  iron  grooves  are  provided  in  the  concrete  side  waUs  for 
stop-planks  or  shutters,  by  means  of  which  the  depth  at  which  water  is 
drawn  from  the  reservou*  can  be  regulated. 

After  passing  the  stop-plank  grooves,  the  water  flows  through  short 
steel  tubes,  60  ins.  in  diameter,  one  placed  in  the  bottom  of  each  inlet 
passage.  Each  of  the  steel  tubes  has  a  sluice-gate  at  ita  inlet,  a  gate- 
valve  at  its  center,  and  a  stop-disc,  for  emeigency  use,  at  ita  outlet. 
From  the  steel  pipes,  the  water  flows  into  one  of  the  two  pressure  aque- 
ducts leading  to  the  lower  gate-chamber.  One  of  these  aqueducts  is 
built  directly  above  the  other.  The  upper  one  receives  water  from  the 
east  basin,  while  the  lower  one  draws  water  from  the  west  basin.  The 
lower  pressure  aqueduct  has  a  horse-shoe  cross-section,  IH  ft>  h^h  by 
11  ft.  5  ins.  wide,  its  invert  beii^  at  Elevation  492.  The  upper  pressure 
aqueduct  has  an  ovai  cross-section,  9)  ft.  high  by  14  ft.  wide.  Each  of 
these  aqueducts  is  designed  to  resist  a  maximum  head  of  about  100  ft., 
and  the  two  together  are  calculated  to  be  able  to  deliver  the  water  that 
can  be  drawn  from  the  reservoir  with  all  the  gates  wide  open.  The 
pressure  aqueducts  are  about  650  ft.  long,  and  lead  to  the  lower  gate- 
chamber  where  the  quantity  of  water  drawn  from  the  reservoir  is  con- 
trolled. 

The  function  of  the  upper  gate-chamber  is  to  regulate  the  depth  at 
which  water  is  taken  from  the  reservoir,  and  it  is  to  be  used  only  to  a 
hmited  extent,  when  the  reservoir  is  first  put  into  service,  in  controlling 
the  volume  of  water  drawn  from  the  reservoirs. 

288.  The  lower  gate-chamber  (Figs.  183  and  184)  is  constructed  near 
the  down-stream  toe  of  one  of  the  earthen  dikes.  It  receives  water  from 
the  reservoir  through  the  two  pressure  aqueducts,  and  discharges  it  into 
two  special  aqueducts  leading  to  the  screen-chamber  of  the  main  aque- 
duct; or  through  other  outlets  to  the  aerator.  The  two  special  aqueducts, 
which  are  about  700  ft.  long,  are  built  for  the  greater  part  ir.  the  same 
trench,  but  one  of  them  is  placed  lower  than  the  other,  so  that  it  can  be 
used  for  emptying  either  of  the  basins  of  the  reservoir.  It  is  provided 
with  a  6  by  15  ft.  waste^ate  at  the  screen-chamber.    The  outlet  of  the 
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aerator  is  connected  with  the  upper  special  aqueduct,  so  that  aerated 
water  can  be  delivered  to  the  aqueduct,  while  bad  water  is  being  wasted 
through  the  lower  special  aqueduct.  The  water  area  of  the  special 
aqueducts  is  approximately  a  mean  between  that  of  the  pressure  aque- 
ducts and  the  standard  cut^and-cover  section  of  the  aqueduct.  The 
two  pressure  aqueducts  are  connected  in  the  gate-chamber  by  ten  60- 
inch  steel  pipes  with  the  two  special  aqueducts  and  with  reinforced 
concrete  conduits  leading  to  the  aerator  in  the  following  manner:  The 
lower  pressure  aqueduct  is  connected  with  the  lower  special  aqueduct 
by  four  horizontal  pipes,  and  with  the  aerator  conduits  by  two  vertical 
pipes.  The  upper  pressure  aqueduct  is  connected  with  the  upper 
special  aqueduct  by  two  horizontal  pipes  and  with  the  aerator  conduit 
by  two  vertical  pipes.  The  flow  through  each  steel  pipe  is  controlled 
either  by  a  60-in.  gate-valve,  or  by  a  special  48-in.  control-valve,  designed 
to  avoid  the  chaUeriny  that  occurs  frequently  when  water  passes  through 
large  gate-valves  or  sluice-gates.  The  four  vertical  pipes  supplying 
water  to  the  aerator  are  connected  with  a  manifold  out  of  which  lead 
four  60-in.  and  two  48-in.  pipes  to  the  aerator  conduits.  The  object  of 
the  manifold  is  to  reduce  the  pressure  of  the  water  supplied  to  the 
aerator,  when  necessary.  The  head  that  is  available  at  the  lower  gate- 
house, when  the  reservoir  is  not  drawn  down  too  low,  is  utilized,  by  means 
of  two  turbines,  to  supply  power  for  operating  the  gates,  Hghtii^  the 
gate-house  and  vicinity,  etc.  Each  of  the  pressure  aqueducts  supphes 
water  to  one  of  the  turbines  through  a  4S-in.  steel  pipe,  controlled  by  a 
gate-valve.  Two  float-wells,  connected  by  bronze  gauge  pipes  with  the 
main  aqueduct  below  the  screen-chamber,  are  provided  in  the  gato- 
chamber,  in  order  to  indicate,  at  all  times,  the  level  of  the  water  at  the 
inlet  of  the  Catskill  aqueduct.  A  suitable  gate-house  is  built  over  each 
of  the  gate-chambers. 

The  two  special  aqueducts,  leading  to  the  screen-chamber,  are  con- 
structed in  the  same  trench  until  near  the  screen-chamber.  They  reach 
the  hydraulic  grade  (Elevation  510)  just  above  the  screen-chamber.  In 
order  to  make  it  impossible  to  subject  the  main  aqueduct,  at  any  time, 
to  a  pressure,  an  overflow  weir,  100  ft.  wide,  is  constructed  in  the  lower 
special  aqueduct,  just  above  the  screen-chamber,  with  the  crest  at  the 
hydraulic  grade-line.  The  upper  special  aqueduct  is  provided  with  an 
overflow-weir,  40  ft.  wide,  with  its  crest  at  the  same  level  as  that  of  the 
lower  special  aqueduct.  The  two  waate-weirs  together  are  calculated  to 
be  able  to  discharge  any  excess  of  water  above  the  capacity  of  the  main 
aqueduct,  that  might  be  drawn  from  the  reservoir  by  having  all  gates 
wide  open.  An  ample  waste-channel,  covered  for  100  ft.  at  the  screen? 
chamber,  discharges  into  Beaverkill  gorge. 
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289.  The  aereen-chamber  (Figs.  185  aad  186)  is  made  sufficiently  large 
to  aerve  for  two  aqueducts.  It  is  divided  iato  two  symmetrical  parts 
by  piers  having  grooves  for  stop-planks.  The  Catskill  aqueduct  is  con- 
nected with  one  of  these  divisions,  and  the  other  has  an  outlet,  now  closed 
with  a  masoniy  bulkhead,  for  some  future  aqueduct.  Either  division, 
or  both,  can  be  used  for  screening  the  water.  In  order  to  economize 
space,  the  grooves  for  the  screens  have  been  arranged  so  that  the  screens 
can  be  placed  in  a  broken  line,  with  a  view  of  providing  the  required 
screen  area  in  a  minimum  of  space.  This  arrangement  facilitates,  also, 
the  removal  of  the  screens,  and  makes  it  possible  to  handle  three  screens 
in  one  operation.  Grooves  for  guard  gates,  to  be  used  when  the  main 
screens  are  being  cleaned,  are  placed  immediately  below  the  main 
screens.  Float-wella  are  provided  in  this  chamber  to  show  the  loss  of 
head  caused  by  the  screens.  Stop-planks  and  screens  not  in  use  are 
stored  in  a  room  built  for  this  purpose,  from  which  a  track  extends  to 
the  main  floor.  Water  under  pressure  from  the  reservoir  can  be  used 
for  washing  the  screens  on  a  washing  Soor,  at  one  mde  of  the  screen- 
chamber. 

290.  Capacity  of  the  Headworke.  —  The  headworks  are  planned  to 
make  it  possible  to  draw  500,000,000  gals,  per  day,  from  either  basin, 
through  the  lower  special  aqueduct  into  the  Catskill  aqueduct,  when  the 
water  surface  of  the  reservoir  is  as  low  as  Elevation  518.  If  water  is 
taken  from  both  basins,  this  quantity  can  be  drawn  when  the  surface  of 
the  reeervoir  is  at  Elevation  516.  On  account  of  the  throttlii^  caused 
by  the  two  43-in.  control-valves,  the  upper  special  aqueduct  can  only 
debver  600,000,000  g^.  per  day  when  the  water  in  the  reeervoir  is  at 
Elevation  540.  With  all  valves  wide  open,  the  two  pressure  aqueducts 
can  draw  500,000,000  gals,  per  day  with  the  reservoir  surface  at  Eleva- 
tion 514.  The  dischai^es  mentioned  above  are  all  for  direct  delivery  to 
the  main  aqueduct  without  the  water  passing  through  the  aerator. 

The  aerator  basin  is  of  insular  shape,  about  240  ft.  wide  by  460  ft. 
loi^.  Reinforced  concrete  conduits  connect  it  with  the  lower  gate- 
chamber.  About  1600  bronse  noszles  dischai^  the  whole  flow  of  the 
aqueduct  in  a  series  of  jets,  to  enable  the  oxygen  of  the  air  to  free  the 
water  of  objectionable  odors  and  gases.  A  horse-shoe  shape  aqueduct, 
bavii^  a  side-slit  on  top  to  receive  the  aerated  water,  passes  through 
this  basin,  and  discharges  over  a  weir  into  the  upper  special  aqueduct, 
just  above  the  screen-chamber. 

291.  The  Catskill  Aqueduct  (Figs.  187  and  188),  buUt  in  1907  to 
1917,  has  a  maxunum  capacity  of  over  500,000,000  gals,  per  day.  It  has 
a  length  of  about  92  miles  from  the  inlet  gate-house  at  the  Ashokan 
reservoir  to  the  Hill  View  reservoir,  an  equalizing  basin  of  900,000,000 
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gals,  capacity,  constructed  near  the  north  boundary  line  of  the  city  of 
New  York.  This  reservoir  was  formed  by  excavation  and  embankment, 
and  ie  divided  by  a  central  wall  into  two  basins.  Its  flow  hne  is  at 
Elevation  295. 

From  the  Hill  View  reservoir,  the  water  is  distributed  to  the  five 
boroi^hs  of  the  city  by  a  circular  tunnel,  called  the  City  Tunnel,  which 
is  driven  250-750  ft.  below  the  surface  of  the  ground,  through  solid  rock. 
Its  diamet«r  is  15  ft.  at  the  reservoir  and  is  reduced,  a  foot  at  a  time,  to 
11  ft.  at  the  end  of  the  tunnel  in  Brooklyn.  The  City  tunnel,  which  is  18 
miles  long,  terminates  at  two  shafts  from  which  the  water  is  distributed 
by  steel  and  cast  iron  pipes.  The  water  is  taken  across  the  Narrows, 
the  entrance  to  the  harbor  of  New  York,  in  a  line  of  36-in.  cast  iron 
pipes  with  Sexible  joints  (p.  159),  which  is  continued  by  a  48-in.  main  to 
a  terminal  reservoir  on  Staten  Island,  called  Silver  Lake,  storit^  about 
435,000,000  gals.  Measuring  along  the  line  of  the  aqueduct,  the  dis- 
tance from  the  Ashokan  reservoir  to  Silver  Lake  is  about  120  miles. 
It  takes  the  water  about  three  days  to  traverse  the  distance. 

The  main  aqueduct  from  the  inlet  to  the  equalizing  reservoir  is  com- 
posed of  the  following  parts: 

Cut-andnxiver  work 55 

Grade  tunnek 14 

Pressure  tunnels 17 

Pipe-aipbons 6 

Tola! 92 

The  types  of  construction  adopted  for  the  different  parts  of  the  aque- 
duct are  shown  on  Fig.  189. 

As  the  cut-and-cover  work  was  the  cheapest  of  these  types,  it  was 
adopted  where  possible.  For  this  type,  the  aqueduct  is  given  a  horse- 
shoe cross-section,  17  ft.  high  by  17J  ft.  wide,  and  is  covered  by  an  earth 
embankment.  Where  hills  or  mountains  cross  the  line  of  the  aqueduct, 
and  cut-and-cover  work  would  have  lengthened  the  line  too  much, 
grade-tunnels  were  driven.  Twenty-four  tunnels  of  this  type,  generally 
17  ft.  high  by  13}  ft.  wide,  were  constructed.  To  reduce  the  cost,  their 
cross-section  was  given  a,  smaller  area  than  that  of  the  cut-and-cover 
work,  and  the  gradient  was  made  steeper.  All  of  the  tunnels  are  lined 
with  concrete.  Weep-holes  are  generally  left  in  the  lining,  to  admit  the 
ground  water,  and  to  relieve  the  external  pressure  when  the  tunnels  are 
emptied.  Where  the  ground  water  is  of  undesirable  quality,  the  weep- 
holes  are  omitted,  and  the  lining  is  made  strong  enou^  to  resist  the 
external  pressure. 

292.  Pressure-tunnels.  —  Wide  valleys  are  crossed  by  inverted  si- 
phons, consisting  either  of  pressure-tunnels  or  of  steel  pipes.    The  form^ 
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type,  being  the  cheaper  of  the  two,  was  adopted  where  a  thickness  of 
at  least  150  ft.  of  solid  rock  over  the  tunnel  could  be  obtained.  Seven 
pressure-tunnels,  with  a  diameter  of  about  14^  ft.,  were  constructed. 
At  each  end,  each  pressure-tunnel,  with  one  exception,  is  connected  with 
the  adjoining  cut-and-cover  work  by  a  circular  shaft.  The  exception 
occurs  where  a  pressure-tunnel  joins  a  steel-pipe  siphon.  For  the  pur- 
pose of  unwatering  the  pressure-tunnel,  drainage  shafts  were  constructed 
between  the  end  shafts  of  the  tunnels,  usually  near  some  large  stream. 
Where  the  tunnels  cannot  be  emptied  by  gravity,  floating  pumps  are 
used. 

The  most  important  pressure-tunnel  was  driven  through  granitic 
rock,  under  the  Hudson  River,  at  a  depth  of  1114  ft.  below  sea-level.  It 
is  14  ft.  in  diameter  and  about  3000  ft.  long  (Fig.  190).  The  top  of  the 
west  shaft  is  closed  by  a  thick  layer  of  concrete.  The  east  shaft, 
which,  besides  serving  as  a  water-way  and  access  shaft,  is  also  used 
as  the  drainage  shaft  of  an  adjoining  pressure-tunnel,  has  a  removable 
cover  made  of  steel  castings  and  foi^ngs.  The  shaft  has  an  inner 
diameter  of  14  ft.  A  at«el  lining,  15  ft.  in  diameter,  is  placed  in  the 
concrete-lining,  to  insure  water-tightness.  About  10  ft.  above  sea- 
level,  the  shaft  is  covered  by  a  steel  caflting,  which  b  nearly  hemi< 
spherical  in  shape.  This  dome  rests  upon  a  cast  steel  ring  or  curb,  and 
is  kept  in  place  against  a  head  of  about  410  ft.,  to  which  it  is  subjected 
when  the  aqueduct  is  in  service,  by  36  anchor  bolts  of  nickel-chrome 
steel,  each  4)  ins.  in  diameter  and  50  ft.  long.  These  bolts  pass  through 
holes,  bored  in  the  flange  of  the  dome  and  in  the  curb,  and  through  steel 
sleeves  to  an  anchor-ring  of  cast  steel,  which  is  placed  in  the  shaft,  46  ft. 
below  the  curb. 

293.  Pipe  Siphons.  —  There  are  fourteen  st«?l-pipe  siphons  on  the 
line  of  the  aqueduct,  each  of  which  is  to  consist  of  three  lines  of  pipe. 
The  diameters  of  the  pipes  in  the  different  siphons  vary  from  9|  to 
11 J  ft.  The  pipes  are  of  steel,  ^b  to  J  ins.  thick,  according  to  the  pres- 
sure to  be  resisted.  Alternate  sections  are  made  small  enough  in  diam- 
eter to  fit  inside  of  adjoining  sections.  The  circular  seams  and  joints 
of  the  pipes  are  single  or  double  riveted,  according  to  the  pressure  on 
the  siphons.  All  longitudinal  seams  are  triple  riveted  (Fig.  190a). 
The  rivets  are  all  1  in.  in  diameter.  No  coating,  except  whitewash, 
was  used,  as  the  pipes  were  to  be  protected  by  cement  mortar.  Owing 
to  a  steeper  gradient  when  in  partial  operation,  each  pipe-Une  has  half 
the  capacity  of  the  masonry  conduit,  viz.,  250,000,000  gals,  per  day. 
Only  one  line  of  pipe  was  laid  at  each  siphon  as  a  first  instahnent.  The 
other  hues  are  to  be  laid  when  needed. 

The  pipes  are  lined  on  the  inside  with  a  2-in.  coating  of  1  to  2  Portland 
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cement  mortar.  On  the  outside  the  pipes  are  protected  by  6  to  18  ins. 
of  concrete,  over  which  an  earth  embankment  is  placed.  At  the  lowest 
point  of  the  valley  the  pipes  are  supported  by  masonry  abutments, 
between  which  sufficient  room  is  left  for  the  water  course  draining  the 
area.     Blow-offs  are  provided  at  these  points. 

The  pipes  are  laid  on  concrete  cradle-blocks,  3  ft.  long,  3)  ft.  wide, 
and  6  ins.  deep,  placed  7|  ft.  from  center  to  center.  The  blocks 
were  kept  slightly  below  grade  until  the  pipes  had  been  laid  and 
wedged  to  the  true  grade,  when  the  spaces  between  the  cradles  and 
the  pipe  were  grouted.  On  steep  slopes  the  cradle-blocks  are  kept  in 
place  by  struts. 

294.  The  Kensico  Reservoir.  —  A  large  storage  basin,  called  the 
Kenaico  reservoir,  was  constructed  about  15  miles  north  of  the  boundary 
line  of  the  city.  It  has  an  available  capacity  of  29,000,000,000  gals.  — 
a  quantity  sufBcient  to  supply  the  city  for  several  weeks,  should  the 
Catskill  aqueduct  above  this  reservoir  be  shut  off,  for  any  cause.  This 
reservoir  was  formed  by  building  a  masonry  dam,  having  a  total  length 
of  1825  ft.  and  a  maximiua  height  of  307  ft.  above  the  foundation,  across 
the  valley  of  the  Bronx  River.  A  depression  in  the  hills,  about  a  mile 
northwest  from  the  dam,  ia  filled  by  an  earth  embankment,  about  1450 
ft.  long  and  25  ft.  high.  The  Catskill  water  is  discharged  into  the 
reservoir  at  its  upper  end,  where  an  inSuent-weir  and  gate-house  is  built. 
Water  is  drawn  from  the  reservoir  through  a  short  tunnel  at  a  point  on 
the  west  side  of  the  reservoir,  about  a  mile  above  the  main  dam.  An 
efBuent  gate-house,  with  sluice-gates  for  controlling  the  Sow,  is  built  at 
the  reservoir  side  of  the  tunnel,  and  a  large  gate-house  chamber  is  con- 
structed at  the  outlet  side  of  the  tunnel.  By  means  of  sluice-gates  in 
this  chamber,  the  water  flowing  through  the  tunnel  can  be  turned 
directly  into  the  aqueduct  or  diverted  through  the  Kensico  aerator, 
which  is  built  hke  the  aerator  at  the  headworks.  The  screen-chamber, 
in  which  all  the  water  is  passed  through  fine  mesh  screens  before  it  is 
sent  to  the  Hill  View  reservoir,  is  constructed  near  the  large  gate- 
chamber.  A  by-pass  of  concrete,  11  ft.  in  diameter  and  11,000  ft.  long, 
is  built  from  the  influent  gate-house,  to  make  it  possible  to  convey 
the  water  directly  to  the  city,  without  passing  through  the  Kensico 
reservoir. 

296.  The  City  tunnel  (Fig.  191)  was  driven  from  twenty-five  shafts, 
twenty-two  of  which  are  connected  with  the  present  distribution  system 
of  the  city.  Thirteen  of  these  shafts  have  single  48-in.  risers  each; 
six  have  two  48-in.  risers  each,  and  in  each  of  the  three  other  shafts  are 
'.wo  72-in,  risers.  All  of  the  shafts,  excepting  two,  are  circular,  and 
were  lined  with  concrete  during  the  sinking.     The  upper  100  ft.  of  the«; 
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shafts  ig  provided  with  the  riser  pipes  around  which  concrete  is  filled 
solid  to  the  sides  of  the  shafts. 

A  conical  valve  ia  attached  to  the  bottom  of  each  riser,  and  at  its  top 
the  riser  terminates  in  a  bronze  shaft-cap,  which  is  practically  either  a  48- 
by  30-in.  or  72-  by  4^in.  tee.  From  these  caps  the  water  passes  through 
gates  and  rq^ating  gates  into  the  distributing  pipes  of  the  city.  At 
two  of  the  shafts,  provision  is  made  for  unwatering  the  City  tunnel, 
which  is  divided  into  three  sections,  each  of  which  can  be  emptied  for 
inspection,  cleaning  or  repairs,  independently  of  the  others.  This  is 
accomplished  by  placing  at  each  of  two  of  the  tunnel  shafts  (Nos.  13 
and  18),  a  66-in.  section-valve  on  each  side  of  which  a  bronze  reducing 
pipe  is  placed,  and  connected  to  steel  castings  embedded  in  the  concrete 
lining  of  the  tunnel.  On  each  side  of  the  section  valve  the  tunnel  is  made 
conical  so  as  to  reduce  it  gradually  as  it  approaches  the  section-valve. 
Each  of  the  valves  is  operated  by  a  hydraulic  cylinder,  placed  in  the 
chamber  at  the  head  of  the  shaft. 

At  two  of  the  shafts,  the  City  tunnel  ia  connected,  respectively,  to 
the  new  Croton  aqueduct,  and  to  the  Jerome  Park  reservoir.  At  the 
top  of  each  of  the  shafts  at  which  the  tunnel  is  comiected  with  the  dis- 
tributing system,  a  chamber  is  constructed,  to  contain  the  valves  and 
other  appliances  which  are  required  to  control  the  flow  of  the  water. 
Bronze  riser  valves,  48  ins.  and  72  ins.  in  diameter,  are  placed  in  shafts 
(Fig.  191a),  about  100  ft.  below  the  top  of  sound  rock.  In  case  of  a  break 
in  the  valve-chamber,  or  in  the  steel  mains,  causing  an  abnormally  lai^e 
flow  of  water,  the  riser-valves  close  automatically.  The  whole  city 
tunnel  is  lined  with  concrete  which  was  made  water-tight  by  grouting 
under  pressure.  At  one  place  where  leakage  occurs  when  the  aqueduct 
is  under  full  pressure,  the  interior  surface  of  the  conduit  is  lined,  for  a 
few  hundred  feet,  with  copper. 

In  the  plans  for  the  aqueduct,  provision  is  made  for  constructing 
eventually  a  filter  plant,  about  two  miles  below  the  Kensico  reservoir. 
As  a  temporary  measure,  a  small  coagulating  plant  is  built  over  the 
aqueduct,  about  two  miles  above  the  Kensico  reservoir. 

296.  Venturi  Meters  (Fig.  192).  —  In  order  to  measure  the  water 
delivered  by  the  aqueduct,  three  Venturi  meters  —  the  largest  ever  made 
—  are  placed  in  the  conduit  as  follows:  one  just  below  the  Ashokan 
reservoir,' one  above,  and  another  below  the  Kensico  reservoir.  Each 
of  these  meters  is  410  ft.  long,  and  is  constructed  of  reinforced  concrete, 
excepting  the  throat  casting  and  piezometer  ring,  which  are  made  of 
cast  bronze.  The  former  is  7|  ft.  in  diameter  and  about  8  ft.  long.  The 
latter  is  17}  ft.  in  diameter  and  1  ft.  wide.  These  two  castii^  are  set 
abo\it  30  ft.  apart.    Besides  the  Venturi  meters,  five  gauging  chambers, 
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where  the  flow  of  the  water  can  be  measured  by  means  of  current  meters, 
have  been  constructed  at  various  points  along  the  aqueduct.  A  Venturi 
meter  is,  also,  placed  in  the  city  tunnel,  near  its  beginning,  and  another 
one,  capable  of  measuring  flow  in  both  directions,  is  installed  at  the  con- 
nection with  the  Jerome  Park  reservoir.  Provision  has,  also,  been 
made  for  placing  Venturi  meters  at  each  of  the  connections  between  the 
city  tunnel  and  the  distributing  pipes. 

297.  Engineers.  —  The  Catskill  aqueduct  and  reservoirs  were  con- 
structed under  the  direction  of  the  Board  of  Water  Supply  of  the  City 
of  New  York,  which  appointed  J.  Waldo  Smith  as  chief  engineer  and 
John  R.  Freeman,  Prof.  William  H.  Burr  and  Frederick  P.  Steams  as  con- 
sulting engineers.  Alfred  Noble  served  also  as  consulting  engineer  of 
the  Board  from  Sept.  16, 1909,  to  the  time  of  bis  death,  April  19,  1914. 

The  plans  for  the  works  were  prepared  by  the  Headquarters  De- 
partment of  which  Alfred  D.  Flinn  had  charge  until  he  was  promoted 
on  Aug.  19,  1917,  to  the  position  of  deputy  chief  engineer. 

298.  Aqueducts  of  Boston,  Mass.  (Plate  VII).  —  Boston  built  its 
first  aqueduct  in  1846-49,  to  obtain  a  supply  of  water  from  a  chain  of 
ponds,  about  3)  miles  long,  called  Lake  Cochituate.  The  drainage  area 
of  the  lake  contains  17.58  square  miles.  A  dam  was  constructed  across 
the  outlet  of  the  ponds  to  form  a  storage  basin,  and  an  aqueduct  was 
built  to  convey  the  water  to  a  distributing  reservoir,  located  in  the 
town  of  Brookline. 

In  1873-79  the  city  obtained  an  additional  supply  from  the  Sudbury 
Hiver,  which  has  an  available  water-shed  of  75.2  square  milte.  Four 
storage  reservoirs  were  built  in  this  water-shed,  and  a  closed  masonry 
conduit,  called  the  Sudbury  aqueduct,  was  constructed  to  convey  the 
water  to  the  city. 

In  1895-1904  additional  works  were  constructed  to  increase  the  water 
supply  of  the  city,  by  obtaining  a  supply  from  the  south  branch  of  the 
Nashua  River.  By  building  a  masonry  dam  across  the  river,  a  storage 
reservoir  of  a  capacity  of  about  64,500,000,000  gallons  was  formed.  A 
masonry  conduit,  called  the  Wachusett  aqueduct,  was  built  to  convey 
the  water  from  this  reservoir  to  one  of  the  reservoirs  in  the  Sudbury 
water-shed,  from  which  the  water  is  taken  by  a  second  masonry  con- 
duit, called  the  Weston  aqueduct,  built  in  1901-04,  to  the  westerly  limit 
of  the  Metropohtan  District  of  Boston.  Short  descriptions  of  these 
aqueducts  are  given  below. 

299.  Engineers.  —  The  Sudbury  aqueduct  and  reservoirs  were 
designed  and  built  under  the  direction  of  Joseph  P.  Davis,  City  Engineer 
of  Boston.  Mr.  Alfonse  Fteley  was  in  immediate  charge  of  the  works  as 
resident  engineer. 
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The  Wachusett  and  Weston  aqueducts  were  built  under  the  direction 
of  the  Metropolitan  Water  &  Sewerage  Board  of  Boston  of  which  Fred- 
erick P.  Steams  was  chief  engineer  during  the  construction  of  these 
works. 

300.  The  Cockituate  aqueduct  *  (Fig.  193)  consists  of  an  oval  conduit 
of  brickwork,  6^  ft.  high,  having  a  maximum  width  of  5  ft.  It  is  14.31 
miles  long,  and  has  a  fall  of  4.26.  The  conduit  is  lined 
with  brickwork,  8  ins.  thick,  which  is  plastered  with 
cement  mortar  on  the  outside.  The  aqueduct  was 
generally  built  in  trenches.  At  two  places,  the  conduit 
is  built  in  timnels.  The  masonry  conduit  is  continued 
by  a  siphon  consisting  of  2  lines  of  30-in.  and  one  line 
of  36-in.  cast  iron  pipes,  which  are  carried  across  the 
Charles  River  on  a  masonry  bridge  of  three  arches. 
In  1875  a  40-in.  pipe  was  added.  The  siphon  is  1095  Pi<3-  193.— Cochit- 
ft.  long,  and  has  a  fall  of  0.52  ft.  Its  greatest  de-  (^jj^?"!^-) 
pression  is  52.11  ft.  below  the  level  of  the  aqueduct. 

The  aqueduct  has  four  waste-weirs  and  one  ventilator.  Manholes 
admitting  access  to  the  conduit  are  built  at  intervals  of  }  mile,  and 
are  covered  with  stone  slabs.  The  aqueduct  empties  into  the  Chestnut 
Hill  reservoir.  It  has  a  capacity  of  18,000,000  gallons  per  day,  which 
can  be  increased  to  23,000,000  gallons,  by  putting  the  conduit  under 
pressure. 

301.  The  Sudbury  aqueduct  f  extends  from  Farm  Pond,  which  served, 
until  recently,  as  a  storage  reservoir,  to  the  Chestnut  Hill  reservoir  in 
Boston,  a  distance  of  15.9  miles.  The  water  in  the  available  drainage 
area  of  the  Sudbury  River  is  brought  to  Farm  Pond  in  a  masonry  con- 
duit, called  the  Sudbury  supply  conduit,  which  extends  from  the  lowest 
reservoir,  built  in  connection  with  this  aqueduct,  to  Farm  Pond,  a  dis- 
tance of  about  7922  ft. 

The  main  aqueduct  and  the  supply  conduit  are  both  deseed  to  have 
the  same  capacity.  As  the  grade  of  the  aqueduct  is  one  foot  per  mile, 
while  that  of  the  conduit  is  2.323  ft.  per  mile,  the  cross-section  of  the 
former  is  made  larger  than  that  of  the  latter.  The  maximum  delivery 
of  the  aqueduct  and  conduit  was  fixed  originally  at  80,000,000  gallons 
per  day,  but  was  raised  later  to  108,000,000,  by  carrying  a  greater 
depth  of  water,  in  order  to  meet  the  increasing  consumption. 

•  Reports  <rf  Water  CommiasioneM  of  Boston,  Mass.,  1846-49;  also  "  History  of 
the  BcMton  Water  Works,"  compiled  by  a  member  of  the  Water  Board,  Boston, 
1868. 

t  "Additional  Supply  from  the  Sudbury  River  for  Boston,  Mass.,"  by  A.  Fteley, 
Boston,  1882. 
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The  aqueduct  and  supply  conduit  are  built  in  a  similar  manner 
(Figs.  194  and  195).  The  foundation  is  of  concrete,  and  the  side  walls 
are  of  rubble  masonry,  laid  in  cement  mortar.  The  inner  surface  of  the 
aqueduct  has  a  brick  lining,  4  inches  deep,  on  the  bottom  and  sides. 
The  arch  and  its  haunch  backing  are  built  of  brickwork.  In  the  stand- 
ard cross-section,  the  arch  is  12  ins.  thick  for  an  arc  of  40  degrees  from 
the  spring-Une,  and  is  then  reduced  to  a  thickness  of  8  ins.  near  the  key. 
Where  needed,  in  special  cases,  the  thickness  of  the  arch  is  increased. 
For  the  greater  part,  the  aqueduct  was  constructed  as  aU-and-cxmer  work, 
but  in  crossing  some  valleys  it  had  to  be  built  on  embankments,  the 
highest  being  34  ft.  above  the  natural  surface.  These  fills  were  made 
of  carefully  selected  earth,  which  was  rolled  in  thin  layers,  and  allowed 
to  stand  one  season  before  being  used.  Where  there  was  danger  of 
settling,  a  thicker  foundation  course  of  concrete  was  used. 


Fig.  194.  —  Msiq  Sudbury  Fio.  195.  —  Sudbury  Supply 

Aqueduct.  Aqueduct. 

(Grade  1  :  2500.)  (Gi«de  1  :  1250.) 

The  aqueduct  is  carried  across  Waban  Brook  by  a  masonry  bridge,  536 
ft.  long,  having  9  semicircular  arches  of  44J  ft.  span.  A  second  masonry 
bridge,  475  ft.  long,  carries  the  conduit  across  the  Charles  River.  It  has 
7  arches,  the  largest  of  which  has  a  clear  span  of  130  ft.  (p.  251). 

The  flow  through  the  Sudbury  aqueduct  is  controlled  in  an  inlet  gate- 
house at  Farm  Pond.  At  four  places  on  the  aqueduct,  waste-weirs  and 
blow-off  gate-houses  were  built.  A  terminal  gate-house  was  constructed 
for  the  conduit  between  the  two  basins  of  the  Chestnut  Hill  reservoirs. 
This  gate-house  has  five  outlet  pipes  (four,  48  ins.  in  diameter,  and  one, 
60  ins.  in  diameter).  Three  of  the  mains  empty  into  the  Chestnut  Hill 
reservoir,  and  the  other  two  are  connected  directly  to  the  distributing 
system. 

302.  The  Wackuaett  aqueduct  *  (Fig.  196),  which  conveys  water  from 
the  Wachusett  reservoir  to  the  Sudbury  reservoir,  is  about  12  miles 

*  Eno.  Record,  Feb.  22,  1896,  p.  205;  May  ft,  1896,  p.  404;  Juae  20,  1896,  p.  47; 
May  27, 1899,  p.  585. 
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long.  For  the  first  2  miles,  it  is  constructed  in  tunnel,  partly  in  rock  and 
partly  in  e&rth.  For  the  next  7  miles,  the  aqueduct  is  a.  masonry  con- 
duit, built  generally  as  cut-and-cover  work,  but  carried  in  a  few  places 
by  earth  embankment.  For  the  next  3  miles,  the  conduit  is  continued 
by  an  open  channel,  20  ft.  wide  on  the  bottom,  and  having  side  slopes  of 
3  to  1,  which  were  faced  with  gravel,  where  necessary,  in  order  to  pre- 
vent erosion.  Two  low  dams  are  built  across  the  open  channel  —  one 
about  midway  of  its  length,  and  the  other  at  its  entrance  into  the  reser- 
voir —  to  keep  back  sand  and  gravel  carried  by  the  water.  The  grade 
of  the  tunnel  section  and  open  channel  is  1  in  5000.  The  aqueduct  has 
a  horseshoe  cross-section,  and  can  deUver  300,000,000  gallons  per 
day. 

The  tunnel  section  has  a  brick  invert  throughout,  in  order  to  have  a 
smooth  fioor.    In  hard  rock,  the  arch  and  side  walls  are  omitted,  the 
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Fig.  196.  — Wachusett  Aqueduct. 

tunnel  being  excavated  so  as  to  ha vea  width  of  13}  ft.  by  a  height  of  11  ft. 
10  ins.  Where  required,  the  tunnel  is  lined  with  brickwork  backed  with 
rubble  masonry,  the  inside  dimensions  of  the  horse-shoe  section  being  12 
ft.  2  ins.  wide  by  10}  ft.  high.  The  masonry  conduit  is  built  of  Portland 
cement  concrete,  Uned  with  4  ins.  of  brickwork  on  the  bottom  and  sides. 
It  crosses  the  Assabet  River  on  a  masonry  bridge,  359  ft.  long,  having 
seven  arches  of  29}  ft.  span  (p.  251).  The  aqueduct  has  two  granite 
buildings:  one  built  to  cover  a  gauging  chamber,  and  the  other  over  the 
terminal  chamber  of  the  masonry  conduit. 

At  both  the  Sudbury  and  Wachusett  reservoirs,  the  water  is  dis- 
charged through  hydraulic  turbines,  and  used  for  the  generation  of  elec- 
tric enei^  which  is  sold  for  industrial  uses.  This  is  said  to  be  the 
first  hydroelectric  development  in  connection  with  a  public  water 
supply. 
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303.  The  Weston  aqueduct*  begins  at  a  head-liouse,  built  near  the 
northerly  end  of  the  dam  of  the  Sudbury  reservoir,  and  extends  to  the 
bluff  on  the  west  side  of  the  Charles  River,  a  distance  of  about  13J  miles. 
It  terminates  in  the  town  of  Weston,  at  the  westerly  hmit  of  the  Metro- 
politan District,  about  10  miles  from  the  State  House  in  Boston. 

The  head-house  of  the  aqueduct  is  connected  with  the  reservoir  by 
three  lines  of  60-in,  cast  iron  mains,  each  about  500  ft.  long,  which  are 
controlled  by  valves  at  the  dam.  For  the  first  3^  miles,  the  aqueduct  is 
built  on  a  slope  of  4  in  5000.  It  is  then  built,  at  a  crossing  under  a 
railroad,  of  concrete  and  steel,  according  to  a  special  plan.  The  grade 
of  the  aqueduct  is  then  reduced  to  1  in  5000,  and  its  cross-section  is 
increased  (Fig.  197)  for  a  distance  of  about  7  miles.  The  conduit  is 
continued  by  an  open  channel,  1400  ft.  long,  to  an  equalizing  reservoir 


Fia.  197.  —  Weston  Aqueduct. 

which  covers  65  acres.  This  basin,  which  has  an  average  depth  of  !2  ft., 
continues  the  aqueduct  for  4000  ft.  to  a  screen-chamber,  from  which  the 
aqueduct  is  built  as  a  masonry  conduit,  for  about  5700  ft.,  to  a  terminal 
chamber  from  which  the  water  is  distributed  in  the  Metropolitan  Dis- 
trict by  means  of  cast  iron  pipes. 

There  are  five  tunnels,  aggr^ating  12,165  ft.  in  length,  on  the  line  of 
the  aqueduct.  They  are  lined  throughout  with  concrete.  Two  valleys 
are  crossed  by  pipe  siphons,  3605  and  1123  ft.  in  length  respectively. 
Each  siphon  is  to  consist  of  3  riveted  steel  pipes,  7J  ft.  in  diameter. 
Only  one  line  of  pipes  was  laid  in  each  siphon  as  the  first  installment. 
At  the  crossing  of  the  Sudbury  River,  the  siphon-pipe  is  constructed  as 
an  arch  bridge  of  80  ft.  span,  having  a  rise  of  5.5  ft.  The  steel  pipes  are 
connected  at  each  end  with  masonry  gate-chambers  by  cast  iron  reducers, 
•  Eng.  Record,  May  4,  1901,  p.  118;  Oct,  18,  1902,  p.  362. 
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built  in  the  masonry-  The  inlet  opening  of  each  reducer  is  9J  ft.  high 
by  43  ft.  wide,  and  the  form  of  the  casting  gradually  becomes  circular 
and  tenninates  in  a  bell  into  which  the  steel  pipe  is  leaded . 

Thirty-nine  culverts  were  built,  to  cany  water  courses  across  the  line 
of  the  aqueduct.  Nine  culverts  are  carried  as  siphons  under  the  aque- 
duct; three  cross  over  the  top  of  the  conduit  and  27  drain  beneath  the 
aqueduct.  Many  of  the  culverts  consist  of  cast  iron  pipes,  12  ins.  or 
more  in  diameter,  having  masonry  head-walls  at  each  end.  At  thirteen 
of  the  culverts  which  drain  freely  under  the  aqueduct  to  suitable  water 
courses,  8-in.  blow-off  valves  are  set  in  small  depressions  in  the  bottom 
of  the  aqueduct  for  emptying  it.  Manholes  with  granite  copii^  and 
steel  covers  are  built  at  each  blow-off  and,  also,  at  intermediate  points, 
so  as  to  make  the  blow-offs  about  I  mile  apart. 

304.  The  aqueduct  of  Los  Angeles,  Cal.,*  was  constructed  in  1907 
—1913,  to  obtain  a  supply  of  water  from  the  drainage  area  of  Owens 
River,  in  the  Sierra  Nevada.  This  water-shed,  which  is  about  120  miles 
long  and  6  to  10  miles  wide,  contains  about  2800  square  miles,  above  the 
intake  of  the  aqueduct.  The  rainfall  at  the  floor  of  the  Owens  Valley 
region  aven^s  only  about  5  ins.  per  annum,  but  increases  with  elevation 
to  30  and  even  40  ins.  at  the  crest  of  the  Sierra  Range.  In  the  moun- 
tains, the  precipitation  is  mainly  snow.  Owing  to  these  circumstances, 
the  flow  in  the  river  is  very  regular,  and  floods  occur  rarely.  The  melt- 
ing of  the  snow  in  the  mountains  causes  high  water  in  the  river  from 
about  the  middle  of  May  to  July,  In  order  to  control  the  riparian  rights 
in  the  region  from  which  the  water  was  to  be  taken,  the  city  bought 
about  125,000  acres  of  land  in  Owens  Valley  from  the  United  States 
Government  and  additional  land  from  private  owners.  This  land  con- 
tains much  ground  water,  which  can  be  pumped  into  the  aqueduct 
when  it  becomes  necessary. 

Two  large  reservoirs  are  to  be  constructed  in  Owens  Valley,  to  impound 
water,  and  to  equalize  the  differences  in  the  annual  flow  of  the  river, 
namely:  Long  Valley  reservoir  with  a  capacity  of  111,110,000,000  gals., 
and  Tinemaha  reservou-  which  will  store  41,486,000,000  gals.  These 
reservoirs  have  not  yet  been  built. 

306.  The  Aqxiediict.  —  The  intake  of  the  aqueduct,  located  about 
12  miles  north  of  the  town  of  Independence,  consists  of  a  concrete  di- 
version dam  and  weir,  325  ft,  long,  provided  with  four  radial  7.5-  by  8-ft. 
gates.     The  whole  flow  of  the  river  is  diverted  here  into  the  aqueduct. 

For  the  first  21  miles,  the  aqueduct  is  an  unlined  earth  canal,  having 
an  average  depth  of  10  ft.  (Fig.  IQS).     This  section  has  a  capacity  of 

*  "  Final  Report  on  the  Constructioa  of  the  Lob  Angeles  Aqueduct,"  Loe  Angeles, 
Cal.,  1916.    FigB.  198  to  203  are  taken  from  thie  report. 
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800  cu.  ft.  per  second.  As  the  ground  water  on  this  stretch  of  the 
aqueduct  is  only  about  2  to  4  ft.  below  the  surface,  it  enters  the  canal 
freely  and  adds  to  its  supply.  For  the  next  40  miles,  the  aqueduct  ia 
built  along  the  eastern  slope  of  the  Sierra  Nevada  as  an  open  canal,  12  ft. 
deep,  with  slopes  of  1  to  1  (Fig.  199).  The  bottom  and  the  slopes  of  the 
canal  are  covered  with  6  inches  of  concrete,  hud  without  foroos.     As 

UNLINED    CANAL 


Fia.  108.  —  TJnlined  Canal  of  Loe  Angelea  Aqueduct. 

many  small  tributaries  of  Owens  River  flow  into  the  canal,  the  capacity 
of  this  stretch  of  aqueduct  is  increased  to  900  cu.  ft.  per  second. 

At  the  end  of  this  section,  the  aqueduct  discbarges  into  the  Haiwee 
reservoir,  a  regulating  basin  of  20,788,000,000  gals,  capacity,  which 
was  constructed  in  what  was  the  ancient  bed  of  Owens  River.  The 
reservoir,  which  is  7J  miles  long  and  }  to  1^  miles  wide,  was  formed  by 


Fio.  199.  —  Lined  Canal  of  Lob  Angdes  Aqueduct. 

two  earthen  dams,  34  ft.  and  91  ft.  high  respectively,  which  were  built 
by  the  hydraulic  process  across  the  old  river-bed.  The  outlet  from  the 
reservoir  is  a  tunnel,  10  ft.  in  diameter  and  1193  ft.  long.  The  flow  into 
this  timnel  is  controlled  by  a  cylindrical  gate-tower,  built  of  concrete,  80 
ft.  high  and  21  ft.  in  diameter  on  .the  outside.  It  is  provided  with  five 
pairs  of  sluice-gates,  placed  at  different  elevations.  Each  pair  of  gates 
can  discharge  950  cu.  ft.  trf  water  per  second.    Just  below  the  reservoir, 
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there  is  s  hydraulic  drop  of  190  ft.,  which  ia  to  be  used  for  future  hydro- 
electric development,  by  connecting  a  steel  penstock  pipe  with  the  outlet 
tunnel. 

For  about  2  miles  from  the  end  of  this  tunnel,  the  aqueduct  consists 
of  an  open  concrete-lined  ditch.  It  is  then  continued,  for  about  133.5 
miles,  as  covered  concrete  conduits,  concrete-lined  tumiels,  and  steel 
siphon  pipes  to  the  Fairmont  reservoir,  into  which  the  water  is  dropped 
—  86  ft.,  when  the  reservoir  is  empty  —  from  the  standard  conduit  sec- 
tion, through  an  open  ditch,  lined  with  rubble  concrete  and  having  slopes 
of  H  to  1.  The  reservoir,  which  has  storage  capacity  of  2,483,000,000 
gals.,  was  formed  by  constructing,  by  hydrauUc  sluicing,  an  earthen 
dam,  1516  ft.  long  and  115  ft.  hi(^,  across  a  natural  baain.    The  main 
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Fia.  200.  —  Covered  Conduit  of  Loa  Angelee  Aqueduct. 

function  of  this  reservoir  is  to  serve  as  a  forebay  to  two  large  power  plants, 
built,  about  8  miles  below  the  reservoir,  on  the  line  of  the  aqueduct,  and 
requiring  1000  cu.  ft.  per  second  for  peak  loads. 

The  capacity  of  the  aqueduct  between  the  Haiwee  and  Fairmont  re»- 
ervoirs  was  made  430  cu.  ft.  per  second,  30  cu.  ft.  per  second  being 
allowed  for  possible  losses  by  evaporation,  leakage,  etc.  The  covered 
conduit  (Fig.  200),  which  is  slightly  varied  in  different  sections  of  the 
work,  has  its  sides  and  bottom  lined  with  6  ins.  of  concrete.  The  cover  is 
made  of  reinforced  concrete,  generally  6  ins.  thick  at  the  sides  and  8  ins. 
thick  at  the  center.  The  tunnels  on  this  stretch  of  the  aqueduct  were 
driven  through  material  varying  in  hardness  from  granite  to  soft  tufa. 
Their  cross-sections  vary,  accordii^  to  the  grades  adopted.  The  tunneb 
are  7.5  to  8  ft.  wide,  have  an  average  height  of  9  ft.  from  the  invert  to  the 
crown,  and  are  lined  with  concrete,  6  to  14  ins.  thick  (Fig.  201).    Broad 
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valleys  or  steep  canyons  are  crossed  by  sipbons  of  steel  or  concrete 
(Fig.  75,  p.  253). 

From  tbe  Fairmont  Reservoir  tbe  aqueduct  ib  continued  by  a  pressure 
tunnel,  about  5  miles  long,  driven  through  the  Sierra  Madre  mountains 
(Fig.  202).  This  tunnel  ia  10  ft.  10  ins.  high,  9|  ft.  wide,  and  baa  a 
capacity  of  1000  cu.  ft,  per  second.  It  is  continued  by  an  adit,  2.6  miles 
long,  to  a  surge-chamber  at  the  head  of  the  penstocks  leading  to  Power- 
house No.  I,  in  the  San  Francisquito  canyon.  The  outlet  from  the 
Fairmont  reservoir  ia  controlled  in  a  circular  concrete  outlet-tower, 
having  an  inner  diameter  of  18  ft.  Its  walls,  which  are  5  ft.  thick  at  the 
bottom,  and  3  ft.  thick  at  the  top,  are  heavily  reinforced  with  steel,  both 
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Fio.  201.  —  St&ndard  Tunnel  of  Loe        Fio.202. — Elieabeth  Pressure^unnei, 
Angdes  Aqueduct.  Loe  Angeles  Aqueduct. 

in  a  vertical  and  horizontal  direction.  Four  tiers,  of  three  gates  each, 
are  placed  in  the  tower.  Each  tier  can  discbarge  the  full  quantity  of 
1000  cu.  ft,  per  second. 

From  the  surge-chamber  to  tbe  power  site  in  San  Francbquito  Valley, 
there  is  a  power  drop  of  about  946  ft.  Below  this  site,  the  aqueduct  is 
continued  as  pressure-tunnels  or  siphon  pipes  to  a  second  power  station 
in  the  same  valley,  where  there  ia  a  power  drop  of  530  ft. 

Below  the  lower  power  site  in  the  San  Francisquito  Valley,  tbe  water 
is  conveyed  by  tunnela  having  a  capacity  of  1000  cu.  ft.  per  second  to 
the  Dry  Canyon  reservoir,  which  was  conatructed  to  regulate  tbe  fluc- 
tuating flow  through  the  power  plants,  and  to  bring  it  back  to  the  normal 
delivery  of  400  cu.  ft.  per  second.     The  water  enters  tbe  reservoir  through 
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a  rubble-lined  open  conduit.  The  reservoir,  which  haa  a  capacity  of 
431,713,000  gals.,  was  formed  by  an  earthen  dam,  528  ft.  long  with  a 
maximum  height  of  61  ft. 

The  water  level  of  the  reservoir  fluctuates  about  5  ft.  In  order  to 
obtain  a  constant  discharge  of  400  cu.  ft,  per  second  for  the  water  supply 
of  the  city,  a  floating  weir,  consisting  of  an  annular  sheet  iron  tank,  30  ft. 
in  inner  diameter,  4  ft.  thick  and  12  ft,  high,  fitting  around  a  concrete 
wall,  was  built.  This  floating  tank  slides  up  and  down  on  the  con- 
crete wall,  as  the  water  level  of  the  reservoir  varies.  Guide  bearings  are 
provided  on  columns,  to  prevent  the  tank  from  binding.  Stop-cocks  are 
placed  in  the  tank,  to  make  it  possible  to  sink  it  to  the  depth  required  to 
enable  the  weirs  to  discharge  400  cu,  ft.  per  second.  When  the  float 
sinks  too  deep,  water  must  be  pumped  out  of  the  tank  to  bring  it  to  the 
proper  level.  The  water  flowing  over  the  tank  falls  into  the  basin  inside 
of  the  concrete  wall,  from  which  it  is  taken,  by  a  short  inverted  siphon, 
into  an  open  forebay  at  the  portal  of  the  tunnel.  Emergency  gates  are 
provided  in  the  waJls  of  the  forebay  to  make  it  possible  to  draw  water 
when  the  floating  gate  is  out  of  order. 

From  the  Dry  Canyon  reservoir,  the  aqueduct  is  constructed  for 
about  11.5  miles  as  covered  conduits,  lined  tunnels,  and  siphons  to  its 
terminus  on  the  north  side  of  the  San  Fernando  Valley.  Here  the  water 
drops  160  feet  in  a  cascade,  and  flows  for  about  1,6  miles  in  an  open 
concrete-lined  ditch  to  the  inlets  of  the  two  San  Fernando  reservoirs. 
The  upper  one  of  these  reservoirs,  which  is  to  store  about  4,887,400,000 
gals.,  haa  not  yet  been  constructed.  The  water  is  discharged,  for  the 
present,  directly  into  the  lower  reservoir,  which  has  a  storage  capacity 
of  7,494,000,000  gals,  with  its  flow  hne  at  an  elevation  of  1135  ft.  above 
the  sea.  This  reservoir,  which  was  formed  by  the  construction  of  a 
h^h  earthen  dam,  is  so  arranged  as  to  draw  the  water  from  the  by-pass 
conduit  directly  into  the  San  Fernando  siphon,  or  from  the  reservoir 
into  the  siphon.  This  reservoir  acts  as  a  storage  reserve  for  the  city's 
domestic  supply,  as  well  as  for  irrigation  in  the  San  Fernando  Valley. 
From  the  Cascades  to  the  Lower  San  Fernando  reservoir,  there  is  a  fall 
of  about  326  ft.,  which  is  to  be  utilized  for  generating  electricity. 

From  the  Upper  San  Fernando  reservoir,  the  water  is  to  be  conveyed 
for  about  12.8  miles  through  concrete-lined  tunnel  and  riveted  steel 
pipes  to  the  inlet  of  a  distribution  reservoir,  known  as  the  Upper  Frank- 
lin reservoir.  This  basin  stores  42,000,000  gab.,  with  its  flow-line  at 
850  ft.  above  sea-level.  From  this  reservoir  the  water  is  discharged 
throi^  about  1.1  miles  of  riveted  steel  pipes  into  the  Lower  Franklin 
reservoir,  which  has  a  storage  capacity  of  360,000,000  gals.,  with  the 
flow-line  at  elevation  675  above  sea-level.     A  riveted  steel  pipe,  about 
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7  miles  long,    connects  this   reBervoir  with   the  city's  distributing 
pipes. 

306.  Hydroelectric  Power  DevelopmerUa.  —  During  the  construction 
of  the  aqueduct  and  reservoirs,  electric  power  for  operating  part  of  the 
machinery  was  obtained  from  power  developments  on  the  Cottonwood 
and  Division  Creeks,  tributaries  of  the  Owen  River.  These  power  de- 
velopmenta,  the  four  power  drops  alot^  the  line  of  the  aqueduct, 
described  above,  and  others  to  be  acquired  by  the  city,  will  furnish 
about  200,000  horsepower  to  meet  peak  load  demands,  and  will  give 
the  city  cheap  electricity  in  addition  to  the  large  supply  of  pure  water 
secured  by  the  works  described  above. 

307.  Engineers.  —  The  preliminary  plans  for  the  aqueduct  and 
reservoirs  were  made  under  the  direction  of  the  Water  Commissioners  of 
Los  Angeles  by  William  Mulholland,  chief  engineer,  and  the  final  plans 
adopted  were  approved  by  a  Board  of  consulting  engineers,  consisting  of 
Frederick  P.  Steams,  John  R,  Freeman,  and  James  D.  Schuyler.  The 
construction  of  the  works  was  entrusted  to  the  Public  Service  Conuuis- 
sioners  of  said  city  who  appointed  WilUam  Mulholland  as  chief  engineer 
and  J.  6.  Lippincott  as  assistant  chief  engineer.  These  engineers  re- 
mained in  charge  of  the  works  until  their  completion. 

308.  The  Rochester  Pipe  Conduits.*  —  The  water  works  of  Roches- 
ter were  constructed  in  1872-1876.  They  differ  from  those  of  most 
American  cities  in  having  a  dual  system,  the  water  for  domestic  purposes 
being  obtained  by  gravity  from  Hemlock  Lake,  about  28  miles  south  of 
the  city,  while  water  for  public  and  industrial  purposes  is  pumped  di- 
rectly from  the  Genesee  River,  which  Sows  through  the  city.  Hemlock 
lake  has  an  area  of  1828  acres,  at  low-water,  and  is  supplied  from  a  drain- 
age area  of  43  square  miles.  It  lies  286  ft,  above  the  general  city  level. 
The  original  pipe-line  conveying  the  water  from  this  lake  to  Rochester 
consists  of  about  93  miles  of  36-in.  wrought  iron  pipe  and  of  18}  miles  of 
24-in.  pipe  of  which  nearly  3  miles  are  wrought  iron  pipe,  in  two  sections, 
the  remaining  part  consisting  of  cast  iron  hub-and-spigot  pipe.  The 
wrought  iron  part  of  this  conduit  has  proved  to  be  very  satisfactory. 
Considerable  trouble  has  been  experienced,  however,  with  the  cast  iron 
pipes  from  tuberculation  and,  occasionally,  from  leakage  at  the  joints. 

309.  N'ew  Conduits.  —  The  city  having  outgrown  its  waterworks, 
it  was  decided  in  1890  to  construct  a  new  conduit  from  Hemlock  Lake 
to  the  city.  The  new  works  were  designed  and  built  under  the  direction 
of  Emil  Kuichling,  chief  engineer. 

The  new  conduit,  which  was  completed  in  1894,  consists  of  a  60-in.  steel 

intake-pipe,  about  1500  ft.  long,  laid  in  the  lake  from  a  submerged  crib 

•  Eng.  NetBt,  April  11,  1895.  p.  234;  Eng.  Record,  April  13,  1895,  p.  346,  et  »eq. 
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Longitudinal  Section. 


Pia.  203.  —  Intake  Crib  of  Rochester,  N.  Y. 
(Buiit  in  1893  and  1894.) 

to  the  shore,  then  of  12,000  ft.  of  brick  conduit,  built  partly  in  tunnel,  and 
lastly  of  26J  miles  of  38-in,  riveted  steel  pipe. 

Fig.  203  shows  the  submerged  crib,  forming  the  inlet  to  the  conduit. 
The  water  is  drawn  about  26  ft.  below  the  surface  of  the  lake.  The 
604n.  intake  pipe  is  described  on  p.  226.    It  was  shipped  from  the  shops 
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in  Pittsburgh,  Pa.,*  in  30-f t.  sections.  Three  of  these  sections  and  a  ball- 
and-flocket  joint  were  riveted  together  on  shore  so  as  to  form  a  length  of 
about  100  ft.  of  pipe,  weighing  14  to  16  tons.  These  sections  of  pipes 
were  floated  into  position,  and  sunk  into  a  trench  which  had  been 
dredged  for  them  in  the  lake  bottom,  that  consists  of  clay  at  this 
place. 

A  masonry  gate-house  for  controUing  the  flow  from  the  lake  was 
constructed  at  the  point  where  the  steel  intake-pipe  joins  the  brick 
conduit.  It  is  provided  with  a  double  set  of  passages  to  the  conduit, 
one  of  which  can  be  shut  off  for  inspection  or  repairs,  while  the  other 
maintains  the  flow  to  the  city.  An  overflow  chamber  is  provided  at  the 
junction  of  the  masonry  conduit  with  the  38-in.  steel  pipe.  Another 
overflow  is  constructed  midway  in  the  long  stretch  of  17J  miles,  from  the 
beginning  of  the  3S-in.  pipe  to  Rush  reservoir.  It  is  formed  by  a  short 
stand-pipe,  rising  from  the  conduit  on  top  of  a  hill  to  the  hydraulic  grade- 
line.  This  arrang^nent  limits  the  pressure  to  which  the  steel  pipe  can 
be  subjected  when  the  gate  at  its  lower  end  is  closed. 

310.  The  Specifications  required  the  steel  pipe  to  be  made  of  soft, 
open-hearth  steel,  containing  not  over  0.6  per  cent  of  manganese  and 
0.06  per  cent  of  phosphorus.  It  was  to  have  a  tensile  strength  of 
55,000-65,000  lbs.  per  sq.  in.,  with  an  elastic  limit  of  not  less  than 
30,000  lbs.  and  an  elongation  of  22^  per  cent  in  8  ins.  Cold-bending, 
punching  and  other  testa  were  required.  All  plates  having  at  any  point 
less  than  95  per  cent  of  the  required  thickness  were  rejected. 

311.  The  pipe  forms  a  continuous  riveted  tube,  without  any  pro- 
vision for  expansion,  as  it  was  calculated  that  the  internal  stresses  due 
to  the  changes  of  temperature  to  which  the  pipe  might  be  exposed  would 
be  far  within  the  elastic  limit  of  the  material.  Under  these  circum- 
stances, it  was  essential  that  the  strength  of  the  net  section  of  the  plate 
at  the  cireular  seams  should  be  equal  to  the  shearing  resistance  of  the 
rivets  therein.  The  joints  were  designed  to  meet  this  condition. 
Motion  was  prevented,  by  bedding  the  pipe  at  the  ends  of  the  conduit 
in  large  masses  of  masonry.  Similar  precautions  were  taken  in  the 
design  of  all  stop-valves  and  branches  which  were  inserted  in  the  pipe- 
line. These  appurtenances  were  provided  with  flanges,  and  were  made 
much  stronger  than  the  pipe,  to  which  they  were  connected  by  strong 
bolts. 

The  pipe  was  made  in  lengths  of  about  7  ft.,  having  alternately  an 
inner  diameter  of  38  ins.  and  of  38  ins.  plus  twice  the  thickness  of  the 
plate.  The  smaller  sections  fitted,  therefore,  just  inside  of  the  larger 
sections.     Each  course  or  section  of  pipe  was  made  of  a  sir«le  sheet. 

*  The  pipe  wos  made  by  the  CaiTOll-Porter  Boiler  and  Tank  Co.,  PitUburgh,  Pa 
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All  straight  seams  were  rtiquired  to  be  made  in  the  upper  quarter  of  the 
circumference  of  the  pipe.  Four  different  classes  of  pipe  were  used, 
according  to  the  pressure  that  was  to  be  resisted,  as  given  in  the  follow- 
ing table: 

TABLE  XLIV.  —  ROCHESTER  38-INCH  STEEL  PIPE 


.  Sti>ticb«d 

Thic)iiw9B  of  Blsal 

Londtudiml  joiot 

Less  than  120  ft. 
120-153 
153-199 
19fr-263 

r 

1^ 

Single  riveted 
Double  riveted 
Double  riveted 
Double  riveted 

The  circumferential  joints  were  always  made  single-riveted,  except 
where  two  different  kinds  of  pipe  were  joined,  in  which  cases  the  seams 
of  the  thinner  pipe,  including  the  junction  seam,  were  double  riveted  for 
a  distance  of  about  200  ft.  This  was  done,  in  order  to  make  the  cir- 
cumferential Beams  of  the  thinner  pipe  approximately  equal  to  those  of 
the  thicker  pipe.  It  was  calculated  that  in  a  distance  of  about  200  ft. 
the  friction  of  the  earth  against  the  pipe,  after  the  trench  had  been 
properly  refilled,  would  balance  the  resultant  of  the  longitudinal  forces, 
produced  in  the  two  classes  of  pipe  by  the  extreme  variation  of  tempera- 
ture in  the  conduit,  which  was  taken  as  45°  Fahrenheit.  Each  class  of 
pipe  is  regarded  as  firmly  anchored  in  the  soil,  except  for  the  above- 
mentioned  distance  at  the  junctions. 

Four  courses  of  pipe,  making  lengths  of  about  27^  ft,,  were  riveted 
together  in  the  shop  and  thoroughly  caulked  on  the  inside  and  outside. 
Changes  in  direction  in  either  the  alignment  or  grade  were  made  by 
slightly  beveling  at  one  end  a  sufficient  number  of  courses.  The  con- 
tractors were  supplied  with  accurate  drawings  on  a  large  scale,  showing 
these  changes.  In  order  to  avoid  having  many  patterns,  a  standard 
bevel  of  2°  43.5',  corresponding  to  an  ofifset  of  1.806  ins.  in  the  diameter 
of  38  ins.,  was  used  wherever  possible.  The  standard  bevel  on  the  end 
of  every  fourth  course  forms  a  polygon  fitting  a  10°  curve  very  closely. 
If  applied  at  the  end  of  every  second  course,  the  polygon  would  fit  a 
20°  8'  curve,  and  if  placed  at  the  end  of  every  course,  it  would  fit  a 
41°  9.75'  curve.  The  radii  for  the  three  courses  mentioned  above  are, 
respectively,  573.7,  286.1,  and  142.2  ft. 

312.  Coating.  —  Great  pains  were  taken  to  obtain  the  best  coating 
for  protecting  the  pipes  from  corrosion.  In  the  beginning  a  purely 
asphaltic  coating,  like  that  used  successfully  on  numerous  conduits  in 
California,  and,  also,  on  the  Newark  pipe  (p.  334)  was  applied.  The 
pipes,  aft«r  being  thoroughly  cleaned,  were  heated  in  an  oven  to  about 
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320°  Fahrenheit,  and  were  then  dipped  into  a  large  tank  contaioii^  the 
coatii^  mixture,  in  which  they  were  allowed  to  remain  until  the  metal  of 
the  pipe  acquired  the  same  temperature  as  the  bath.  The  pipes  were 
then  removed,  the  Eurplue  coating  was  allowed  to  drip  off,  and  the  pipes 
were  then  placed  on  skids,  where  the  material  was  left  to  harden.  This 
coating,  which  appeared  to  be  very  satMactory,  when  exposed  to  water, 
was  found  to  undergo  a  change,  if  the  pipes  were  exposed  to  the  air  for 
several  weeks.  It  failed,  also,  to  adhere  tightly  to  the  meteil.  The 
contractors  were  put  to  great  expense  in  painting  with  costly  materials 
large  areas  from  which  the  coating  had  scaled  off.  California  asphalt 
and,  also,  a  mixture  of  Tnnidad  asphalt  and  the  best  grade  of  coal-tar 
were  used,  the  latter  giving  the  better  results. 

313.  Japanning  Process.  —  Prof.  A.  H.  Sabin,  the  chemist  of  the 
well-known  firm  of  Edward  Smith  Co.  of  New  York,  vamiah  manu- 
facturers, was  later  engaged  to  make  a  series  of  experiments  to  find  a 
perfectly  satisfactory  coating.  He  finally  devised  a  very  promising 
japanning  process,  which  was  used  for  the  remaining  pipes.  The 
essential  point,  in  which  this  process  differs  from  the  usual  method  of 
coating,  is  in  removing  the  pipes  from  the  bath  of  asphalt  and  tar  to  a 
large  brick  oven,  in  which  they  are  baked  at  a  h^h  temperature  for 
atx)ut  ten  hours. 

At  Rochester  each  pipe  was  heated  m  an  oven,  large  enough  to  contain 
three  pipes  at  a  time,  before  it  was  dipped  in  the  bath  of  coating  mixture, 
which  was  placed  in  a  vat  forming  half  of  a  horizontal  cylinder,  6  ft.  in 
diameter  uid  32  ft.  long.  The  vat  had  brick  walls  which  were  lined  with 
iron.  Crude  oil  was  used  as  the  fuel  in  the  furnace  that  was  placed 
directly  under  the  vat.  The  bakii^  oven  was  about  9x25  ft.  in  the 
clear,  and  sufficiently  high  to  admit  a  twenty-eight  foot  section  of  pipe, 
placed  on  end.  Twelve  of  these  sections  could  be  baked  at  a  time.  A 
temperature  of  500-600°  Fahrenheit  was  maintained  in  the  oven. 

Great  care  was  taken  to  protect  the  coating  from  injury  during  the 
transportation  and  handling  of  the  pipes.  All  chains,  bolsters  or  saddles, 
on  which  the  pipes  bore,  were  covered  with  old  rubber  hose,  canvas  or 
carpet.  During  the  latter  part  of  the  work,  canvas  coverings,  or  mats, 
were  placed  on  top,  or  within  the  pipe,  wherever  the  workmen  were 
engaged,  and  all  who  entered  the  pipes  were  required  to  put  on  soft  felt 
shoes  or  overshoes.  Some  abrasions  of  the  coating  in  fitting  the  pipes 
together  and  from  the  riveting  were  unavoidable.  The  coating  was 
replaced  in  such  cases  by  "P.  &  B."  paint,  which  consists  of  refined 
asphalt  dissolved  in  bisulphide  of  carbon.  The  latter  material  is  a  very 
volatile  liquid  which  evaporates,  leaving  a  thick  coating  of  asphalt  on 
the  metal.    As  the  vapor  rising  from  this  paint,  when  first  appUed,  is 
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very  offensive  in  odor  and,  also,  infiammable,  tlie  pipes  had  to  be  well 
ventilated  while  the  paint  was  being  applied.  This  was  accomplished 
by  opening  the  manholes  which  had  been  provided  on  top  of  the  pipe, 
at  intervals  of  about  1000  ft.,  to  permit  ingress  to  the  pipes  for  inspection 
or  repairs,  and  by  forcing  a  strong  current  of  air  through  the  pipe,  by 
means  of  a  suitable  fan  or  blower. 

314.  Pipe  Laying.  —  In  laying  the  pipe,  two  sections  were  riveted 
together  making  a  length  of  about  54.5  ft,,  before  they  were  lowered 
into  the  trench.  These  long  sections,  which  weighed  7000-10,500  lbs., 
were  rolled  by  hand  on  top  of  timbers  placed  over  the  trench,  and  were 
then  lowered  by  means  of  one  or  two  strong  derricks. 

When  about  a  mile  of  conduit  had  been  completed,  it  was  tested  by 
water  pressure.  The  ends  of  the  pipe  were  closed,  either  by  temporary 
steel  boiler-heads,  or  by  gate-valves,  and  the  pipe  was  then  filled  with 
water,  by  means  of  a  force-pump.  The  water-pressure  was  raised 
gradually  to  a  pressure  of  50  per  cent  greater  than  that  to  which  the  pipe 
waa  to  be  subjected. 

316.  An  air-valve  of  special  construction*  was  placed  at  each  sum- 
mit of  the  conduit  line.  It  serves  to  let  the  air  out  of  the  pipe,  when 
it  is  being  filled  with  water,  and  to  admit  air  automatically  when  the 
water  is  drawn  out  of  the  pipe,  either  by  the  blow-o£Es,  or  on  account  of 
a  break.  The  air-valves  are  simply  bronze  poppet-valves  3,  4  or  6  ins. 
diameter,  which  are  either  used  singly  or  in  groups  of  two  or  four.  They 
are  kept  closed  by  springs,  and  are  attached  to  the  conduit  in  the  manner 
shown  in  Fig.  204.  The  air-valves  are  protected  from  frost  and  injury 
by  an  iron-casing,  covered  with  earth,  from  which  a  standpipe  rises  3  ft. 
above  the  surface.  It  is  covered  with  an  iron  hood  having  a  small 
opening  (u^^ally  kept  covered  with  a  locked  flap)  through  which  a  key 
can  be  pushed  to  open  one  of  the  valves  during  the  filling  of  the  pipe. 
As  the  springs  are  made  only  strong  enoi^h  to  balance  the  weight  of 
the  valve,  the  valves  open  automatically,  whenever  the  pressure  in  the 
pipe  is  reduced  below  that  of  the  atmosphere. 

316.  Blow-offs  for  emptying  the  pipe  for  inspection  or  repairs  are 
provided  at  every  depression.  They  consist  of  short  branch  pipes, 
6  ins.  and,  in  one  case,  8  ins.  in  diameter,  controlled  by  two  gate-valves, 
the  one  nearer  the  conduit  being  only  shut  when  the  other  one  is  out  of 
order.  The  blow-off  pipes  are  connected  to  the  conduit  by  means  of  a 
flanged  casting,  riveted  to  its  lower  quarter.  At  each  blow-off,  the  main 
conduit  and  the  two  gate-valves  of  the  blow-off  are  supported  on  a  founda- 
tion of  concrete,  in  order  to  avoid  breakage  by  unequal  settling,  etc. 

•  Invented  by  Emil  Kuichling,  M.  Am.  Soc.  C.  E.,  and  manufactured  by  the 
Reneaclaer  Valve  Co.,  Troy,  N.  Y. 
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About  110,000  ft.  from  the  inlet,  the  condiiit  ia  connected  by  means 
of  a  36-in.  cast  iron  branch  pipe,  about  1000  ft.  long,  with  Rush  reser- 
voir, which  is  about  forty  feet  above  the  main  conduit.  Forty  thousand 
feet  further  {i.e.,  150,000  ft.  from  the  inlet),  the  conduit  terminates  at 
the  Mt.  Hope  reservoir  in  the  city  of  Rochester. 

317.  Oate-valves.  —  Heavy  3&-inch  gate-valves  are  placed  in  the 
pipe-line  at  different  points.  Ten  are  set  between  the  inlet  and  the 
branch  to  Rush  reservoir,  and  six  between  the  latter  point  and  Mt. 
Hope  reservoir.  They  serve  for  shuttii^  ofF  the  section  between  any 
two  gate-valves  for  inspection  or  repairs. 

318.  Pipe  Connections.  —  The  old  and  new  conduits  are  connected 
by  means  of  the  branch  pipe  from  the  latter  to  Rush  reservoir,  and, 
also,  by  means  of  the  Mt.  Hope  reservoir.  Two  36-in.  mains  distribute 
the  water  from  the  latter  reservoir.  The  surface  of  Rush  reservoir  is 
about  125  ft.  higher  than  that  of  Mt.  Hope  reservoir.  Arrangements 
are  made  for  turning  the  full  pressure  from  Rush  reservoir  into  the  two 
36-iu.  distributing  mains,  which  in  this  case  are  closed  from  Mt.  Hope 
reservoir  by  means  of  check-valves. 

319.  The  first  Newark  conduit,  was  constructed  in  1S89-1892  by 
the  East  Jersey  Water  Co.,  which  entered  into  a  contract  with  the  city 
of  Newark  to  furnish  a  new  supply  of  water  for  the  city  by  gravity  from 
the  Pequannock,  Wynockie  or  Ramapo,  three  tributaries  of  the  Pas- 
saic River.  According  to  the  agreement,  the  works  were  to  have  a 
capacity  of  50,000,000  U.  S.  gals,  per  day,  of  which  quantity,  one-half 
was  to  be  delivered  for  low-service  and  the  other  half  for  high-service, 
with  a  head  of  300  ft.  above  mean  tide.  The  works  were  to  be  com- 
pleted by  May  1,  1891,  only  2  years  and  7  months  being  allowed  for 
their  construction. 

The  works  were  designed  by  Clemens  Herschel,  M.  Am.  Sof.  C.  E., 
the  chief  engineer  of  the  East  Jersey  Water  Co.,  and  were  executed 
under  his  direction.*  The  supply  was  obtained  entirely  from  the  Pe- 
quannock. Two  reservoirs  were  constructed  in  the  water-shed  of  this 
stream,  to  store  a  supply  for  120  days.  The  water  flows  from  these  basins 
in  the  natural  channel  of  the  stream  to  a  small  intake  reservoir,  con- 
structed on  the  Pequannock  (known  as  the  Macopln  intake)  from  which 
a  48-in.  riveted  steel  pipe  conveys  the  water  to  Newark.  The  capacity, 
elevation,  etc.,  of  each  of  these  reservoirs  is  given  in  the  following 
table: 

*  Fstptr  by  Clemena  Henchd,  M.  Am.  3oc.  C.  E.,  in  Jour.  New  England  Water 
Works  Amoc.,  1893,  Vol.  Vlll,  pp.  18-42;  see  also,  En^.  Record,  Aug.  8, 1891,  p.  166; 
Eng.  iVeiDS,  Oct.  11,  1890,  Aug.  letseq.  1891  aodJune  16  et  seq.  1893. 
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TABLE  XLV.  —  STORAGE  RE8ERVOIE8  FOR  THE  WATER  SUPPLY 
OF  NEWARK 


Nuaeol  natnnar 

Dninari, 

Surba. 

iieraa 

El<v.  of 

Ha>imum 

U.  S,  iBLlaiu 

g  50 
27,30 
25.90 

423 
383 
12 

992.0 
836.0 
583.7 

41.3 
44,5 
14.4 

3.518,000,000 

2,565,000,000 

32,000,000 

Oak  Ridge 

62.7 

718 

6,105,000,000 

320.  Steel  Conduit.  —  The  great  pressure  to  which  the  conduit 
conveying  the  water  was  to  be  subjected,  and  the  rapidity  with  which  it 
had  to  be  built,  led  to  the  constnictioD  of  a  continuous  riveted  steel 
conduit.  As  this  pipe  was  the  first  of  its  kind,  of  any  extent,  in  the 
Eastern  States  and  as  Mr.  Herschel  introduced  several  new  features  in 
its  construction,  we  shall  describe  it  somewhat  in  detail. 

The  main  conduit  has  an  inner  diameter  of  4  ft.  and  a  length  of  about 
21  miles,  from  the  inlet  at  Macopin  reservoir  to  the  low-service  receiving 
reservoir  at  Belleville.*  It  has  a  hydrauUc  grade  of  2  in  1000.  A  branch 
conduit,  36  ins.  in  diameter  and  five  miles  long,  constructed  like  the  main 
conduit,  conveys  part  of  the  water  from  a  point  near  the  Belleville 
reservoir  to  a  high-service  reservoir  at  East  Orange  Avenue,  Newark. 

The  flow  through  the  conduit  is  controlled  entirely  by  a  sluice-gate, 
placed  at  its  up-stream  end.  By  this  arrangement,  the  pipe  is  only 
subjected  to  the  pressure  due  to  its  hydraulic  grade,  and  has  never  to 
bear  the  full  hydraulic  head  from  the  level  of  the  inlet  reservoir.  This 
eimple  plan,  which  appears  to  have  been  introduced  practically  for  the 
first  time  in  the  Newark  conduit,  effected  a  saving  of  fully  40  per  cent 
in  amount  of  metal  required  in  the  pipe.  A  telephone  line,  constructed 
along  the  conduit,  gives  an  easy  means  of  sending  the  necessary  order  to 
the  gate-keeper  at  the  inlet.  If  by  any  accident  the  inletr-gate  should 
not  be  closed,  when  ordered,  the  only  result  would  be  a  waste  of  water  at 
the  overflow-weirs  of  the  receiving  reservoir,  which  are  always  kept  open. 

One  of  the  most  striking  features  of  the  Newark  conduit  is  the  total 
absence  of  any  mechanical  contrivances  to  allow  for  contraction  or 
expansion.    Riveted  pipes  have  been  built  successfully  in  thia  manner 

*  The  bottom  of  the  conduit  at  the  intake  is  at  elevation  569.3  above  mean  tide. 
The  hydraulic  grade  b^ina  at  the  intake  at  elevation  579.2,  reaches  the  low-service 
reservoir  at  Belleville  at  elevation  358,  and  the  high-service  reservoir  at  East  Orange 
Ave.,  at  elevation  300.  The  high-water  mark  of  these  two  receiving  reeervoira  are 
respectively  at  elevation  168.4  and  226.6.  It  ie  intended  to  construct  eventually  a 
speoifll  high-eervice  reservoir  at  elevation  300. 
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in  California,  but  there  was,  at  that  time,  no  precedent  for  this  method 
of  construction  in  the  Eaatero  States.  In  the  wrought  iron  pipe,  con- 
structed in  1872-1876,  to  supply  Rochester,  N.  Y.  (page  324),  hub-and- 
spigot  joints  were  provided,  at  intervals  of  fifty-flix  to  eighty-one  feet,  to 
allow  for  expansion  aitd  contraction.  The  experience  made  with  the 
Newark  pipe  has  shown  that  a  riveted  wrought  iron  or  steel  pipe  may  be 
made  continuous,  providing  it  is  made  strong  enough  to  redat  the 
strains  caused  by  chains  of  temperature.  In  the  Newark  pipe,  the 
temperature  may  vary  from  32-77°  Fahrenheit,  a  difference  of  45  de- 
grees. The  resulting  strains  are  resisted  jointly  by  the  friction  between 
the  pipe  and  the  earth  in  which  it  is  bedded,  and  by  the  elasticity  of  the 
material,  the  one  causing  the  action  of  the  other. 

321.  Pipe-makirigJ*  —The  pipe  was  made  of  the  best  open  hearth 
steel,  which  was  required  to  conform  to  the  following  specification: 

"Tensile  specimen  to  be  eight  (S)  ins.  long  and  one  and  one-half  (IJ) 
ins.  wide,  between  measuring  points.  Tensile  strength  to  be  between 
the  limits  of  55,000  and  67,000  lbs.  per  sq.  in.  Elastic  limit  to  be  not 
less  than  30,000  lbs.  per  sq.  in.  For  plates  |  in.  thick  and  heavier, 
eloi^^tion  to  be  not  less  than  25  per  cent  longitudinally  on  the  plate, 
22  per  cent  transversely  on  the  plate.  Plates  thinner  than  |  ins., 
elongation  to  be  not  less  than  22^  per  cent  longitudinally,  and  20  per 
cent  transversely  on  the  plate. 

"  Bending  specimen  to  be  six  (6)  ins.  long  and  one  (1)  in.  wide,  and 
to  be  hammered  down  flat,  when  cold,  without  showii^  cracks. 

"Test  to  be  made  from  20  per  cent  of  the  plates  selected  at  random. 

"  Steel  not  to  contain  more  than  six  one-hundredths  (0.06)  per  cent 
phosphorus,  and  six  one-hundredths  (0.06)  per  cent  sulphur,  and  sixty 
one-hundredths  (0.60)  per  cent  manganese." 

The  h^  quality  of  the  steel  specified  permitted  the  plates  to  be 
punched  without  any  injury.  About  (85,000  m^t  have  been  saved  in 
the  cost  of  the  plates  by  usu^  Bessemer  steel,  but  in  that  case  it  would 
have  been  necessary  either  to  drill  the  rivet  holes  or  to  punch  and  ream 
them. 

The  rivets  used  in  the  shops  were  made  of  soft  open  hearth  steel, 
having  a  tensile  strength  of  57,000  to  63,000  lbs.  per  sq.  in.  and  an 
elastic  limit  of  30,000  lbs.  They  were  driven  by  hydraulic  riveters. 
Those  used  in  the  field  were  driven  by  band  and  were  made  of  iron 

*  The  Bted  platee  wwe  manufactured  by  Caroegje,  Phipps  &  Co.,  <rf  Fittaburgh 
at  thdr  Homestead  Works.  The  pipe  was  made  and  delivered  along  the  trench  by 
McKee  A  Wilson,  boiler  maken,  then  of  South  Bethlehem,  Pa.  T,  A.  ft  R.  O.  Gilles- 
pie, of  Fitt^UTgh,  Pa.,  excavated  the  trench,  placed  the  pipe,  joined  the  sections  and 
refilled  the  truich. 
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having  a  tensile  strength  of  55,000  lbs.  per  sq.  in.  and  an  elastic  limit  of 
at  least  27,500  IbB. 

The  steel  plates  were  shipped  from  Homestead,  Pa.,  where  they  were 
manufactured,  in  new  coal-cars,  havii^  deep  bodies  and  removable 
flat  roofs,  to  Paterson,  New  Jersey,  where  extensive  shops  were  erected 
and  equipped  for  making  the  pipes.  The  plates  were  all  7  ft.  wide, 
about  13  ft.  long,  and  i,  A  or  |  in.  thick,  according  to  the  pressure  to  be 
resisted.  Four  plates  (two  large  and  two  small  sheets)  were  used  to 
make  a  section  of  pipe  about  27  ft.  long.  Two  of  the  rings  forming  the 
section  were  made  just  large  enough  to  slip  over  the  other  two  rings,  so 
as  to  make  telescopic  joints.  The  process  of  making  the  pipes  was  as 
follows:  The  rivet  holes  were  marked  and  punched;  the  edges  of  the 
plates  were  beveled  by  a  planer;  the  plates  were  bent  to  the  true  circle 
in  rollers;  and  then  fitted,  riveted,  and  caulked,  the  riveting  being  done 
by  hydraulic  machines  and  the  caulking  by  pneumatic  tools,  using 
compressed  air. 

322.  Coaling.  —  Each  section  of  pipe  was  given  two  coats  of 
California  asphalt.  This  material  is  found  in  Southern  California  in 
two  forms,  viz.:  As  rock  asphalt,  containing  40-60  per  cent  of  sand; 
and  as  liquid  asphalt,  wiiioh  is  combined  with  a  species  of  petroleum. 
When  the  first  kind  is  used,  it  must  first  be  melted  to  get  rid  of  the 
combined  sand,  and  then  remelted  in  the  coating  vats,  enough  coal  tar 
being  added  to  give  the  mixture  the  proper  consistency.  Liquid 
asphalt  must  first  be  distilled  until  only  the  bitumen  remains.  It  is 
then  melted  in  the  coating  vat,  where  it  is  usually  mixed  with  the 
products  of  the  same  wells,  taken  at  a  lesser  stage  of  distillation,  either 
to  make  it  more  fluid  or  more  viscous. 

Two  iron  vats  or  tanks  were  used  for  the  coating,  each  being  long 
enough  to  hold  a  27-ft.  section  of  pipe.  The  furnaces  were  placed 
beneath  the  vats,  and  the  coating  mixture  was  kept  at  a  temperature  of 
about  300°  Fahrenheit.  Each  pipe  was  left  for  about  twenty  minutes 
in  the  bath,  so  as  to  acquire  the  required  temperature.  It  was  then 
removed,  and  dipped  about  fifteen  minutes  later  in  a  second  tank,  to 
receive  a  thickening  coating.  It  was  left  less  time  in  the  second  bath 
than  in  the  first,  in  order  to  avoid  melting  the  first  coat.  The  specifica- 
tions required  the  coating,  after  the  two  dips,  to  weigh  four  pounds  per 
square  foot  of  surface. 

Two  kinds  of  pipe  were  made  at  the  shops,  as  required,  viz.:  straight 
pipes,  and  pipes  beveled  at  one  end  for  use  on  curves.  All  changes  of 
alignment  or  grade  were  made  by  one  of  four  standard  curves,  viz.: 
those  of  2§  degrees,  5  d^rees,  7§  degrees  or  10  degrees  curvature.  The 
vertical  curves  were  all  10  degrees.    The  curves  were  made  by  laying 
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une  to  four  straight  sheets  to  form  a  chord  on  the  lengths  constituting  the 
desired  curve.  At  each  angle-point  between  the  chords,  and  at  the 
tangents,  a  pipe  beveled  at  one  end  was  placed.  Pour  pipes  were 
shipped  on  a  car  from  the  shops,  two  being  placed  above  the  others. 
The  pipes  were  hauled  to  the  trench  by  teams.  Two  horses  were 
generally  able  to  haul  a  twenty-seven  foot  pipe,  but  on  steep  grades  four 
horses  had  to  be  used. 

323.  Pipe  Laying.  —  The  trench  for  the  pipe  was  generally  5  by  5  ft, 
in  section.  Most  of  the  excavation  was  in  earth,  but  some  rock  had  to 
be  blasted,  and  in  some  cases  sheet-piling  was  required.  In  light, 
Bhifting  or  water-bearii^  soil,  the  pipe  was  protected  by  a  thick  layer  of 
concrete.  The  pipe  was  dehvered  along  the  trench  in  sections  27  ft. 
long.  Two  of  these  sections  were  riveted  together,  rolled  on  top  of 
skids,  placed  over  the  trench,  and  then  lowered  by  tripod  derricks  into 
th«  trench.  The  circumferential  joint  with  the  section  last  laid  was 
made  by  driving  the  rivets  on  the  upper  half  of  the  pipe  from  without, 
and  the  rivets  of  the  lower  half  from  within,  the  riveters  in  the  latter  ease 
working  on  their  knees  and  using  short  handled  hammers.  At  every 
other  joint,  a  l^-in.  tapped  hole  was  provided  near  the  rivet  line.  The 
rivets  driven  from  the  outside  were  passed  through  this  hole  to  the 
holder-on  within  the  pipe,  and  the  hole  was  finally  closed  with  a  cast 
iron  plug  screwed  in  from  the  outside  into  carefully  tapped  screw  threads. 

The  back-filling  was  kept  up  to  the  pipe-laying,  as  nearly  as  practi- 
cable, and  was  carried  up  above  the  pipe  so  as  to  make  a  ridge,  about 
2  to  3  ft.  high  above  the  level  of  the  groimd.* 

When  the  pipe  was  delivered  and  the  trench  was  dry,  about  1000  ft. 
of  pipe  could  be  laid  per  day.  The  best  record  was  one  mile  laid  in 
three  days.  The  avenge  amount  of  pipe  laying  was  about  19,000 
lineal  feet  per  month,  the  maximum  being  22,165. 

Where  the  workmen  were  engaged,  the  coating  was  protected,  both 
on  the  inside  and  outside,  by  canvas,  carpet,  etc.  The  worknxen,  upon 
entering  the  pipe,  were  required  to  wear  rubber  boots.  Wherever  the 
coating  was  injured,  the  pipe  was  painted  with  "P.  &  B."  paint  (p.  328). 

After  the  pipe  was  completed,  it  was  carefully  inspected  on  the  inside 
by  men  crawling  through  the  pipe.  A  large  number  of  small  objects, 
which  had  been  left  behind,  while  the  pipe  was  being  laid,  notwithstand- 
ing constant  care,  were  removed,  and  the  water  was  finally  admitted 
on  Dec.  30,  1891. 

324.  Bridges.  —  The  conduit  is  carried  across  the  Pompton  River 
and  the  canal  adjoining  it  by  a  wrought  iron  bridge  having  four  150-ft. 
spans.     The  Passaic  River  is  crossed  by  a  similar  bridge  of  three  spans 

*  It  is  now  customary  to  test  a  pipe  before  covering  it  with  eafth. 
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of  150  ft.  These  bridges  are  formed  of  Pratt  trusaes,  placed  ten  feet 
center  to  center.  The  pipe,  which  we^ihs  about  1000  Ibe.  per  lin.  ft.  when 
full  of  water,  is  suspended  from  the  top-chord  panel  joints.  A  narrow 
foot-path  is  placed  at  the  level  of  the  bottom-chord.  For  spans  of  leas 
than  10  ft.,  the  pipe  is  strong  enough  to  support  itself.  Small  streams 
are  crossed  by  stone  culverte  up  to  20  ft.  in  span.  At  a  number  of  places 
the  pipe  passes  under  streams  or  canals. 

326.  Shid-off  Gates.  —  The  main  conduit  is  divided  into  ten  sections 
by  nine  48-in.  shut-off  gates,*  which  are  placed  at  coavenient  pointe. 
The  branch  conduit  has  two  similar  SQAr.  gates.  Each  of  the  gates  has 
two  lO-in.  by-passes,  one  on  each  side,  which  are  controlled  by  lOnn. 
gate>valves.  At  each  of  the  ahutK)ff  gates,  excepting  the  first  two,  a 
blow-off  valve  is  provided,  which  is  interlocked  by  means  of  bars  with 
the  gate  in  such  a  manner,  that  the  gate  cannot  be  closed  until  the  blow- 
off  is  opened,  and,  vice  versa,  the  blow-off  is  closed  before  the  gat«  is 
opened.  By  this  arrangement,  which  was  introduced  in  this  conduit 
for  the  first  time,  the  pipe  can  never  be  subjected  to  a  greater  pressure 
than  that  due  to  the  hydraulic  grade.  The  first  shut-off  gate  from  the 
inlet  did  not  require  a  blow-off,  as  the  pipe  at  that  point  could  readily 
withstand  the  full  hydrostatic  pressure  from  the  inlet  reservoir.  At  the 
second  gate,  which  is  placed  at  Pompton  Notch,  the  pipe  almost  reaches 
the  hydraulic  gradient.  No  blow-off  is  needed  in  this  case  as  an  open 
overflow  is  constructed  at  this  point. 

The  arrangement  of  blow-off  valves,  interlocked  with  the  correspond- 
ing gates,  is  much  more  reliable  than  the  use  of  any  relief  valves,  held 
in  place  by  springs  or  weights.  The  shut-off  gates  are  made  extra  strong 
and  are  provided  with  flanges.  Where  they  are  placed,  the  pipe  is 
anchored  by  surrounding  it  with  a  prism  of  masonry,  about  5  ft.  square, 
extending  25  ft.  each  way  from  the  gate.  This  arrangement  relieves  the 
gates  of  any  great  strains  from  change  of  temperature. 

326.  Blow-offs  and  Manholes.  —  A  blow-off  is  provided  at  every 
depression  on  the  pipe-line.  Manholes  are  constructed  every  1000  ft.  on 
top  of  the  main  conduit,  and  every  500  ft.  on  top  of  the  branch  conduit. 
They  give  access  to  the  interior  of  the  pipe  for  inspection  or  repairs. 

327.  Air-valves  are  placed  at  all  summits  on  the  pipe-line.  They 
serve  to  let  out  the  air,  when  the  pipe  is  being  filled,  and  to  admit  it 
when  the  water  is  drawn  off,  either  intentionally  or  by  a  break.  E^ach 
air-valvef  consists  of  a  cluster  of  4,  6,  or  10  brass  cup-valves,  being 

*  All  the  shut-off  gatw  and  blow-off  rtdvea  were  made  by  the  Eddy  Valve  Co., 
Watertord,  N,  Y. 

t  The  air-valves  were  made  by  the  Coffin  Valve  Co.,  Boston,  Man.,  which,  also, 
made  the  sluic&^atee  at  the  intake  gate-house. 
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equivalent  to  6-in.,  8-in.,  or  104n.  connections.  The  cup-valvea  have 
an  outer  diameter  of  3|1  ins.,  are  tiu-ned  bottom  up,  and  are  hght  enough 
to  float  in  water.  They  move  between  brass  guides.  The  water  in 
filling  the  pipe  closes  the  air-valves  by  forcing  the  cup-valves  against 
their  seats,  the  shock  in  striking  the  seats  being  reduced  by  the  ur 
within  the  cup-valves,  which  forms  a  cushion.  As  soon  as  the  water  is 
lowered  in  the  pipe,  the  cup-valves  drop  automatically  and  admit  air. 
At  each  of  the  clusters  of  air-valves,  a  special  valve,  worked  by  hand,  is 
placed,  to  let  out  the  air  that  may  accumulate  in  the  pipe.  A  gate-valve 
is  provided  for  each  cluster  of  air^valves. 

The  air-valves  are  proportioned  to  admit  sufficient  air  to  prevent  the 
pressure  in  the  pipe  from  being  reduced  below  half  an  atmosphere,  in 
case  the  pipe  should  be  suddenly  cut  in  two  at  its  most  dangerous  point. 
They  were  temporarily  and  hastily  protected  from  frost,  injury,  and 
interference  by  malicious  persons  by  special  boxes  in  the  following 
manner:  a  cellar-pit  was  built  around  each  air-valve  and  was  covered 
with  loose  boards,  on  top  of  which  a  cheap  form  of  quilt,  made  in  halves, 
was  laid.  Over  this  was  placed  the  box  proper,  which  is  pierced  by  two 
or  four  square  wooden  chimneys.  To  prevent  mischievous  persons  from 
throwing  in  stones,  sticks,  etc;.,  the  chimneys  are  hooded. 

328.  PressuTe-regxdaiors.  —  Until  the  city  of  Newark  completed 
its  special  high-service  reservoir,  relief-valves  or  pressure-regulators* 
were  placed  at  the  two  terminal  gate-houses  at  the  reservoirs.  These 
regulators  are  contrived  in  such  a  manner  that  a  small  reHef-valve, 
which  can  be  set,  by  means  of  a  hand-wheel,  at  any  desired  pressure, 
opens  when  this  pressure  is  reached  and  admits  an  excess  of  pressure 
into  a  chamber,  which  depresses  the  main  valve,  and  thus  reduces 
the  pressure  in  the  pipe.  To  insure  safety,  the  piping  and  rehef 
valve  were  made  in  duplicate.  Three  of  these  pressure-regulators,  each 
governed  by  two  independent  relief-valves,  were  put  in  the  Belleville 
gate-house. 

329.  Ventun  Water-meters.  —  According  to  the  agreement  made 
between  the  city  of  Newark  and  the  East  Jersey  Water  Company,  iixe 
city  was  to  pay  four  miUion  dollars  for  the  water  works  on  May  1, 1892, 
and  an  additional  two  million  dollars  on  September  24,  1900,  when  the 
works  were  to  become  the  property  of  the  city.  Until  the  last  payment 
was  made,  the  Water  Company  was  to  have  the  right  to  sell  all  the  water 
supplied  by  the  works,  which  Newark  did  not  consume.  Under  these 
circumstances  it  was  necessary  to  keep  accurate  records  of  the  quantity 
of  water  drawn  at  different  points  from  the  conduit.  The  dischat^ 
was  measured  by  means  of  Venturi  water-meters  (p.  530),  two  48-in., 

•  Made  by  the  Robs  Valve  Co.,  Troy,  N.  Y. 
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one  3&-iii.  and  one  16-in.  being  the  first  used.  By  Febmary,  1000,  the 
East  Jersey  Water  Company  had  installed  fourteen  of  these  meters,  in 
sizes  of  12  to  51  ins. 

At  the  time  when  the  conduit  was  designed,  there  were  no  reliable 
data  of  the  discharge  of  a  riveted  pipe  of  the  size  contemplated.  The 
only  gauging  of  a  pipe  near  the  size  of  the  Newark  conduit  Were  those 
made  for  the  Rochester  pipe,  built  in  1873-1876,  which  was  partly  24 
ins.  and  partly  36  ins.  in  diameter.  These  gaugings,  which  were  pub- 
lished in  the  report  of  the  chief  engineer  of  the  water  works,  of  Janu- 
ary 1,  1877,  have  since  been  shown  to  have  given  discharges  that  were 
much  too  large.  As  the  dctennination  of  the  diameter  of  the  Newark 
pipe  was  based  on  the  Rochester  gaugings,  for  lack  of  any  other  data, 
it  was  found  upon  testing  that  the  Newark  conduit  discharged  only 
about  36  million  gallons  per  day,  instead  of  the  50  millions  required  by 
the  contract.  This  deficiency  in  capacity  was  remedied  by  building  a 
second  conduit,  parallel  with  the  first  pipe  which  was  made  48  ins,  in 
diameter  at  its  upper  end,  where  the  conditions  of  grade  were  less 
favorable  than  on  the  lower  part  of  the  line,  and  42  ins.  in  diameter  the 
rest  of  the  way.* 

330.  The  second  Newark  conduit  was  constructed  in  1895  to  1897 
from  the  Macopin  Inlet  to  Belleville,  a  distance  of  5J  miles.  It  was 
connected  temporarily  at  the  latter  point  with  the  first  conduit,  in- 
creasing the  discharge  of  this  conduit  below  this  junction  to  45.6  milhon 
gallons  per  day. 

331.  The  Coolgardie  Pipe-line.f  — The  town  of  Coolgardie  is  situ- 
ated in  Western  Australia,  about  350  miles  from  the  west  coast  and 
250  miles  from  the  south  coast,  in  a  district  noted  for  its  dryness,  in 
which  the  annual  rainfall  has  been  as  low  as  3^  ins.  Owing  to  the  great 
porosity  of  the  soil,  the  rain  water  is  soon  absorbed,  and  becomes  saline 
from  the  salts  the  soil  contains.  The  discovery  in  1892  of  great  gold- 
fields  near  Coolgardie  brought  many  miners  and  settlers  to  this  district. 
As  there  were  no  available  sources  of  water  supply  in  the  vicinity,  the 
Government  built  expensive  works  in  1898  to  1903,  to  obtain  water  from 
the  Darling  Ranges  on  the  western  coast  to  Coolgardie,  a  distance  <A 
over  300  miles. 

By  means  of  a  masonry  dam,  a  storage  reservoir  of  4,600,000,000  gaJs.t 
capacity,  fed  by  a  watershed  of  569  miles,  was  formed  on  the  Helena 
River  at  Mundaning.     It  stores  a  sufficient  supply  for  two  years. 

*  See  "115  Experiments  on  the  Carrying  Capacity  of  Large  Riveted  Metal 
Coiiduit-H,  up  to  Six  Feet  per  Second  of  Velocity  of  Flow,"  by  Clemena  Herachei-, 
M.  Am.  Soc.  C.  E.,  New  York,  1897. 

t  Proc.  Inst.  C.  E.,  1905,  CLXII,  p.  50. 

t  Imperial  gallons  are  used  in  this  description. 
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From  thia  reservoir,  the  water  is  conveyed  by  a  line  of  30-in.  steel  pif)e, 
308  miles  long,  to  a  distributing  reservoir  of  12,000,000  gals,  capacity 
at  Bulla  Bulling,  from  which  the  water  flows  by  gravity,  through  a 
continuation  of  the  pipe-line,  21  miles  to  Coolgardie  and  23j  milea 
farther  to  KalgoorUe,  the  total  length  of  the  steel  conduit  being  351^ 
miles.  The  water  is  raised  in  this  distance  a  total  height  of  1290  ft., 
by  means  of  eight  pumping  stations,  located  at  different  points  along 
the  pipe-line. 

The  first  pumping  station  is  placed  on  the  Helena  River,  650  ft.  down- 
stream from  the  storage  reservoir.  The  pumps  draw  their  water  from 
a  4-ft.  stand-pipe,  erected  in  front  of  them,  and  lift  the  water  a  net 
height  of  415  ft.  through  Ij  miles  of  pipe  to  a  concrete  receiving  tank  of 
468,000  galfl.  capacity.  The  pumps  of  Station  No.  2  draw  their  water 
from  the  first  receiving  tank,  and  raise  it  a  net  lift  of  340  ft.  into  a  regu- 
lating tank  at  Baker's  Hill,  having  a  capacity  of  500,000  gallons.  From 
here  the  water  flows  by  gravity  a  distance  of  12  miles  to  a  regulating 
tank  at  West  Northam,  from  which  the  water  flows  a  further  distance  of 
41  miles  to  the  Cunderlin  reservoir,  which  has  a  capacity  of  10,000,000 
gals.  Pumping  Station  No.  3  is  located  about  J  mile  frorn  this  reservoir, 
and  the  pumps  draw  their  supply  from  a  stand-pipe,  as  at  Station  No.  1. 
The  section  between  pumping  stations  Noa.  3  and  4  is  62f  miles  long, 
and  the  net  lift  is  215  ft.  The  water  is  delivered  at  Station  No.  4  into 
a  concrete  tank,  having  a  capacity  of  1,000,000  gals.  From  Station 
No.  4  the  water  is  raised  a  net  height  of  333  ft.  through  a  pipe  32J  miles 
long,  into  a  rectangular  concrete  receiving-tank,  storing  1,000,000 
gals. 

The  arrangements  at  Stations  Nos.  5,  6,  7,  and  8  are  similar  to  those 
at  Station  No.  4,  and  the  receiving  tanks  Nos.  6,  7,  and  8  are  simi- 
lar in  design  to  that  of  No.  5,  and  have  the  same  capacity.  The  net 
lifts  at  Stations  Nob.  5,  6,  7,  and  8  are  respectively  52,  106,  56,  and 
183  ft.,  and  the  corresponding  lengths  of  sections  are  46, 31f ,  45,  and  12^ 
miles.  From  Station  No.  8  the  water  is  delivered  into  the  Bulla  Bulling 
distributing  reservoir,  from  which  the  water  flows  by  gravity  to  Cool- 
gardie and  Kalgoorlie.  At  each  of  these  towns  a  circular  service- 
reeervou-  is  constructed,  their  capacities  being  respectively  one  and  two 
miUion  gallons. 

332.  The  Pipes.  —  Cast  iron  pipes  could  not  be  used,  on  account 
of  the  cost  and  difficulty  of  the  freight,  both  by  sea  and  by  land.  Bids 
were  received  for  three  different  kinds  of  steel  pipes  for  the  pipe-line,  tnz.: 
riveted  pipes,  welded  pipes,  and  lock-bar  pipes.  According  to  the  lowest 
tenders,  lock-bar  pipe  was  found  to  be  50  per  cent  cheaper  than  welded 
pipe,  but  to  cost  1  li  per  cent  more  than  riveted  pipe.    The  latter  differ 
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CDce  was  considered  to  be  more  than  offset  by  the  advantage  lock-bar 
pipe  possesses  over  riveted  pipe,  viz.:  greater  strength,  greater  water- 
tightness,  less  frictiooal  resistance,  and  less  damage  from  corrosion. 
For  these  reasons  lock-bar  pipes  were  adopted  for  the  pipe-line.  They 
were  made  in  lengths  of  28  ft.,  uniformly  30  ins.  in  diameter  and  \  in. 
thick  for  heads  up  to  320  ft.,  and  fy  in.  thick  for  all  heads  over  390  ft. 
The  pipes  were  tested  under  a  hydraulic  pressure  of  400  lis.  per  square 
inch.  They  were  placed  in  trenches,  except  at  the  salt-impregnated 
beds  of  the  so-called  "lakes,"  where  the  pipes  were  laid  above  ground 
on  trestles  and  surrounded  with  galvanized  iron,  sawdust  being  placed 
in  the  space  between  the  pipe  and  the  galvanized  iron  in  order  to  pre- 
vent the  water  from  freezing. 

333.  The  Coating.  —  The  pipe-line  is  exposed  to  temperatures 
ranging  from  the  frosts  of  winter  to  170°  F.  in  summer.  As  a  result 
of  numerous  experiments,  it  was  decided  to  coat  the  pipes  with  a 
composition  consistii^  of  one  part  of  asphalt  to  one  part  of  coal-tar, 
apphed    at   a    temperature    of 


300°  F.,  and  freely  sprinkled 
with  sand,  while  soft  and  hot, 
to  reduce  the  risk  of  the  coat- 
ing running,  when  exposed  in 
hot  weather. 

™-^-  334.   Joints.  — In    order   to 

allow  for  expansion  and  con- 
traction, the  different  sections 
of  pipe  were  united  by  simple 
sleeve-joints,  which  were  poured 
with  lead  and  caulked  by  ma- 
Pio.  205a.  chinery.      Elach   of   the   joints 

Sleev«e  tor  Coolgwdie  PipfrJine.  ^^  ^  ^ng,  8  ins.  wide,  having 

an  inner  diameter  that  was  \  in.  larger  than  the  outer  diameter  of  the 
pipe.  For  working  heads  of  320  ft,  or  less,  the  sleeve-joint  shown  in 
Fig.  205,  weighing  126  lbs.,  was  used.  For  greater  heads  a  stronger 
joint  (Fig.  205a),  weighing  160  lbs,,  was  adopted.  The  joints  were 
found  to  be  very  water-tight,  the  leakage  in  295  miles  being  only  480 
gals,  per  mile  per  day,  over  10  months'  working, 

336.  Appurtenances.  —  Gate-valves,  20  inches  in  diameter,  were 
inserted  in  the  pipe-line,  at  intervals  of  about  5  miles,  the  pipes  being 
connected  to  these  valves  by  means  of  reducers.  They  are  actuated 
by  slow-motion  gearing,  in  order  to  avoid  water-hammer.  Where  loi^ 
gradients  occurred,  check-valves  were  placed  in  the  pipe-line  to  which 
they  were  connected  by  reducers.     Air-valves  of  the  Glenfield  pattern 
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were  placed  at  all  summite,  a  nest  of  three  being  put  at  the  highest 
pointe,  a  nest  of  two  at  intermediate  points,  and  a  single  valve  at  the 
lowest  pointfi.  These  valves  are  of  the  double  type,  provision  being 
made  for  a  large  escape  of  air,  when  the  main  is  being  filled,  while  air 
accumulating  in  tiie  pipe  is  automatically  discharged. 
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CHAPTER  XVI 
SERVICE-RESERVOIRS 

336.  Reservoirs  are  constructed  in  connection  with  water  works 
for  tlie  following  purposes:  (1)  to  store  water;  (2)  to  equalize  the  flow 
along  an  aqueduct  or  pipe-line;  (3)  to  regulate  the  distribution  of  water. 

The  first  kind  of  reservoirs  are  large  storage  basins,  which  are  usually 
formed  by  constructing  dams  across  a  valley  and  at  depressed  points  of 
the  ridges  on  its  sides.  Large  cities  have  usually  a  number  of  such 
reservoirs,  built  in  the  water-sheds  from  which  they  obtain  their  supply. 
According  to  circumstances,  the  quantity  of  water  stored  in  these  basins 
should  be  sufficient  to  supply  the  city  with  water  during  the  longest 
period  oi  drouth  that  may  occur. 

337.  Equalizing-reservoirs,  constructed  at  convenient  points  along 
the  line  of  a  long  aqueduct,  insure  a  uniform  flow  in  the  different 
sections  into  which  they  divide  the  aqueduct,  and  make  it  possible  to 
shut  off  one  of  these  sections  for  inspection  or  repair,  without  empty- 
ing the  whole  aqueduct. 

338.  Distributing-reservoirs,  called,  also,  service-reservoirs,  balance 
the  variation  in  the  consumption  of  water  in  a  community  and  furnish  a 
supply,  in  case  the  water  from  storage  reservoirs,  or  pumping  stations, 
should  be  cut  off.  The  capacity  of  such  reservoirs  varies  from  leas  than 
1  to  about  10  days'  supply.  When  no  ground  at  the  proper  elevation 
for  a  service-reservoir  can  be  found,  and  costly  stand-pipes  may  have  to 
take  its  place,  the  effective  capacity  of  the  storage  thus  supplied  may 
only  be  sufficient  for  a  few  houra'  consumption.  If  a  town  is  suppUed 
by  a  duplicate  set  of  pumps,  installed  within,  or  near  its  boundaries, 
such  a  small  capacity  may  answer.  In  such  a  case,  the  stand-pipes  act 
mainly  as  pressure  regulators. 

When  a  city  is,  however,  supplied  only  by  one  long  aqueduct,  which  is 
liable  to  be  cut  off  for  inspection  or  repairs,  it  is  advisab  e  to  provide  a 
storage  of  7  to  40  days'  supply  within  the  limits  of  the  city,  or  nearby. 
Besides  storing  water  and  regulating  its  flow,  a  reservoir  acts  as  a  sedi- 
mentation basin,  and  thus  improves  the  quaUty  of  the  water. 

When  the  supply  consists  of  surface  water,  the  service-reservoirs  are 
usually  open  basins,  although  they  are  sometimes  covered,  to  protect 
the  water  from  pollution.  For  the  storage  of  ground  water,  or  filtered 
water,  the  reservoirs  should  be  covered,  as  solar  light  and  heat  cause 
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growths  of  vegetation  in  such  waters,  such  as  algte,  which  give  the  water 
a  bad  taste.  Ground  water  or  filtered  water  may,  however,  be  stored 
for  a  short  time  in  open  reservoirs  without  deteriorating  in  quality,  or 
for  longer  periods,  if  it  is  treated  with  chemicals. 

339.  Open  Service-reservoirs.  —  If  small,  an  open  reservoir  may 
consist  simply  of  a  circular  or  rectangular  basin,  having  a  water-tight 
bottom  and  aides,  built  of  concrete,  plain  or  reinforced,  according  to 
circumstances.  Large  open  service-reservoirs  are  usually  constructed 
partly  by  excavation  and  partly  by  embankments,  the  material  for  the 
latter  coming  mainly  from  that  supplied  by  the  former.  Service-res- 
ervoirs are  generally  divided  by  a  central  wall  into  two  basins,  one  of 
which  may  be  emptied,  while  the  other  is  kept  in  service.  At  each  end 
of  the  division-wall,  a  gate-house  should  be  built,  one  to  regulate  the  flow 
of  the  water  into  the  basin  and  the  other  to  control  the  out-flow.  They 
should  be  so  constructed  that  they  can  be  used  for  either  basin.  The 
inlet  gate-house  may  be  arranged  to  act,  also,  as  an  outlet  gate-house, 
by  connecting  it  with  the  distributing  pipes.  Each  basin  should  have 
an  overflow-weir,  constructed  in  one  or  both  of  the  gate-houses,  or  at 
some  other  point,  and,  also,  a  scour  or  drain-pipe,  controlled  by  a  gate- 
valve  in  one  of  the  gate-houses,  for  emptying  it,  and  the  floor  of  the 
basin  should  incline  towards  the  inlet  of  this  pipe  so  that  the  whole 
basin  may  be  properly  drained. 

340.  Covered  service-reservoirs*  are  built  to  protect  stored  water 
from  (1)  solar  heat  and  light,  which  cause  the  growth  of  vegetation;  (2), 
from  atmospheric  impurities;  and  (3)  against  maHcious  pollution. 

341.  Plan  of  Reservoir.  —  The  best  plan  for  the  reservoir  is  evidently 
a  circle,  as  it  has  the  least  perimeter  for  a  given  area.  A  square  is  the 
next  best  plan,  as  regards  economy.  Circumstances  —  such  as  the 
necessity  of  constructing  the  reservoir  within  a  given  piece  of  land,  the 
desire  to  avoid  rock  excavation,  etc.,  —  may  lead  to  the  adoption  of  a 
less  economical  plan. 

The  capacity  of  the  reservoir  being  given,  the  next  problem  is  to  find^ 
the  most  economical  depth.  As  far  as  the  excavation  is  concerned,  the, 
quantity  of  work  to  be  done  is  practically  the  same  for  any  depth  that 
may  be  adopted.  With  a  view  of  economy,  the  reservoir  will  generally 
be  made  partly  below  and  partly  above  the  surface,  the  earth  excavation 
being  estimated  to  make  the  required  filling  around  the  reservoir,  about 
ten  per  cent  being  allowed  for  shrinkage. 

As  r^ards  the  side  walls,  floor,  roof,  and  piers,  a  certain  depth  can  be 
found  which  gives  the  minimum  cost  of  construction.     The  greater  the, 

'  Paper  by  Freeman  0.  CofGn,  M.  Am.  Soc.  C.  E,,  Jour.  Aasoc.  Engineering 
Societies,  1899,  XXIII,  pp,  1-32. 
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depth,  the  less  the  area  of  roof  and  floor,  and  the  length  of  aide  walla 
will  be,  but,  on  the  other  hand,  the  height  and  thickness  of  piers  and 
side  walls  will  increase  as  the  depth  of  the  reservoir  becomes  greater. 
The  problem  of  finding  the  most  economical  depth  for  a  given  capacity 
of  reservoir  is  too  complicated  to  be  solved  by  simple  formulas,  and 
recourse  must  generally  be  had  to  trial  calculations. 

312.  The  side  walls  cannot  he  designed  by  the  formulas  used  for 
dams,  retaining  walls,  etc.  They  are  unlike  masonry  dams,  as  they  are 
backed  with  earth,  which  ought  to  be  made  as  compact  as  possible  by 
ramming,  watering,  etc.  They  differ  from  ordinary  retaining  walls,  as 
their  top  and  bottom  are  supported,  respectively,  by  the  thrust  of  the 
roof  and  the  resistance  of  the  floor.  If  the  reservoir  is  circular,  the  side 
walls  form  an  arch  subjected  to  a  practically  uniform  pressure  at  a  given 
depth.  Experience  is  the  best  guide  in  determining  the  dimension  of 
such  walls.  The  top  is  generally  made  2-2^  ft.  thick,  which  is  sufficient 
to  resist  the  thrust  of  the  roof.  In  some  reservoirs,  a  steel  ring  is  im- 
bedded in  the  masonry,  near  the  top  of  the  wall,  to  increase  its  resistance 
to  the  thrust  of  the  roof.  The  best  manner  of  making  such  a  ring  is  of 
three  parts  of  flat  iron,  the  spiicea  in  the  different  rings  being  staggered. 

The  side  walls  must  be  made  nearly  vertical,  in  order  to  save  excava- 
tion, and  to  keep  the  reservoir  as  large  as  possible.  Their  thickness 
must,  however,  be  made  greater  as  their  height  increases.  Circular 
walls  can  be  safely  made  thinner  than  straight  walls,  on  account  of  their 
arch  resistance.  For  circular  reservoirs  constructed  entirely  below  the 
surface,  and  not  exposed  to  any  great  pressure  from  the  outside,  thin 
concrete  walls  may  be  used,  if  steel  rings  are  imbedded  in  the  masonry 
at  different  levels,  to  resist  the  outward  pressure  of  the  water.  In  order 
to  make  the  side  walls  water-tight  and  smooth,  they  must  be  plastered. 
A  good  plan  is  to  use  two  coats  of  plaster,  the  first  consisting  of  mortar, 
2  pa.Ttn  of  sand  to  1  of  cement,  laid  on  as  thick  as  possible,  so  as  to  even 
up  the  inequalities  of  the  masonry,  and  left  rough.  The  second  coat 
should  consist  of  neat  cement,  i  to  i  in.  thick,  and  should  be  nicely 
smoothed  with  a  trowel. 

343.  The  floor  should  be  made  of  smooth  concrete,  covering  the 
whole  bottom,  and  plastered.  The  thickness  of  the  concrete  will  de- 
pend on  circumstances.  If  the  foundation  consists  of  compact  material, 
through  which  but  little  water  is  likely  to  leak,  and  if  there  is  no  upward 
pressure  from  the  ground  water,  a  thickness  of  3  to  4  ins,  will  suffice. 
If,  on  the  contrary,  the  foundation  is  quite  pervious,  the  floor  should  be 
at  least  6  ins.  thick.  This  thickness  will  be  sufficient  for  heads  up  to 
20  ft.,  if  the  concrete  is  properly  laid  and  plastered.  If  some  leakage 
should  occur  at  first,  it  will  soon  stop.    The  plasterii^  should  be  done 
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before  the  cement  sets,  in  order  to  avoid  its  pealing  off.  If  some  water 
stands  on  the  concrete,  after  it  has  been  rammed,  dry  cement  may  be 
spread  over  it,  and  smoothed  with  a  trowel.  If  there  is  a  considerable 
upward  pressure  from  the  ground  water,  the  floor  must  be  formed  of 
inverted  arches,  suiliciently  strong  to  bear  this  pressure. 

344.  floo/  or  VavUing.  —  A  wooden  or  metal  roof  can  be  used  for 
covering  the  reservoir,  but  a  masonry  vaulting  ia  preferable,  on  account 
of  its  imperishable  nature.  The  latter  kind  of  roof  consists  usually  of 
brick  or  concrete  arches,  which  are  supported  by  the  side  walls  and  by 
masonry  piers.  Concrete  ia  cheaper  than  brickwork  for  this  purpose, 
and  adapts  itself  readily  to  any  form  of  arch.  The  roof  may  be  formed 
of  ordinary  circular  arches,  but  groined  elliptical  arches  offer  greater 
advantages.  The  latter  form  of  arch  requires  little  masonry,  avoids 
lintel  arches  or  girders  for  supporting  the  roof,  and  provides  a  clear 
head-room  in  each  direction. 

The  strength  of  the  roof  arches  may  be  determined  by  the  usual 
methods,  the  load  assumed  being  the  weight  of  the  arch  and  the  saturated 
earth  filUng  over  it,  and,  also,  the  weight  of  any  snow  or  ice  which  might 
rest  on  the  roof.  For  New  England,  the  weight  of  snow  and  ice  may  be 
taken  at  about  50  lbs.  per  square  foot.  In  some  cases,  it  may,  also,  be 
necessary  to  allow  for  a  load  of  people  standing  on  the  rocrf.  If  the  rain 
water  is  not  to  be  admitted  into  the  reservoir,  drain-pipes  must  be  laid 
to  carry  it  off.  One  or  more  iron  manholes,  with  covers  about  26  ins. 
in  diameter,  must  be  provided  in  the  roof,  for  giving  stccess  to  the 
reservoir,  and  one  or  more  ventilator  pipes  should,  also,  be  placed  in 
the  roof. 

The  centering  which  must  be  erected  for  carrying  the  roof  during  con- 
struction forms  quite  an  item.  For  a  concrete  roof,  it  is  best  to  place 
the  centering  for  the  whole  roof,  before  any  of  the  concrete  is  laid.  Thi3 
masonry  must  be  so  laid  that  the  thrusts  from  the  sides  shall  balance 
each  other.  With  circular  brick  arches,  the  same  centering  may  be  used 
several  times,  but  care  must  be  taken  not  to  have  any  unbalanced  thrust 
in  the  arch,  as  it  might  lead  to  the  collapse  of  the  partially  built  roof. 
In  all  cases,  the  centering  should  be  left  standing  until  the  masonry  is 
sufEciently  set  —  say  for  about  two  weeks. 

345,  The  piers  that  support  the  roof  are  usually  built  of  brick, 
stone  masonry  or  concrete.  They  must  be  made  sufficiently  large  to 
bear  the  pressure  they  have  to  support.  For  brickwork  laid  in  Portland 
cement  mortar,  30  tons  per  square  foot  may  be  taken  as  a  safe  load.  As 
the  height  of  the  piers  increases,  they  must  be  reinforced  at  the  bottom, 
which  may  be  done  by  offsets.  If  the  foundation  of  the  piers  is  earth, 
the  bottoms  of  the  piers  must  be  spread  bo  as  to  reduce  the  pressure  per 
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square  foot  to  what  the  foundation  may  safely  support.  The  following 
table  taken  from  Prof.  Baker's  "Masonry  Construction"  gives  the  loads 
that  various  kinds  of  soil  can  bear: 


TABLE  XLVI.  ~  SAFE 

BEARING 

POWER  OF  SOILS 

I^Z. 

Sq 

an  hat 

i 

2 

346.  Appurtenances.  —  Every  covered  reservoir  must  have  an 
outlet-pipe,  and  a  scour-pipe,  controlled  by  gate-valves,  placed  near  the 
reservoir.  The  bottom  of  the  outlet-pipe  should  be  placed  6  ins.  or  more 
above  the  bottom  of  the  reservoir,  so  as  to  leave  some  room  for  sediment. 
The  scour-pipe  should  be  laid  so  as  to  empty  the  reservoir  completely. 
If  the  ground  water  is  not  to  be  admitted,  a  eystem  of  drain-pipes  must 
be  laid  around  the  reservoir.  It  may  discharge  its  drainage  into  the 
scour-pipe  or  be  connected  with  a  sewer,  etc.  If  the  ground  water  ia  not 
objectionable,  the  drainage  system  may  be  connected  with  a  pipe,  pro- 
vided with  a  check-valve,  placed  in  the  floor  of  the  reservoir,  and  ar- 
ranged in  such  a  manner,  that  when  the  reservoir  is  full,  the  check-valve 
will  be  closed,  while  it  will  open,  when  the  reservoir  is  empty,  so  as  to 
admit  the  ground  water,  neutralizing  thus  the  inward  pressure  of  the 
ground  water. 

Freeman  C.  Coffin  gives  the  two  following  tables  for  making  prelimi- 
nary estimates  of  the  cost  of  building  covered  reservoirs. 


TABLE  XLVII.  — COST  OF  COVERED  RESERVOIRS,  BUILT  WITH 

ECONOMIC  DIMENSIONS 

Round  rwrvo 

in 

3quM«™«ti 

™i« 

uM'^i. 

DU^J^i. 

•^■^ 

Cart 

•Lenfthof 

D^ic 

Com 

250,000 

60.0 

$4,700 

64.5 

11 

14,800 

600,000 

76.0 

69.5 

14 

8,100 

750,000 

10,500 

79.5 

16 

11,000 

1,000,000 

98.0 

12,850 

17 

13,660 

1,250,000 

106.5 

15,200 

99.5 

17 

1,500,000 

115.5 

19 

17,550 

106,0 

18 

18,400 

120.0 

21 

19,S60 

2,000,000 

125,0 

22 

22,000 

118.5 

19 

2,600.000 

134.0 

24 

26,200 

130,0 

20 

27.360 

3,000,000 

144.0 

25 

30,200 

142.6 

20 

31.450 
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The  above  table  is  based  upon  the  following  unit  prices. 


Item 

Con 

10.50  per  cu.  yd. 
6  00  "    "    •' 

0,06  "  pound 
0.16  '•  sq.ft. 
0  25  "     ''    " 

Centers,  etc.,  per  square  foot  for  total  area  <tf  reaervoir. . 

347.  The  flltere  of  Albany,  N.  Y.*  (Fig.  206),  constructed  in  1897  to 
1900,  are  good  examples  of  covered  reservoirs,  built  according  to  modem 
plans.  They  are  constructed  of  masonry  —  mainly  coocrete  —  and 
covered  with  earth.  The  average  depth  of  excavation  for  the  filters  was 
4  ft.,  and  the  material  at  the  bottom  was  usually  blue  or  yellow  clay. 
The  fioors  consist  of  invert«d  groined  arches,  arrai^ed  to  distribute  the 
weight  of  the  walls  and  vaulting  over  the  whole  area  of  the  bottom.  The 
outside  walls  were  built  of  concrete  and  lined  with  brickwork,  8  ins.  thick. 
The  concrete  vaulting  was  designed  for  clear  spans  of  12  ft.,  with  a  rise  of 
2.5  ft.  The  arches  are  6  ins.  thick  at  the  crown.  The  concrete  spandrel 
filling  is  slightly  depressed  at  the  piers.  The  vaulting  was  built  in 
squares,  the  joints  being  on  the  crowns  of  the  arches,  parallel  with  the 
line  of  piers,  each  pier  being  the  center  of  one  square.  Pipes  laid  in  the 
piers  serve  to  drain  into  the  filters  any  rain  that  falls  on  the  roof.  Con- 
crete manholes,  built  in  steel  forms,  with  castings  at  the  top,  securely 
jointed  to  the  concrete,  were  placed  in  alternate  sections.  Above  the 
vaulting,  there  are  2  ft.  of  earth  and  soil,  grassed  on  top. 

The  following  table,  condensed  from  very  complete  data  given  by 
J,  H,  Gregory,  M.  Am.  Soc.  C.  E.,  in  Engineering  Record  for  Nov,  15, 
1913,  p.  539,  gives  data  of  some  groined  arches,  in  the  Unit«d  States  and 
Canada. 

*  Trans.  Am,  Soc.  C.  £.,  1900,  XXXUI,  p.  2«2. 
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Since  1850  a  number  of  covered  reservoirs  have  been  built  in  England, 
Germany,  and  Austria.  Descriptions  of  a  number  of  these  storage 
basins  are  given  in  Proc.'Inst.  C.  E,,  1883,  LXXIII,  pp.  1  to  62,  from 
which  the  two  following  are  taken. 

348.  The  reservoir  at  Hampton  (Fig.  207)  was  built  in  1880  for  the 
water  works  of  London,  England.  It  is  240  ft.  long,  155  ft.  wide,  12  ft. 
deep,  and  stores  about  3,300,000  U.  S.  gallons.  The  reservoir  is  built 
entirely  of  concrete.  The  foundation  rests  on  blue  clay,  above  which 
the  soil  consists  of  excellent  clean  sharp  ballast,  admirably  suited  for 


CROSS      SECTION 


I.ONCSITUDIHAL       SECTION. 

Fio.  207.  —  Hampton  Reaervoir,  London  Water  Works. 

concrete.  The  sjde  walls  are  6  ft.  thick  at  the  base,  3  ft.  thick  at  the 
top,  and  14  ft.  high.  They  are  vertical  at  the  back,  and  arc  batt«rcd  on 
the  inner  face.  The  walls  are  backed  with  18  ins.  of  puddle.  The  piers 
arc  12  ft.,  center  to  center,  and  13  ft.  high.  They  are  battered,  being 
2  ft.  square  at  the  base,  and  18  ins.  square  at  the  top.  The  piers  arc 
capped  with  York  stone,  on  which  rest  wrought-iron  8-in.  I-beams,  tied 
with  1-in.  galvanized  wrought-iron  rods,  6  ft.  apart,  which  fasten  the 
whole  roof  together,  and  relieve  the  side-walls  from  any  outward  thrust. 
The  roof  consists  of  concrete  arches,  springing  from  the  I-beams, 
having  spans  of  12  ft.  and  a  rise  of  2.5  ft.     The  arches  are  9  ins.  thick  at 
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the  crown,  and  18  ins.  thick  at  the  haunches.  Six  inches  of  earth  is  placed 
on  the  concrete.  The  floor  is  formed  of  concrete,  1  ft.  thick.  The  res- 
ervoir was  built  entirely  belov/  the  surface  and  cost  about  $40,000, 

349.  The  Burton-on-Trent  reservoir  (Fig.  208)  was  built  for  the 
water  works  of  the  South  Staffordshire  Water  Works  Company  on  a  hill 
south  of  the  town,  on  stiff  clay  soil.  It  was  constructed  about  half  in 
excavation  and  half  in  embankment.  The  reservoir  is  rectangular  in 
plan,  and  is  covered  by  brick  arches,  springing  from  cast  iron  girders. 


CROSS      SECTION. 


Fig.  208.  —  Burton  Reservoir,  Loadon  Water  Works. 

supported  on  cast  iron  columns.  The  dimensions  at  the  floor-line  are 
224.5  by  145.83  ft.,  and  are,  at  the  top,  229.5  by  150.83  ft.  The  depth 
of  water  is  21  ft. 

The  external  walls  are  of  concrete,  faced  with  brickwork,  laid  in  Port- 
land cement  mortar.  In  plan,  the  brick  walls  are  formed  of  a  series  of 
brick-piorw  with  curve<!  bays  between  them.  The  distance  between  the 
centers  of  the  piers  is  13.5  ft.  in  the  side  walls,  and  15  ft.  in  the  end  walls. 
The  versed  sine  of  the  curves  is  1  ft.  The  brickwork,  which  is  built  with 
alternate  courses  of  four  rows  of  brick,  respectively  14  ins,  and  9  ins. 
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thick,  has  a  batter  of  1  in  8.  It  is  carried  down  3.5  ft.  below  the  floor, 
and  rests  with  four  courses  of  footings  on  a  foundation  of  18  ins.  of  con- 
crete. The  back  of  the  concrete  wall  is  straight  in  plan,  and  is  carried 
down  vertically,  with  the  exception  of  a  6-in.  offset  at  the  junction  with 
the  solid  ground  and  the  embankment.  The  total  height  of  the  wall  ia 
25.5  ft.  The  minimum  thickness  of  the  concrete  and  brick  in  the  center 
of  the  baj's  is  3  ft.  1 J  iis.  at  the  top,  and  6  ft.  7i  ins.  at  the  bottom.  The 
base  of  concrete,  which  extends  under  the  footii^  of  the  brickwork,  ia 

11  ft.  wide.    The  concrete  wall  is  backed  with,  and  resta  upon,  puddle, 

12  ins.  thick. 

The  roof  is  supported  by  144  hollow  cyUndrical  columns  of  cast  iron, 
10  ins.  in  external  diameter,  and  1  in.  thick.  Each  column  is  made  of 
two  pieces,  each  10  ft.  long,  which  are  bolted  together  at  the  center. 
The  foundation  of  each  colunm  consists  of  a  3-  by  3-ft.  stone  block,  15 
ins.  thick,  which  projects  3  iua.  above  the  level  of  the  floor,  and  ia  sup- 
ported on  a  block  of  concrete,  5  ft.  square  by  2  ft.  thick,  below  which 
there  is  a  12-in.  layer  of  puddle.  Cast  iron  girders,  I-shaped  in  section, 
are  bolted  to  the  top  flanges  of  the  columns.  They  are  15  ft.  long,  10 
ins.  deep  at  the  ends,  and  20  ins.  deep  at  the  center.  Each  girder  is 
bolted  at  the  end  to  the  one  next  to  it,  and  the  girders  are  tied  together 
by  two  IJ-in.  galvanized  tie-bars  to  each  length  of  girder,  and  the  side 
walls  are  thus  relieved  of  any  thrust  from  the  roofing. 

The  covering  arches,  which  are  formed  of  two  rings  of  brickwork,  have 
spans  13.5  ft.,  with  a  rise  of  18  inches.  The  spandrels  of  the  arches  are 
filled  in  with  concrete,  which  is  covered  with  asphalt,  to  prevent  the  per- 
colation of  rain-water  through  the  roof.  This  water  is  collected  by 
drains  which  discharge  at  each  side  of  the  reservoir.  About  1  ft.  of  soil 
is  laid  on  the  roof  and  turfed  over.  The  parapet  which  retains  this 
covering  is  curved  to  a  height  just  level  with  the  soil  over  the  arches. 
It  rises  3  ft,  above  the  top  of  earthwork,  and  is  neatly  formed  of  blue 
bricks,  with  panels  of  blue  and  red  check  work.  The  earth  bank  is  about 
10  ft.  wide  on  top,  and  slopes  4  to  1  to  the  original  surface.  The 
reservoir  stores  about  4,800,000  V.  S.  gallons,  and  cost  about  $75,000. 

350.  Covered  Reservoirs  in  Paris,  France.  —  The  service-reservoirs 
of  Paris  are  built  with  two  or  three  stories,  the  lower  one  for  river  water, 
for  public  purposes,  whOe  the  upper  stories  contain  spring  water  for 
domestic  consumption.  This  plan  is  adopted,  owing  to  the  difEcidty  of 
finding  suitable  reservoir  sites  at  the  proper  elevation  within  the  limits 
of  the  city,  and,  also,  to  effect  a  savli^  in  the  cost  of  construction.  A 
description  of  one  of  these  reservoirs  is  given  below. 

The  reservoir  of  MenilmorUant  *  stores,  in  two  separate  bafuns,  sprii^ 
•  Jour.  New  England  Water  WotkB  Asboc.,  1888,  III,  p.  51. 
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water  brought  by  the  Dhuis  aqueduct,  and  river  wat«r,  pumped  from 
the  river  Mame.  The  capacity  for  spring  water  was  fixed  at  2.5  times 
the  discharge  of  the  aqueduct,  or  at  about  26,400,000  gals.  The  reser- 
voir was  founded  on  the  green  clay  of  Montmartre,  at  a  depth  of  20-23 
ft.  from  the  surface.  It  has  two  stories,  each  of  which  is  divided  into 
two  compartments.  The  two  lower  compartments,  which  have  a  capac- 
ity of  about  7,500,000  gals,,  receive  water  from  the  river  Mame,  which 
is  pumped  at  Saint-Maur.  The  two  upper  compartments,  which  can 
store  about  26,400,000  gals,  of  water,  receive  spring  water.  The  res- 
ervoir was  built  with  the  utmost  care  in  1863-1866. 

The  plan  of  the  upper  reservoir  consists  of  a  semicircle,  united  with  a 
rectangle.*  The  diameter  of  the  semicircle,  which  is  188  meters  (617  ft.) 
loi^,  forms  the  long  side  of  the  rectangle,  the  other  dimension  of  which 
is  42.5  meters  (139.4  ft.).  The  outer  walls  have  a  thickness  of  1.4  meters 
(4.6  ft.)  at  the  top.  The  inner  batter  is  1  in  5  for  the  portion  below  the 
surface  of  the  earth.  Above  this  surface,  the  exterior  face  is  vertical. 
The  inner  faces  are  also  vertical  above  this  level,  and  are  joined  with  the 
bottom  by  an  arc  of  2  meters  (6.6  ft.).  The  bottom  is  formed  of  a 
series  of  aemicircular  groined  arches,  for  the  part  which  covers  the 
Mame  water,  and  of  segmental  groined  arches  for  the  other  portions. 
The  intrados  of  these  latter  rests  upon  the  marl  or  clay.  The  arches 
are  of  rubble,  14  ins.  thick  at  the  key. 

The  reservoir  is  covered  by  groined  arches,  composed  of  two  courses 
of  brick,  laid  flat,  which  are  supported  by  piers,  2  ft.  square,  placed  20 
ft.  between  centers.  The  brick  arches  are  31  ins.  thick,  including  the 
plastering,  and  are  covered  with  earth  and  turf,  16  ins.  thick.  The 
efQuent  pipes  are  one  meter  (39.4  ins.)  in  diameter,  and  can  draw  water 
from  either  compartment  of  the  upper  reeervoir,  or  direct  from  the  Dhuis 
aqueduct.  The  upper  reservoir  may  be  emptied  into  the  Mame 
storage  basin  below  it,  into  which  its  overflow  also  discharges. 

The  stora^  basin  for  the  Mame  water  occupies  only  the  central  por- 
tion of  the  sub-basement  of  the  upper  reservoir.  It  is  rectangular  in 
plan,  its  longer  side,  parallel  with  the  front,  being  104  meters  (341  ft.) 
long,  and  its  smaller  side  having  a  length  of  90  meters  (295  ft.).  It  is 
divided  into  two  equal,  symmetrical  compartments  by  the  division  waU, 
mentioned  above.  The  enclosing  walls,  which  are  of  rubble  masonry, 
are  placed  in  the  middle,  and  follow  the  direction  of  the  ranges  of  arches, 
supporting  the  upper  bottom.  They  are  1.2  meters  (3.9  ft.)  thick,  with 
vertical  faces,  the  interior  face  being  joined  with  the  bottom  by  an  arc 
of  2  meters  (6.6  ft.)  in  radius.  Their  top  forms  a  gallery,  which  allows 
free  passage  around  the  basins.  The  bottom,  which  follows  the  natural 
*  Debauve's  "  Manuel  de  I'lng^eur  des  PonU  et  ChausB^"  Ifinw  Fmc.,  p.  167. 
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surface  of  the  gypsum,  is  1  ft,  thick.  The  pillars  vhich  support  the 
arches  are  1.25  meters  (4.1  ft.)  square  at  spring-line,  and  1.75  meters 
(5.7  ft.)  at  the  bottom.  The  influent  pipes  can  discharge  into  either 
compartment.  The  efEuent  pipe,  which  has  a  diameter  of  SO  cm.  (31.5 
ins.),  can  draw  water  from  either  or  both  compartments. 

The  BeUeviUe  reservoir  waa  built  at  the  highest  point  in  Paris,  on  the 
right  bank  of  the  river  Seine.  It  has  two  stories,  the  upper  one,  which 
has  a  capacity  of  6239  cu.  m.  (1,648,100  U.  S.  gals.),  receiving  water 
from  the  Dhuis  aqueduct,  and  the  lower  one,  with  a  capacity  of  11,765 
cu.  m.  (3,107,800  TJ.  S.  gals.),  storing  river  water  for  pubhc  uses.  This 
reservoir,  which  was  built  in  a  similar  manner  like  that  described  above, 
was  put  into  service  in  1864. 

The  reservoir  of  Montrouge,  which  has  a  capacity  of  300,000  cu.  m. 
(79,242,000  U.  S.  gals.),  receives  spring  water  from  the  aqueduct  of  the 
Vanne  in  the  upper  stories  and  river  water  in  the  lower  story.  This 
service-reservoir  was  built  in  a  similar  manner  as  the  storage  basin  of 
Menilmontant. 

The  reservoir  of  Montmartre*  (Fig.  209)  has  three  stories  for  spring 
water  and  one  for  river  water.  The  former  store  6200  cu.  m.  (1,637,700 
U.  S.  gals.)  of  water,  and  the  latter  has  a  capacity  of  4800  cu.  m.  (1,267,- 
900  U.  S.  gals.).  The  water  and  drainage-pipes,  gate-valves,  etc.,  are 
placed  in  vaults  under  the  lowest  water  basin. 

*  Ijigegnerui  Sanitaria.  —  I^penc  delle  Abitaziooi,  Vol.  Ill,  "Prowista,  CondotlA, 
e  Diatribusioiie  delle  Acque,  dell'  Ingegnere,"  Donato  Spataro,  Milano,  1893,  p.  79. 
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STAND-PIPES 

361.  When  a  town  is  situated  in  a  level  region,  where  do  point  can 
be  found  for  a  reservoir  at  a  3u£Scient  elevation  to  give  the  necessary 
pressure  for  fire  purposes,  etc.,  a  stand-pipe,  or  a  tanit  supported  by  a 
trestle,  may  be  used.  A  stand-pipe  is  a  vertical  pipe,  made  of  wroi^ht- 
iron,  ateel,  or  reinforced  concrete,  resting  on  a  masonry  foundation,  and 
built  up  sufficiently  high  to  obtain  the  desired  pressure. 

Stand-Pipei  of  Wrought  Iron  and  Steel 

362.  General  DimeosionB.  —  If  the  pipe  is  merely  to  form  a  cushion 
for  a  pumpii^  ei^ine,  it  may  have  a  small  diameter;  but  if  it  is  to  pro- 
vide stora^,  its  diameter  may  be  50-100  ft.  A  stand-pipe,  built  at 
Wichita,  Kansas,  was  2^  ft.  in  diameter  and  150  ft.  high.  The  stand- 
pipe  at  Youngstown,  Ohio,  is  100  ft.  in  diameter  and  50  ft.  high. 
These  pipes  may  be  regarded  as  about  the  extremes  as  regards  di- 
ameters. 

When  a  stand-pipe  is  to  be  used  for  storage,  its  height  is  usually  made 
about  1}  to  3  times  its  diameter.  As  the  lower  part  of  a  stand-pipe  has 
no  value  for  storage  purposes,  a  tank,  made  of  wood,  wrought  iron,  or 
steel,  resting  on  a  tower  or  trestle,  is  often  substituted  for  a  stand- 
pipe. 

363.  Foundation.  —  Stand-pipes  (Fig.  210)  are  erected  on  masonry 
foundations,  which  must  be  carried  deep  enough,  and  have  sufficient 
base,  to  make  unequal  settlii^  impossible.  For  stand-pipes  up  to  about 
6  ft.  in  diameter,  the  base  may  be  formed  by  a  single  casting  havii^ 
a  groove  on  top,  into  which  the  plates  forming  the  first  course  are  set, 
and  then  leaded  and  caulked,  both  on  the  inside  and  outside.  For  larger 
stand-pipes,  the  base  is  formed  of  plates  of  wrought  iron  or  steel,  which 
should  not  be  leas  than  J  in.  thick,  so  as  to  be  able  to  resist  corrosion. 
The  plates  are  joined  together  with  lap  or  butt  aeams,  and  are  con- 
nect«d  to  the  sides  of  the  stand-pipe,  either  by  turning  up  the  edge  of 
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the  base  plate  to  form  a  flange,  or  by  means  of  angles,  placed  generally 
OQ  the  inside  of  the  pipe,  and  riveted  to  tiie  base  plate  and  to  the  sides. 
The  plates  fomaing  the  base  of  the  pipe 
are  joined  together  on  blocking,  at  a  con- 
venient height  above  the  foundations. 
A  bed  of  dry  cement  mortar,  1  to  2  ins. 
thick,  ia  spread  over  the  foundation,  ex- 
cept under  the  edges  of  the  stand-pipe, 
where  wet  mortar  is  placed.  The  base 
of  the  pipe  is  then  lowered  slo^y  and 
evenly  onto  the  bed  of  mortar,  so  as  to 
take  an  even  bearing.  Any  leakage  under 
the  base,  that  may  occur  when  the  pipe 
is  filled,  will  set  the  dry  mortar. 

364.  Plates.  —  Stand-pipes  are  now  5 
made  almost  universally  of  open  hearth  ^ 
steel  plates  of  good  quaUty.  The  Sta?id- 
ard  SpecificcUuma  for  Sted  of  the  Associa- 
tion of  American  Steel  Manufacturers, 
which  are  usually  adopted  for  stand-pipes, 
are  given  in  the  Appendix.  The  plates 
are  }  to  li  in.  thick,  about  10  to  25  ft. 
long,  and  5  to  9  ft.  wide.  Most  shops  can 
only  handle  plates  up  to  1  in.  in  thickness 
and  20  ft.  long  by  8  ft.  wide. 

The  courses  of  plates  are  either  made 
cylindrical  or  with  a  slight  batter.  In  the 
former  case,  the  stand-pipe  is  built  up 
with  alternate  inside  and  outside  courses,  fi 

the  latter  being  just  large  enough  to  slip  \ 

over  the  former.     When  the  coiu^es  are  ^-^ 

battered,  the  upper  edge  of  each  course  jjfxuKJr^atw. 

fits  inside  of  the  lower  edge  of  the  succeed-     j,     „,  „      o»   i  o.    j   ■ 

*  Fio.  210.  —  Steel  Stand-pipe. 

ing  course. 

366.  The  joints  form  always  the  weakest  places  in  a  stand- 
pipe.  Their  strength  is  to  be  calculated  by  the  formulas  given  on 
pp.  104  to  108. 

The  horizontal  joints  are  generally  single-riveted  from  the  top  down 
to  a  level  where  the  stresses  caused  by  the  wind  necessitate  double- 
riveting.  The  vertical  joints  are  designed  on  an  economical  basis, 
single-riveted  seams  being  generally  used  for  plates  up  to  }  in.  in  thick- 
ness; double-riveted  seams  for  plates  J  to  }  in.  thick,  and  triple-riveted 
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Kom:  Tba  dIKaooai  bctwam  riTeU  at  culkcd  adgn  ilul]  never  e 
or  Knpa.  TtM  thick  naa  oT  eub  map  ftu  tn)tl]oluM  *luiU  nc 
tbapUIMpliu&lneti. 


•'  Utndbook"  by  Milo  9.  KM«hani.  C.  E.,  p.  370;  N«w 


Digitized  by  Google 


THE  INLET-PIPE  359 

lap-seams  for  plates  f  to  )  in.  in  thickness.  For  thicker  metal  double- 
riveted,  butt-joints  are  adopted.  Standard  riveted  joints  for  stand- 
pipes  and  tanks  are  given  in  Table  XLIX. 

366.  Details.  —  The  top  of  the  stand-pipe  should  be  stiffened  against 
wind  pressure  by  an  angle  iron  riveted  on  the  outside  at  the  top.  A 
manhole  should  be  provided  in  the  lowest  rii^  to  permit  access  to  the 
interior  of  the  pipe  for  cleaning,  etc. 

Stand-pipes  are  usually  left  open  on  top.  Occasionally  they  are 
covered  by  a  roof.  Some  are  entirely  enclosed  by  masonry  as  a  pro- 
tection against  wind  and  weather.  An  overflow-pipe  is  sometimes  pro- 
vided. It  should  be  placed  on  the  outside  of  the  pipe,  if  ice  may  form 
in  the  pipe.  A  ladder  or  a  spiral  stairway,  terminating  about  ten  feet 
above  the  ground,  should  be  attached  to  the  outside  of  the  pipe. 

367,  Anchorage.  —  Even  if  the  stand-pipe  has  a  large  diameter, 
it  is  advisable  to  anchor  it  to  the  foundation  by  means  of  bolts,  which 
pass  through  anchor-plates  in  the  masonry,  and  are  attached  to  brackets, 
formed  usually  of  angles  and  plates,  riveted  to  the  plates  of  the  first 
course.  In  ordinary  cases,  six  to  eight  anchor  bolts  are  used.  The 
stress  on  any  bolt  is  calculated  by  supposing  the  wind  to  rotate  the  pipe 
on  the  edge  opposite  the  bolt.  As  the  total  pressure  of  the  wind  on  a 
cylinder  is  equal  to  its  pressure  on  the  projection  of  the  cylinder,  and  as, 
furthermore,  the  resultant  pressure  may  be  assumed  to  act  at  half  the 
height  above  the  foundation,  the  moment  to  be  resisted  by  the  anchor 
bolts  is: 

pdhx^-ef.  (87) 

where   p  =  pressure  of  wind  per  square  foot,  assumed  usually  at  30-50 
lbs.  [)er  sq.  ft.; 
d  =  diameter  of  the  pipe  in  feet; 
h  =  height  of  the  pipe  in  feet. 

358.  Painting  the  Pipe.  —  The  plates  are  given  one  ooat  of  paint 
at  the  shop.  Before  the  pipe  is  filled,  the  inside  should  be  painted 
with  one  or  two  additional  coats  of  good  metalhc  paint.  Some  leakage 
is  apt  to  occur,  when  the  pipe  is  filled  for  the  first  time,  but  small  pin- 
hole leaks  will  generally  stop  in  two  or  three  days'  time.  After  the 
stand-pipe  has  been  found  to  be  in  good  condition,  the  outside  should 
be  painted  with  one  or  two  coats  of  paint.  The  bottom  plate  should  be 
painted,  before  it  is  placed  on  the  foundation. 

369.  The  inlet-pipe  passes  through  an  opening  in  the  masonry,  which 
mast  be  sufficiently  large  to  permit  inspection.     This  pipe,  which  usually 
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fonns  also  the  outlet-pipe,  is  generally  a  branch  from  the  force  main, 
which  rises  by  a  base-elbow.  The  inlet-pipe  either  terminates  in  a 
flanged  mouthpiece,  which  is  riveted  to  the  bottom  plate;  or,  it  passes 
through  a  bell-ehaped  casting,  riveted  to  the  bottom  plat«,  in  which  it 
is  leaded  and  caulked.  The  inlet^pipe  terminates  about  a  foot  above 
the  bottom  plate.  A  special  blow-off  pipe,  flush  with  the  bottom  of 
the  pipe,  is  aometimee  provided.  Each  of  these  pipes  is  controlled  by 
a  gate-valve,  placed  near  the  stand-pipe. 

Some  kind  of  a  t«ll-tale  must  be  installed,  to  indicate  in  the  engine 
room  the  height  of  water  in  the  atand-pipc.  An  ordinary  pressure 
gauge,  attached  to  the  force  main,  may  be  used  for  this  purpose,  when, 
there  is  no  draft  on  the  force  main  for  service ;  but  if  there  is  such  a  draft, 
the  tell-tale  should  consist  of  a  float  in  the  stand-pipe,  the  position  of 
which  may  be  indicated  in  the  engine  room  by  means  of  wires,  levers, 
etc.  The  safest  way  of  indicatit^  the  height  of  the  water  in  the  stand- 
pipe  is  by  means  of  a  mercury  column  placed  in  the  engine  room,  when 
it  is  not  too  far  away.  An  electric  tell-tale  contrivance,  which  can  indi- 
cate at  a  distance  of  about  20  miles  the  level  of  the  water  in  a  stand-pipe 
or  reservoir,  is  described  on  p.  578. 

360.  Erection.  —  The  early  stand-pipes  were  erected  by  means  of 
scaffolding,  put  on  the  inside  and  outside  of  the  pipe.  In  1876  an 
improvement  in  erecting  stand-pipes  was  introduced.  It  consists  in 
Ming  the  pipe  with  water  as  it  is  built  up,  and  using  a  floating  stage 
or  derrick  for  the  workmen  holding  the  rivets,  which  are  driven  from 
an  outeide  scaffolding.  In  later  constructions,  all  scaffolding  was  dis- 
pensed with,  the  rivets  being  driven  from  a  float  on  the  inside  and  held 
on  the  outside  by  workmen  suspended  in  a  cage,  which  was  carried  by 
roUer-hooks,  traversing  the  top  edge  of  the  course  of  sheets  that  is  being 
riveted.  A  still  further  improvement  was  made  about  1883.  In  erect- 
ing some  stand-pipes,  a  double-decked  float  was  used,  the  upper  deck 
being  occupied  by  the  riveters,  while  the  lower  deck  was  used  for  the 
painters. 

Owing  to  the  difficulty  of  obtaining  water  for  filUng  a  stand-pipe  as 
it  is  erected,  the  method  of  erection  now  usually  adopted,  is  to  build  a 
scaffold  on  the  inside  of  the  pipe,  and  to  use  a  riveter's  cage  on  the 
outside.  The  plates  are  hoisted  into  place  by  means  of  a  gin-pole, 
which  is  generally  bolted  to  the  tank  sheets  of  the  ring  below  the  one 
that  is  beii^  erected.  On  large  stand-pipes,  where  scaffolding  would 
be  a  big  item,  jt  is  now  customary  to  use  a  system  of  brackets  on  the 
inside  of  the  stand-pipe,  which  are  bolted  into  the  open  holes  in  the 
rii^  below,  and  moved  up,  as  the  work  progresses.  In  this  case,  a 
riveter's  cage  is  also  used  on  the  outside. 
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361.  Failures.  —  There  have  been  many  partial  or  complete  failurea 
of  wrought  iron  and  steel  stand-pipes.  Prof.  Fence  has  described  these 
failuros  and  discussed  their  causes.*  Out  of  sixteen  total  failures  from 
1859  to  1894,  two  were  due  to  defective  masonry  or  foundation,  one  was 
caused  by  overturning,  and  the  remaining  cases  origtoated  in,  or  were 
accompanied  by,  plate  fracture.  Nine  of  thirteen  stand-pipes  in  which 
plate  fracture  occurred  were  made  of  steel,  and  the  remaining  four  were 
built  of  wrought  iron.  When  steel  was  first  used  for  stand-pipes,  tank 
steel  —  an  inferior  quality  of  the  metal  —  was  largely  used.  This 
accounts  for  some  of  the  failures  of  steel  stand-pipes.  Of  late  years, 
however,  these  structures  have  been  made  of  a  good  quality  of  open 
hearth  steel. 

362.  Specifications.  —  C.  W.  Birch-Nord  has  prepared  a  very 
complete  set  of  specifications  for  steel  stand-pipes  and  elevated  tanks,t 
which  have  been  largely  used.  Most  manufacturers  of  steel  stand-pipes 
and  tanks  have  up-to-date  specifications  for  such  works,  prepared  by 
their  engineers. 

Stand-Pipes  of  B&nforeed  Concrete 

363.  Reinforced  concrete  is  an  excellent  material  for  stand-pipes, 
providing  it  is  made  water-tight.  It  reduces  the  cost  of  maintenance 
to  a  minimum,  and  gives  a  stand-pipe  a  finer  appearance  tlian  steel 
does.  In  moat  stand-pipes  of  reinforced  concrete,  more  or  less  trouble 
has  been  experienced  from  leaks,  but  this  is,  doubtless,  due  to  the  com- 
parative novelty  of  this  kind  of  construction,  and,  without  doubt, 
efficient  ways  will  be  devised  for  making  such  structures  water-tight. 

A  stand-pipe,  10  ft.  m  diameter  and  43  ft.  high,  built  in  1899  in  the 
filter  house  of  the  East  Jersey  Company  at  Little  Falls,  N.  J.,t  is  prob- 
ably the  first  reinforced  concrete  stand-pipe  built  in  America.  Its  waD 
is  15  ins.  thick  at  the  bottom  and  10  ins.  thick  at  the  top.  Since  then, 
the  number  of  structures  of  this  kind  in  various  parts  of  the  United 
States  has  increased  rapidly,  as  will  be  seen  from  Table  L. 

364.  Design.  —  In  designing  stand-pipes  of  reinforced  concrete, 
reliance  is  placed  entirely  on  the  steel  reinforcement  to  resist  the  hori- 
zontal pressure  of  the  water,  and  the  foundation  is  made  strong  enough 
to  carry  the  weight  of  the  structure  and  of  the  water.  In  most  stand- 
pipes  cracks  occur  in  the  masonry,  near  the  bottom,  especially  on  the 
south  side  of  the  tank,  which  is  subjected  to  greater  changes  of  tempera- 
ture than  the  north  side.     These  cracks  cause  leakage,  and,  in  cold 

•  "Stand-pipe  Accidents  and  Failures,"  by  Wm.  D.  Pence,  C.  E.,  New  York, 
1895,  p.  139. 

t  Trans.  Am.  Soc.  C.  E.,  1909,  LXIV,  pp.  548-563. 
t  TraiiB.  Am.  Soc.  C.  E.,  1903,  L,  p.  454. 
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weather,  lead  to  the  scaling  off  of  some  of  the  concrete  at  the  outer  sur- 
face of  the  stand-pipe.  Even  when  the  leaks  appeared  to  be  stopped 
by  various  methods,  the  emptying  of  the  stand-pipe  for  a  short  time,  and 
subsequent  refiUing,  often  starts  the  leakage  again. 

Various  methods  of  remedying  this  trouble  have  been  suggested.  In 
a  paper  on  "A  New  Theory  for  the  Design  of  Reinforced  Concrete  Res- 
ervoirs," "  Hiram  B.  Andrews,t  M.  Am,  Soc,  C.  E.,  advocates: 

1.  The  use  of  an  extra-rich  composition  of  concrete,  mixed  1  :  1)  :  3, 
or  1  : 1  :  2,  in  order  to  make  it  water-tight. 

2.  Increasing  the  thickness  of  the  concrete  wall  to  such' an  extent  that 
the  tensional  stress  in  the  concrete  will  not  exceed  a  safe  hmit. 

3.  Plittii^  in  a  vertical  steel  reinforcement,  especially  in  the  lower 
part  of  the  wall. 

4.  Making  the  joint  between  the  base  sjid  the  wall  strong,  by  turn- 
ing the  steel  reinforcement  of  the  former  well  up  into  the  latter. 

5.  Placing  a  thin  steel  ring  in  each  horizontal  joint,  between  days' 
work,  in  order  to  prevent  leakage  at  these  joints. 

William  Mueser,  M.  Am.  Soc.  C.  E.,  recommends  exactly  an  opposite 
course,!  viz.,  to  separate  the  base  entirely  from  the  wall  of  the  pipe,  so 
as  to  leave  the  latter  free  to  expand  and  contract  under  changes  of  tem- 
perature and  varying  water  pressure,  and  to  fill  the  joint  between  the 
bottom  of  the  tank  and  ite  wall  with  an  elastic  substance,  to  insure 
water-tightness.  He  has  carried  out  this  plan  successfully  in  a  stand- 
pipe,  60  ft;  in  diameter  and  48  ft.  h^h,  at  Sanderson,  Texas,  and  in 
another  at  Fulton,  N.  Y.  (p.  371). 

Various  expedients  have  been  tried  to  make  leaky  concrete  stand- 
pipes  water-tight.  About  every  known  method  of  waterproofing  was 
tried  in  the  stand-pipe  at  Attleboro  (p.  364).  The  method  finally  re- 
sorted to  was  the  placing  of  an  elastic  membrane,  composed  of  layers  of 
felt  and  a  cementing  compound  or  hot  asphalt.  Some  engineers  think 
that  water-tightness  may  be  secured  by  using  a  richer  mixture  of  con- 
crete —  say  1:1:2. 

To  iUustrate  the  construction  of  stand-pipes  of  reinforced  concrete, 
we  give  below  detailed  description  of  some  important  works  of  this  kind. 

366.  The  concrete  stand-pipe  at  Attleboro,  Mass.,§  was  built  in 
1904  by  the  Aberthaw  Construction  Company,  of  Boston,  Mass.,  to 
provide  additional  storage  for  the  pubUc  water  works.     This  tank  is  50 

*  Jour.  Assoc.  En^eering  Societies,  Idll,  XLVI,  p.  391. 
t  Engineer  for  Simpeoa  Bros,  Corporation,  Boston,  Mass. 
t  Trans.  Am.  Soc.  C.  E.,  1911,  LXXIV,  p.  392. 

}  Jour.  New  England  WHt«r  Works  Assoc.,  1906,  XX,  p.  302;  Jour.  Assoc,  of 
Engineering  Societies,  19II,  XLVI,  p.  402. 
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ft.  in  diameter  and  100  ft.  high  to  the  level  of  the  overflow.  It  was  de- 
signed on  the  basis  that  the  steel  reiuf  orcemeiit  should  be  able  to  resist 
the  whole  horizontal  pressure  of  the  water,  without  being  streeaed  more 
than  13,500  lbs.  per  sq.  iu.  This  reinforcement  consists  of  steel  bars, 
1§  ins.  diameter,  which  are  placed  in  two  rows  for  a  height  of  61  ft.  from 
the  floor.  For  the  next  20  ft.,  only  one  row  of  l^in.  bars  is  used,  and, 
for  the  remaining  distance  to  the  top  of  the  stand-pipe,  the  wall  is  re- 
inforced by  one  row  of  bars,  1\  ins.  in  diameter.  The  top  15  ft.  of  the 
wall  has  the  same  rdnforcement,  in  order  to  provide  sufficient  strength 
to  resist  ice  pressure,  which  was  assumed  in  the  calculations  at  30,000 
lbs.  per  sq.  ft.  The  computations  showed  that  with  combined  water 
and  ice  pressure,  the  steel  would  not  be  stressed  over  18,000  lbs.  per  sq.  in. 
As  a  matter  of  fact,  no  trouble  from  ice  pressure  has  been  experienced 
in  this  tank,  owing  to  the  frequent  fluctuations  in  the  level  of  the  water 
surface. 

366.  Construction.  —  The  wall  of  the  stand-pipe,  which  is  made  of 
1:2:4  concrete,  begins  at  the  bottom  with  a  thickness  of  18  ins.,  and  is 
tapered  to  8  ins.  at  the  top.  During  the  construction,  the  steel  bars 
were  supported  by  4-in,  channels,  placed  vertically  about  15  ft.  apart. 
The  steel  bars  rested  on  }-in.  rode,  put  in  |-in.  holes,  which  had  been 
punched  through  the  flanges  of  the  channels  for  the  desired  spacing,  and 
the  ends  of  the  rods  were  bent  up  so  as  to  hold  the  bars  firmly.  In  the 
upper  part  of  the  wall,  where  only  one  row  of  stee!  was  placed,  3-in.  chan- 
nels were  used  as  spacers.  Each  hoop  consists  of  three  bars,  having  a 
lap  of  forty  diameters  at  each  joint,  and,  as  an  additional  precaution, 
the  bars  are  firmly  held  together  at  each  joint  by  two  Crosby  wire  rope 
clips.  Tests  made  in  the  Watertown  Arsenal  have  proved  that  two  of 
these  clips  will  hold  the  steel  bars  tightly  enough  to  secure  the  full  work- 
ing stress  of  the  bars.  The  joints  of  the  hoops  are  staggered.  No  verti- 
cal steel  is  used. 

The  top  surface  of  the  floor  is  reinforced  with  i-in.  square  twisted 
bars,  placed  6  ins.  between  centers,  both  ways.  These  bars  are  carried 
well  up  the  curved  comer  and  into  the  wall  of  the  stand-pipe.  At  in- 
tervals of  about  3  ft.  around  the  circumference  of  the  stand-pipe,  J-in. 
square  twisted  bars  are  placed  radially,  their  ends  projecting  up  into  the 
wril  for  a  height  of  10  ft. 

The  foundation  consists  of  a  slab  of  concrete,  18  ins.  thick,  except 
immediately  under  the  wall,  where  the  foundation  is  4  ft.  deep  for  a 
width  of  5  ft.  A  concrete  curb,  12  ins.  thick  and  3  ft.  high,  with  a  curved 
top,  is  built  around  the  bottom  of  the  stand-pipe,  but  is  not  monolithic 
with  the  foundation  slab. 

The  stand-pipe  is  surmounted  by  a  Guastavino  tile  dome,  provided 
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with  suitable  means  for  ventilation.  A  gate-houae,  enclosing  the  gate- 
valves,  and  giving  access  to  the  interior  of  the  stand-pipe  throi^  a  pas- 
su^, covered  by  a  balanced  manhole  cover,  is  built  on  one  side.  The 
overflow  is  formed  by  a.  aeries  of  rectangular  slots  provided  in  the  wall. 
The  aggr^ate  area  of  these  openings  is  equal  to  that  of  the  inlet-pipe. 

367.  Laying  the  Concrete.  —  The  concrete  was  laid  in  the  Attle- 
'  boro  stand-pipe  from  a  large  tower,  built,  on  the  inside  of  the  tank,  of 

8  X  8-in.  hard  pine  timbers,  properly  braced.  Two  bull-wheel  derricks 
were  placed  on  top  of  this  tower.  The  concrete  was  handled  in  a  bottom 
dump-bucket,  which  was  swung  into  the  desired  position  by  the  derricks, 
dumped  into  boxes,  and  shoveled  into  the  wall.  Wooden  forms,  about 
7  ft.  high,  were  used.  They  were  made  of  such  size  that  they  could  be 
easily  handled  by  the  derricks,  or,  in  case  of  necessity,  by  the  men  them- 
selves. 

368.  Making  the  Cfmcrete  Watertight.  —  When  the  stand-pipe  was 
put  into  service  in  December,  1904,  it  was  not  found  to  be  absolutely 
water-tight,  as  required  by  the  contract  for  its  construction,  and  althou^ 
the  leakage  was  at  flrst  only  trifling,  it  caused,  on  account  of  the  cold 
weather,  a  scalit^  off  on  the  outer  surface  of  the  stand-pipe  at  certain 
points,  beginning  five  feet  from  the  bottom  and  extending  about  ten 
feet  upwards.  Various  expedients  for  stopping  the  leaks  *  were  tried 
by  the  contractors,  who  were  obliged  to  maintain  the  tank  water-tight 
for  one  year.  In  1906  the  entire  inner  surface  of  the  stand-pipe  was 
thoroughly  cleaned,  and  was  then  picked,  to  insure  a  good  bond  with  the 
cement  plaster,  with  which  the  inside  of  the  wall  was'  then  coated.  The 
first  coating  consisted  of  a  mixture  of  one  part  cement,  one  part  sand, 
and  2  per  cent  of  lime.  Three  more  coats  of  1  :  1  cement  mortar,  with- 
out the  addition  of  lime,  were  applied  to  the  inner  surface.  Each  coat 
was  floated,  until  a  hard,  dense  surface  was  produced,  which  was  then 
scratched  to  make  a  bond  with  the  next  coat.  Although  this  work  was 
done  by  expert  workmen,  it  did  not  stop  the  leakage  entirely. 

While  the  inner  surface  of  the  stand-pipe  was  being  plastered,  the 
outer  surface  was  repaired  by  digging  around  the  outside  row  of  steel 
reinforcement,  putting  on  iron  clips,  made  of  J  X  J-in.  iron,  bolted 
throi^,  and  then  cement  was  forced  into  the  cavities  around  the  clips, 
by  throwing  it  a  distance  of  4  or  5  ft.,  to  insure  filling  the  voids.  This 
process  was  continued  until  the  cement  covered  the  entire  outer  sur- 
face, 80  that  further  plastering  could  be  perfectly  bonded.  Expanded 
metal  was  placed  on  this  surface,  and  was  forced  over  the  clips  that  stood 
out  horizontally.  The  surface  of  the  metal  was  covered  with  a  coat  of 
plaster,  which  was  carefully  troweled,  and  then  a  coat  of  metal  was 
•  Jour.  New  England  Water  Works  Assoc.,  1915,  XXIX,  p.  179. ' 
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placed  outside  of  that  plastering,  the  ends  of  the  clips  being  turned  at 
right  angles  to  hold  the  same  in  place.  The  work  was  completed  by  a 
final  outside  coat,  making  thus  a  very  firm  and  compact  surface,  equal 
to  that  of  any  part  of  the  structure. 

369.  Sylvester  Process.  —  As  the  work  described  above  did  not  stop 
the  leaking,  the  "Sylvester  process"  was  next  tried.  This  process  was 
used  successfully  in  1870  in  making  the  brickwork  of  one  of  the  gate- 
houses of  the  Croton  Water  Works  water-tight,*  and  has  since  been  used 
with  good  success  on  reservoir  walls  that  were  not  exposed  to  a  greater 
head  than  about  40  ft.  In  order  to  give  the  process  a  trial,  four  coats 
of  the  mixture  were  appUed  to  the  bottom  35  ft.  of  the  inner  surface  of 
the  stand-pipe.  The  mixture  was  prepared  accordii^  to  the  following 
formula. 

"DiBBolve  }  lb.  castile  soap  in  one  gallon  of  water.  Dissolve  I  lb. 
pure  alum  in  eight  gallons  of  water.  Both  must  be  thoroughly  dissolved. 
Before  applyii^  to  the  walls,  the  surface  must  be  perfectly  clean  and  dry; 
temperature  must  be  about  50°  F.  First,  apply  soap  at  boiling  tempera- 
ture with  a  fiat  brush,  takii^  care  not  to  form  a  froth.  Wait  24  hours 
BO  that  the  solution  will  become  dry  and  hard  upon  the  walls,  then  apply 
the  alum  in  the  same  way,  at  a  temperature  of  60  to  70°  F.  Wait  24 
hours,  and  repeat  with  alternate  coats  of  soap  and  alum." 

After  four  coats  of  the  dissolved  castile  soap  and  alum  had  been  ap- 
plied, the  stand-pipe  was  filled  with  water  for  the  full  height  of  100  ft. 
Under  this  pressure,  only  four  leaks  appeared  in  the  part  which  had 
been  treated  by  the  Sylvester  process.  The  whole  inner  surface,  from' 
top  to  bottom,  was  then  given  four  coats  by  the  Sylvester  process.  The 
result  was  very  satisfactory,  although  the  stand-pipe  was  not  absolutely 
tight.  The  contractors  applied  five  more  coats  of  the  Sylvester  mix- 
ture to  the  whole  inner  surface,  makii^  thirteen  coats  in  all  for  the 
lower  35  ft.  of  this  surface.  This  treatment  s<eemed  to  make  the  stand- 
pipe  practically  tight  and  it  was  accepted  by  the  water  commissioners 
on  December  6,  1906.  Some  wet  spots  that  appeared  on  the  outer  sur- 
face were  attributed  to  condensation  of  the  atmosphere.  Later  a  few 
leaks  occurred. 

370.  Elastic  Membrane.  —  The  Sylvester  process  did  not  stop 
leakage  from  the  stand-pipe  permanently.  This  may  have  been  due  to 
the  fact  that  the  various  coatings,  applied  on  the  inside  of  the  stand- 
pipe,  became  hard  and  brittle  and  were  cracked  by  contraction  and  ex- 
pansion in  the  concrete.  In  this  stand-pipe,  as  in  most  others,  leakage 
is  especially  apt  to  occur  in  the  south  side  of  the  stand-pipe,  which  is 
exposed  to  greater  variations  of  temperature  than  the  north  side.    After 

*  Trans.  Am.  Soc.  C.  E,,  1870,  I,  p.  203. 
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consulting  with  various  experts  on  waterproofing,  it  was  decided  to  put 
an  elastic  membrane  on  the  inner  surface  of  the  stand-pipe,*  similar 
to  the  one  used  for  the  Westerly  stand-pipe.  The  elastic  membrane 
was  composed  of  felt  and  cementing  compound  or  hot  asphalt, 
permanently  elastic,  built  up  by  successive  layers,  the  number  varying 
according  to  the  water  pressure.  In  this  manner  a  permanent  elastic 
waterproof  shield  was  formed.  The  work,  which  was  similar  to  the 
waterproofing  applied  to  bridges,  etc.,  was  done  as  follows: 

The  tank  was  thoroughly  cleaned  and  allowed  to  become  perfectly 
dry.  The  bottom  and  the  walls,  as  high  as  a  man  could  reach,  were  then 
brushed  with  wire  brushes,  to  remove  all  sediment  and  to  obtain  as  clean 
a  surface  as  possible.  Next  these  surfaces  were  painted  with  a  special 
preparation,  and  then  the  first  coat  of  hot  asphalt  was  applied.  After 
the  required  coats  of  asphalt  and  felt  had  been  put  on  the  bottom  and 
on  the  walls  for  a  height  of  about  6  ft.,  a  floating  stage  was  built  in  the 
tank,  and  about  5  ft.  of  water  was  let  into  the  tank  to  float  the  et^e. 

The  melting  tanks  were  placed  on  top  of  the  stand-pipe,  so  that  the 
'  hot  asphalt  could  be  delivered  quickly  on  the  stage.  Five  layers  of  felt, 
and  six  of  compound,  were  used  to  make  the  elastic  membrane.  About 
5  ft.  of  wall  per  day  was  treated  as  described  above,  and  tested  by  ad- 
mitting water  into  the  stand-pipe.  A  band  of  iron  was  placed  around 
the  inner  surface  at  the  top,  to  prevent  the  elastic  membrane  from  be- 
coming loose. 

371.  Outdde  Lining  of  Brickwork.  —  The  outer  surface  of  the 
stand-pipe,  which  was  being  injured  by  the  scahng  off  of  concrete,  was 
protected  by  building  an  8-in.  brick  wall  around  the  tank,  from  the 
foundation  to  the  top.  The  air  space  between  the  brickwork  and  the 
concrete  keeps  the  latter  from  undergoing  great  changes  of  tempera- 
ture.  Weepers  were  left  in  the  brickwork,  near  the  bottom,  to  provide 
an  outlet  for  any  leakage  that  might  occur. 

The  treatment  on  the  inside  and  outside  of  the  tank  is  said  to  have 
stopped  all  leakage. 

372.  The  concrete  stand-pipe  at  Westerly,  R.  I.,t  Fig-  211,  was 
built  in  1910,  to  provide  additional  storage  for  the  water  supply  of  Wes- 
terly and  some  neighboring  communities.  It  has  an  inner  diameter  of 
40  ft.  and  a  height  of  70  ft.  from  the  floor  to  the  overflow.  The  height 
from  the  ground  to  the  top  of  the  ventilator  is  about  88  ft.     The  walls 

•  The  contract  tor  this  work  was  let  for  13000  to  Bird  &  Sons,  Walpole,  Mosb., 
who  had  done  Himilar  work  in  the  Westerly  st&nd-pipe. 

t  Jour.  Abmm.  Engineering  Socieliea,  1911,  XLVI,  p.  405;  Trans.  Am.  Soc.  C.  E., 
191 1,  LXXIV,  p.  375;  Jour,  of  the  New  England  Water  Works  Assoc.,  1915,  XXIX, 
p.  169. 
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are  4  ft.  thick  at  the  floor  line,  tapering  to  14  ina.  at  a  point  5  ft.  from 
the  floor,  and  continue  with  this  thickness  up  to  the  water-Lne.  Access  , 
to  the  interior  of  the  stand-pipe  is  provided  by  a  chamber  13  ft.  long 
by  4  ft.  wide,  having  a  square  manhole  opening  2  by  4  ft.,  on  the  oul> 


i  a  30-in.  round 
roof,  which  has  a  diameter 
of  4Ift.  and  a  rise  of  13  ft., 
is  a  Guastavino  dome  of 
dark,  red  glazed  tile.  A 
steel  ladder,  1  ft.  wide,  is 
attached,  on  the  outside  of 
the  stand-pipe,  to  bronze 
bolts  in  cast-iron  sockets, 
with  1-in,  bronze  faces, 
which  are  set  into  the  wall 
at  intervals  of  16  ft. 

373.  The  steel  reinforcc- 
fnetU,  placed  in  the  con- 
crete, is  as  follows:  }-in. 
square  rods  are  put  in  the 
floor,  6  ins.  between  centers, 
both  ways.  These  rods  are 
placed  1  in.  below  the  floor 
surface  and  are  bent  up  4  ft. 
into  the  wall.  The  main 
reinforcement  consists  of 
plain,  round,  mild  steel 
bars,  ]}  and  1}  ins.  in 
diameter.  These  bars  are 
71  and  69  ft.  long,  so  that 
two  are  required  to  form 
a  complete  ring,  allowing 
forty  diameters  for  lap,  and 
they  are  held  in  place  by 
two  Crosby  clips  at  each 


manhole  cover  on  the  inside  floor.     The 


Fid.  211.  - 


■  3ttknd-[Hpe  of  ReiDforced  Concrete, 
Westerly,  R.  I. 


During  the  construction,  the  bars  or  hoops  were  supported  by 
twelve  IJ-in.  vertical  iron  pipes,  placed  30  degrees  apart,  and  resting 
on  standard  6-in.  flai^es  on  the  floor.  These  pipes  were  coupled  in  3-ft. 
lengths,  as  each  successive  form  was  set  up.  To  secure  the  required 
spacing  of  the  hoops,  i-in.  holes  were  drilled  in  the  vertical  pipes,  at  the 
proper  intervals,  and  hooks  were  placed  in  these  holes,  upon  which  the 
hoops  rested,  until  embedded  in  the  concrete.   « 
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In  order  to  prevent  cracks  in  the  masonry,  near  the  baee,  like  those 
that  occurred  in  the  Attleboro  stand-pipe,  more  steel  reinforcement  was 
placed  near  the  base  of  the  wall  than  in  the  higher  parts.  For  this  pur- 
pose the  tensile  stress  allowed  in  the  lowest  foot  of  the  wall  was  limited 
to  6000  lbs.  per  sq.  in.,  and  this  limit  was  increased  1000  lbs.  per  sq.  in. 
for  each  foot  rise  of  the  wall,  until  the  stress  of  12,500  lbs.  per  sq.  in. 
was  reached.  This  limit  was  used  for  the  rest  of  the  wall.  No  vertical 
steel  reinforcement  was  used. 

Special  reinforcement  was  put  at  some  other  parts  of  the  stand-pipe 
as  follows:  |-in.  round  and  1^-in.  square  rods  around  the  manhole  and 
roof  of  the  access  chamber;  i^n.  rods,  set  horizontally,  and  |-in.  round 
rods,  4  ft.  center  to  center,  under  the  dome  seat,  and  bent  out  into  the 
cornice;  and  round  f-in.  rods,  7  ft.  long,  placed  2  ft.  between  centers, 
and  run  vertically  up  into  the  parapet  wall. 

374.  The  concrete  consists  of  vulcanite  cement,  good  bank  sand, 
and  crushed  granite,  mixed  approximately  in  the  proportion  1  ;  Ij  :  3. 
These  proportions  were  found  by  careful  experiments  to  give  the  con- 
crete its  maximum  density.  Five  per  cent  by  weight  of  limoid,  a  form 
of  hydrated  lime,  was  added  to  the  cement  as  a  waterproofing,  but  the 
main  reliance  in  this  respect  was  placed  upon  the  density  of  the  con- 
crete. Special  care  was  taken  to  secure  good  joints  between  the  dif- 
ferent days'  work.  The  top  surface  of  the  concrete  was  thoroughly 
cleaned  each  night,  after  it  had  taken  its  initial  set,  and  all  the  laitance 
was  removed,  leaving  clean  sand  and  stone  surfaces  exposed.  In  re- 
suming work  the  following  day,  the  concrete  surface  was  covered  with 
grout,  and  a  1-in.  layer  of  1  :  3  mortar  was  put  in,  before  the  concrete 
was  poured.  Owing  to  the  brand  of  cement  used,  and  to  the  addition 
of  the  hydrated  lime,  the  concrete  has  a  white  color. 

The  floor  has  a  1-in.  granolithic  finish,  which  was  carried  up  as  a 
plaster  coat  to  the  top  of  the  inside  level.  The  outside  surface  was 
rubbed  with  carborundum,  and  then  painted  with  a  grout  wash,  except 
at  the  base,  which  was  picked,  from  the  ground  up  to  a  level,  2  ins.  below 
the  top  of  the  molding.  The  overflow  consists  of  3  X  12-in.  holes, 
spaced  45  degrees  apart,  which  were  left  in  the  masonry  at  the  high- 
water  level. 

STB.  Leakage.  —  When  the  tank  was  filled  for  the  first  time,  several 
porous  spots  showed  dampness  on  the  outside.  They  were  quite  wet 
in  the  morning,  but  most  of  them  were  dried  up  by  the  sun.  They 
were  made  water-tight  by  forcing  grout  into  the  concrete  at  these  spots, 
under  a  pressure  of  100  lbs.  per  sq.  in.  Another  leak  appeared  along 
the  top  of  the  molding  on  the  outside.  It  was  caused  by  a  horizontal 
crack,  which  extended  nearly  half  way  around  the  circumference,  vary- 
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ing  in  amount  of  leakage.  An  attempt  was  made  to  stop  this  leak  by 
heating  the  wall  for  8  ft.  above  the  floor  with  charcoal  furnaces,  and 
then  applying  hot  paraffin.  Although  several  coats  of  this  material 
were  put  on,  the  leakage  was  not  entirely  stopped. 

376.  Mdhod  of  Cofwfrwrfion.  —  The  manner  in  which  this  stand- 
pipe  was  constructed  differed  much  from  the  methods  employed  in  the 
Attleboro  tank.  The  tower  required  for  hoisting  the  concrete  was  built 
outside  of  the  stand-pipe,  so  as  to  clear  the  cornice  by  about  a  foot.  It 
was  constructed  of  6  X  &-in.  uprights,  thoroughly  cross-braced,  and 
was  made  large  enough  for  a  1-yd.  Ransome  auto-dump  bucket.    A  No. 


Fia.  213.  —  Dii^nun  lA  Inside  Stage  for  Coacrete  Stand-pipe. 

2  Smith  concrete  mixer  was  placed  in  a  pit  at  the  tower,  and  the  ma- 
terials required  for  the  concrete  were  dumped  from  the  ground  into  the 
hopper. of  the  mixer.  The  concrete  for  the  foundation,  floor,  and  base 
was  hoisted  about  20  ft.,  and  dropped  into  a  chute  which  carried  it  to 
the  center  of  the  tank.  From  this  point  it  was  delivered  throi^h  a 
movable  section  to  the  desired  place. 

A  movable  st^e  (Fig.  212)  was  placed  inside  of  the  stand-pipe  and 
was  raised  gradually  by  means  of  differential  pulleys,  as  the  work  pro- 
gressed. It  was  made  of  two  rings  of  S-in.  channels,  which  were  braced 
by  2  X  2  X  i-in.  angles,  and  was  covered  with  2-in.  planks,  6  ft. 
long.  The  inner  ring  was  braced  on  two  diagonal  lines,  at  right  an^ee 
to  each  other,  by  two  pairs  of  5-in.  channels.  One  pair  was  covered 
with  1-in.  boards,  2  ft.  long,  to  fonn  a  space  for  storing  wheelbarrows 
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and  other  tools.  The  stage,  which  cleared  the  masoniy  wall  by  about 
6  ins.,  was  supported  by  twelve  pairs  of  4  X  4-in.  uprighte,  which  were 
put  up  in  I6-ft.  lengths  as  tbe  wall  was  raised.  E^h  pair  of  uprights 
was  well  braced  and  had  two  1  X  6-in.  ledges  on  which  the  stage  rested 
(Fig.  213).  The  outside  posts  went  down  vertically  to  the  point  where 
the  wall  began  to  fiare  in  and  there  they  bent  toward  the  center  and 
rested  on  the  bottom,  close  to  the  wall.  The  bottoms  were  braced  apart 
by  horizontal,  radial  struts,  and  the  inside  posts  were  all  diagonally 
braced  in  radial  planes  down  to  these  struts. 

Each  pair  of  4  x  4-in.  posts  had  a  4  X  6-in.  cap  or  cross-head,  provided 
with  a  wire  hook  at  its  center.     A  corresponding  hook  was  fastened  to  a 


Fia.  213.  —  Method  cA  Supporting  Stage  Floor. 


4  X  4-in.  piece  of  timber,  placed  parallel  with  the  ledges,  and  wedged  in 
radiaUy  between  the  8-in.  channels.  The  stage  was  raised  by  means  of 
eight  2000-lb.  differential  blocks  and  chains,  attached  to  the  above- 
mentioned  hooks,  each  being  worked  by  two  men.  The  whole  floor  was 
moved,  as  a  unit,  in  a  few  moments.  As  soon  as  the  proper  height  was 
reached,  new  sets  of  ledges  were  nailed  to  the  uprighte,  to  support  the 
stage.  In  order  to  make  the  work  leas  hazardous,  the  water  was  allowed 
to  rise  in  the  tank,  as  the  work  progressed,  and  was  kept  about  20  ft. 
below  the  stage. 

The  concrete  for  the  wall  was  hoisted  in  the  bucket,  and  dumped  into 
a  hopper,  hung  on  the  face  of  the  timber  tower,  about  3  ft.  above  the 
stage.  A  platform,  6  ft.  wide,  was  laid  down  over  the  top  of  the  wall, 
between  the  stage  and  the  tower.  A  gate  in  the  bottom  of  the  hopper 
served  for  supplying  the  wheelbarrows,  which  were  wheeled  around  and 
dumped  directly  into  the  forms,  the  stage  being  kept  flush  with  the  top 
of  the  form  that  was  being  poured. 
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The  forms  for  the  outside  and  inside  of  the  base  of  the  stand-pipe 
were  made  of  wood,  but  those  for  the  plain  wall  were  all  made  of  J-in. 
steel  plate,  in  panels  about  3  ft.  deep  and  S  ft.  long,  the  edges  being 
strengthened  by  1^  X  IJ  X  }-in.  angles,  which  were  riveted  on  the 
plates.  Each  panel  had,  also,  two  vertical  stiffener  angles.  The  angles 
on  the  edges  were  bored  for  bolts,  which  served  to  hold  the  panels  to- 
gether. Two  men  could  easily  handle  one  of  the  paoels,  and  two  com- 
plete sets  were  kept.  The  sted  forms  gave  the  concrete  a  very  smooth 
finish.  The  inside  forms  were  similar  to  those  used  on  the  outside  of 
the  wall.  The  tank  has  a  capacity  of  660,000  gals.  It  cost  $17,961 
or  about  2j  cents  per  gallon. 

377.  EngiTieers.  —  The  tank  was  designed  by  the  Aberthaw  Con- 
struction Company,  and  Samuel  M.  Gray,  M.  Am.  Soc.  C.  E.,  acted 
as  Consulting  Engineer  for  the  water  company. 

378.  Concrete  Stand-pipe  with  Sliding  Base  at  Fulton,  K.  T.*  — 
A  reinforced  concrete  stand-pipe,  having  an  inner  diameter  of  40  ft.,  and 
a  height  of  100  ft.,  from  the  bottom  to  the  overflow,  was  built  in  1913, 
according  to  the  plans  of  William  Mueser,  M.  Am.  Soc.  C.  E.  It  differs 
from  the  usual  plan  adopted  for  concrete  stand-pipes,  by  having  a  sUp- 
joint  introduced  between  the  base  and  the  wall  of  the  stand-pipe,  an 
improvement  in  the  design  of  such  works  suggested  by  Mr.  Mueser,  in 
1911, t  for  a  concrete  reservoir  at  Sanderson,  Texas,  and  sometime  pre- 
viously for  a  four  and  one-half  million  gallon  reservoir  at  Baltimore,  Md. 
In  most  of  the  reinforced  concrete  stand-pipes,  constructed  prior  to  1911, 
shear-cracks  had  occurred  in  the  masonry,  near  the  base,  due  to  changing 
water  pressure.  Mr.  Mueser  claimed  that  this  was  due  to  the  fact  that 
the  r^d  concrete  base  prevented  the  walls  near  the  bottom  from  ex- 
panding and  contracting,  and  he  thought  that  this  trouble  could  be 
avoided  by  a  flexible  joint  between  the  base  and  the  wall. 

379.  Design.  —  In  the  stand-pipe  at  Fulton,  N.  Y,,  the  bottom  is 
designed  to  cany  the  load  of  the  water,  and  the  wall  to  resist  the  hori- 
zontal water,  pressure.  These  two  parts  of  the  stand-pipe  are  sepa- 
rated from  each  other  by  an  elastic  joint  (Fig.  214).  The  concrete 
base  is  troweled  at  the  joint  to  a  smooth  finish,  then  plastered  with  a 
}-in.  coating  of  graphite  paste,  and  covered  by  a  20-gauge  copper  sheet, 
on  which  the  wall  rests.  Leakage  at  the  joint  is  prevented  by  a  trape- 
zoidal asphalt  wedge,  8  ins.  high,  on  the  inside  of  the  wall.  This  joint 
will  always  remain  tight,  if  the  mastic  has  sufficient  flexibility.  The 
greater  the  pressure,  the  tighter  the  joint  will  be.  If  the  asphalt  seat 
should  prove  to  be  of  bad  quality  or  become  brittle,  in  course  of  tune, 

•  Eng.  Bteard,  Jan.  10,  I9I4,  p.  43. 

t  Trana.  Am.  Soc.  C.  E.,  I91I,  LXXIV,  p.  392. 
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it  would  be  an  easy  matter  to  scrape  out  the  V-joint  and  to  fill  it  with 
good  material. 

In  order  to  facilitate  the  form  work,  the  wall  was  made  18  ins.  thick 
throughout.  It  is  reinforced  by  Diamond  bars,  1}  and  1}  ins.  in  diam- 
eter, spaced  from  3}  to  9  ins.  between  centers,  the  rings  being  placed  in 
two  verticil  planes,  to  facilitate  the  erection  and  distribution  of  the  steel 
in  the  wall.  Z-sbaped  struts,  each  made  of  two  3  X  3  X  i-in.  angles, 
and  spaced  equal  distances  apart  on  a  circle  of  41}  ft.,  in  the  center  of 
the  wall,  serre  to  support  the  reinforcement,  which  is  held  in  place  by 
J-in.  round  clips.  The  joints  in  the  reinforcement  are  made  by  over- 
lapping and  E^Ucing  with  two  }-in.  round  clamps.  These  joints  are 
staggered  at  least  10  ft.  for  two  consecutive  rings.  Three  bars  are  used 
for  each  ring,  and  the  overlap  is  made  51  ins.  for  the  1^-in.  bars,  and  39 
ins.  for  the  Ij-in.  bars. 

In  addition  to  the  supporting  struts,  there  is  a  vertical  reinforcemmt, 
consisting  of  seventy  j-in.  bars,  seven  between  each  pair  of  strata, 
spaced  equal  distances  apart.  Forty  of  these  bars  reach  only  to  a 
height  of  30  ft.  The  overflow  is  formed  by  six  openings,  each  18  ins. 
wide,  placed  in  the  wall,  100  ft.  above  the  bottom  of  the  stand-pipe. 

The  stand-pipe  is  surmounted  by  a  reinforced-concrete  dome  with  a 
rise  of  10.75  ft.,  which  is  topped  with  a  lantern.  The  total  he^t  of  the 
stracture  ia  117  ft.  1  in.,  from  the  lowest  to  the  highest  point.  Access  to 
the  interior  of  the  stand-pipe  is  obtained  by  a  steel  ladder,  which  is 
placed  on  the  outside  of  the  stand-pipe,  is  bent  around  the  coping, 
and  descends  downward  on  the  inside  through  a  manhole  in  the  roof. 
The  ladder  is  supported  on  the  top  of  the  wall,  and  bolts,  screwed  into 
bronze  sockets,  embedded  in  the  concrete,  serve  as  spacers. 

380.  Construction.  —  The  foundation  of  the  stand-pipe  consists  of 
gravel  with  very  fine  sand  in  alternating,  inclined  and  not  uniform 
layers.  After  the  foundation  excavation  was  made,  the  reinforcing  bars 
vF&e  placed,  and  the  concrete  was  deposited.  No  forms  were  used,  ex- 
cept a  rim,  forming  the  slope  of  the  groove  for  the  asphalt.  This  form 
was  made  of  two  horizontal  boards,  spaced  8  ins.  apart,  and  provided 
with  a  facing  of  plaster  of  Paris.  The  foundation  was  slushed  with 
g^ut,  and  the  concrete,  mixed  1:2:4,  was  then  laid  without  inter- 
ruption and  finished  with  a  wearing  surface,  1-in.  thick,  composed  of  1 
part  cement  and  1)  parts  of  crushed  granite,  and  troweled  to  a  smooth 
finish.  After  the  concrete  had  set  for  four  days,  a  paste  of  graphite  and 
mineral  oil  was  spread  over  the  joint  between  the  bottom  and  the  waU, 
and  pressed  hard  into  the  concrete,  making  a  finishing  layer,  }-in.  thick. 
Upon  this  anti-friction  paste,  the  copper  ring  of  No.  20  gauge,  approxi- 
mately jV  ii-  thick  and  26  ins.  widc^,  was  then  laid. 
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In  order  to  avoid  leakage  at  horizontal  jointe  in  the  wall,  the  concrete 
was  lajd  continuously,  day  and  night,  by  three  shifts  of  men.  This  was 
made  possible  by  the  use  of  sliding  forms,  which  were  raised  on  the  in- 
side and  outside  of  the  wall,  as  the  work  progressed.  The  forms  were 
5  ft.  4  ins.  high,  and  the  outside  and  inside  parts  were  rigidly  connected 
overhead  by  twenty  frames,  spaced  equally  apart.  The  inner  forms 
were  connected  with  the  working  platform,  which  they  supported.  The 
platform  and  inner  forms  were,  therefore,  raised  together.  A  jacking 
arrangement,  consisting  chiefly  of  a  movable  screw  and  a  stationary  nut, 
was  provided  at  each  of  the  twenty  frames  or  cross-connections.  This 
screw  had  a  3^ft.  extension,  inserted  in  a  gas  pipe,  and  supported  at  its 
top  on  a  washer.*  When  the  form  had  been  moved  up  -far  enough  to 
require  a  longer  pipe,  the  screw  was  turned  up,  and  a  new  3-ft.  section 
of  gas  pipe  was  inserted.  A  capstan-nut,  supported  by  a  steel  plate,  was 
placed  above  the  nut  on  the  screw.  By  turning  the  capstan-nut  a 
quarter  of  a  revolution,  by  means  of  a  short  bar,  the  form  at  that  point 
was  raised  about  J  in.  One  man,  going  around  and  turning  each  of  the 
capstan  nute  a  quarter  or  half  a  turn,  kept  the  forms  in  a  steady  motion 
upward. 

No  waterproofing  compound  was  used  in  the  concrete,  reliance  for 
water-tightness  being  placed  on  obtaining  a  concrete  of  maximum  den- 
sity. As  the  form  progressed,  the  outer  surface  of  the  wall  was  rubbed 
with  carborundum  bricks,  while  wet.  After  the  wall  was  completed,  it« 
outer  surface  was  given  a  second,  final  rubbing-down,  from  the  top  down. 

The  last  work  done  was  to  place  the  elastic  filler  in  the  V-ehaped 
groove  between  the  base  and  the  wall.  The  groove  was  cleaned  thor- 
oughly, and  was  made  warm,  by  means  of  torches,  before  the  elastic 
filler,  which  consists  of  a  preparation,  known  as  Positive  Seal  24,t  was 
poured,  after  being  first  heated  to  a  temperature  of  350  to  400°  F. 
The  pouring  was  done  uniformly  in  the  whole  joint,  the  height  of  the 
filler  being  gradually  raised. 

381.  The  roof  is  made  of  the  same  1:2:4  mixture  of  concrete, 
which  was  used  in  the  base.  The  concrete  was  laid  continuously,  and 
as  soon  as  the  forms  were  removed,  the  surface  was  rubbed  smooth  with 
carborundum  stones.  A  cast-iron  manhole  with  cover  is  placed  where 
the  ladder  enters  the  stand-pipe. 

382.  Pipes.  —  The  outlet  pipe  is  18  ins.  in  diameter,  and  is  con- 
trolled by  a  gate-valve,  placed  in  a  chamber  of  reinforced  concrete.  A 
gutter  is  provided  around  the  stand-pipe,  to  collect  any  leakage  that 
may  occur.     The  total  cost  of  the  stand-pipe  amounted  to  127,533.64. 

*  Thia  uranfceroent  was  patented  by  A.  D.  Whipple,  Milwaukee,  Wis. 
t  Manufactured  by  the  Barber  Asphalt  Co. 
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383.  Weather  Conditions.  —  This  stand-pipe  was  constructed  during 
the  worst  season  of  the  year  for  concretiDg,  the  wall  being  built  in  No- 
vember. It  was  with  extreme  difficulty,  due  to  low  temperature,  snow, 
ice,  and  sleet  storms,  that  the  continuity  of  concreting,  which  has  been 
decided  upon  for  the  wall,  was  carried  out.  Neverthdesa,  the  absence 
of  horizontal  shear-cracks  at  or  near  the  base  of  the  completed  structure, 
proves  the  perfect  success  of  the  slip  joint 
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CYUNDRICAL  TANKS   OF  WOOD  OR  STEEL 

384.  Cylindrical  tanks,  erected  on  high  ground,  or  on  a  tower  or 
trestle,  may  be  used  as  service-reservoira  for  small  communities,  or  to 
hold  a  reserve  supply  of  water  for  &re  protection.  Many  tanks  are  being 
put  up  for  the  latter  purpose,  to  protect  factories  and  important  build- 
ings. When  a  suitable  elevated  site  can  be  found  near  a  town,  a  stand- 
pipe  is  often  erected,  but  in  flat  r^ons,  the  elevated  tank  is  preferable 
to  a  stand-pipe,  as  practically  its  whole  capacity  is  available  for  fire  pro- 
tection. For  this  purpose,  however,  its  bottom  should  be  placed  at 
least  80  to  100  ft.  above  the  top  of  the  highest  building  in  the  town. 
The  capacities  of  cylindrical  tanks  are  given  in  Table  LI. 

Cylindrical  Wooden  Tanks  * 

385.  Materials.  —  The  tanks  are  made  of  white  cedar,  cypress, 
white  and  red  pine,  Douglas  or  Washington  fir  or  air-dried  redwood. 
The  lumber  must  be  free  from  sa,p,  loose  or  unsound  knots,  worm  holes 
and  shakes ;  and  must  be  thoroughly  air-dried.  If  made  of  good  mate- 
rial and  properly  maintained,  the  tanks  will  last  for  15  to  25  years.  For 
tanks  not  exceeding  16  ft.  in  diameter  and  16  ft.  in  depth,the  bottom  and 
staves  are  made  of  2^in.  stock,  and  are  dressed  on  both  sides  to  a  thick- 
ness of  about  2\  ins.  For  larger  tanks  3-in.  stock  (dressed  to  about 
23  ins.)  should  be  used. 

The  groove  in  the  staves  for  receiving  the  bottom  must  be  cut  in  a 
true  line,  at  a  uniform  distance  from  the  bottom  of  the  staves,  and  to  a 
depth  of  f  OF  }  in.,  according  to  the  thickness  of  the  staves.  The  edges 
of  each  bottom  plank  must  be  bored  with  holes,  not  over  3  ft.  apart,  for 
!-in.  mapte  dowels. 

386.  Hoops.  —  The  strength  of  the  tank  depends  chiefly  on  that  of 
its  hoops.  Flat  hoops,  especially  if  made  of  steel,  rust  from  the  side 
bearing  on  the  staves.  Serious  accidents  have  resulted  from  this  cause, 
as  the  corrosion  on  the  back  of  the  hoops  cannot  be  observed.     Gal- 

*  The  infonnation  given  about  wooden  tanks  is  taken  largely  from  the  very  com- 
plete specification  for  "Gravity  Tanks  and  Towers,"  prepared  by  The  Inspection 
Department  of  the  Associated  Factory  Mutual  Fire  Insurance  Companies,  Boston, 
Mass.     FigB.  199  to  203  incl,  are  reproduced  from  these  specifications. 
377 
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vanizing  or  painting  is  not  a  sure  remedy  for  this  trouble,  as  a  spot 
where  the  protective  coating  has  been  abraded  or  knocked  off  may  cause 
the  ffulure  of  the  hoop.  Kound  hoops,  which  expose  for  a  given  area  of 
cross-section  the  least  surface  to  corrosion,  should  always  be  used  for 
wooden  tanks.    They  are,  also,  less  liable  than  flat  hoopa  to  burst  when 


TABLE  U.- 


■CAPACITY  OF  CYLINDRICAL  TANKS  IN  GALLONS 
PER  LINEAL  FOOT 
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13,536 

S2 

39,505 

15 

1322 

49 

14,106 

83 

40,474 

16 

1504 

50 

14.688 

84 

41,455 

17 

leos 

51 

15.281 

.     85 

42;488 

IS 

1904 

52 

15.887 

86 

43,453 

19 

2121 

53 

16.503 

87 

44,469 

20 

2350 

54 

17,132 

88 

46,498 

21 

2591 

65 

17,772 

89 

46,637 

22 

2844 

56 

18,425 

90 

47,689 

23 

310S 

57 

19,089 

91 

48,663 

24 

3381 

58 

19.764 

92 

49,727 

25 

3672 

69 

20.462 

93 

50,815 

26 

3972 

60 

21,151 

94 

51,913 

27 

4283 

61 

21,862 

9S 

63,024 

28 

4606 

62 

22,684 

96 

54,146 

29 

4941 

63 

23,319 

97 

56,280 

30 

5288 

64 

24,065 

98 

56,425 

31 

6646 

65 

21,823 

99 

67,683 

32 

6016 

66 

25,592 

100 

58,752 

33 

6398 

67 

26,374 

34 

6792 

68 

27,167 

the  staves  swell,  as  they  simply  indent  the  wood,  in  such  a  case,  and 
practically  their  whole  surface  can  be  inspected,  and  painted  when  re- 
quired. 

The  hoops  should  be  made  of  wrought  iron  or  mild  steel  having,  re- 
spectively, a  tensile  strength  of  not  less  than  50,000  lbs.  per  sq.  in.  and 
55,000  to  60,000  lbs.  per  sq.  in.  There  must  be  no  welds  in  the  hoops. 
When  more  than  one  length  of  iron  or  steel  is  required,  malleable  iron 
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lugs  (Fig.  215),  as  strong  as  the  hoop,  should  be  used.  Cast  iron  lugs 
should  not  be  used,  as  they  are  liable  to  crack.  The  hoops  must  be  so 
placed  that  the  lugs  will  not  come  in  the  same  vertical  plane. 

The  ends  of  the  hoops  should  not  be  upset,  as  the  metal  is  likely  to  be 
burned,  if  the  work  is  not  carefully  done. 
When  the  screw  threads  are  cut  directly  on  ■ 
the  ends  of  a  hoop,  the  unthreaded  portion 
may  be  corroded  to  a  depth  equal  to  that 
of  the  screw  threads,  without  weakening  the 
hoops. 

The  size  and  spacing  of  the  hoop  must  be 
such  that  the  metal  will  not  be  stressed  more  than  12,500  lbs.  per  sq.  in., 
computed  for  the  area  at  the  root  of  the  thread.     The  diameter  of  the 


Fia.  21S.  —  Lug  for  HoofM. 


Tia.  216.  —  Double-corer  Roof. 


hoops  should  never  be  less  than  f  in.  The  top  hoop  should  be  placed 
within  2  ins.  of  the  top  of  the  staves,  and  no  space  between  the  hoope 
should  exceed  21  ins.  Table  LII  shows  the  spacing  adopted  by  the 
Associated  Factory  Mutual  Fire  Insurance  C<Hapanie8. 
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367.  Paintiiig.  —  Tanks  should  be  painted  on  the  outside  and  in- 
side. The  hoops  should  first  be  painted  with  red  lead,  zinc  oxide,  and 
linseed  oil,  and  should  then  be  given  a  second  coat  of  paint,  consisting 
of  some  durable  oil  or  asphaltum  paint,  which  should  be  applied  after 
the  tank  has  been  erected.  The  inside  of  the  tank  should  be  repainted 
about  once  every  two  years  or  oftener,  if  the  paint  shows  signs  of  peeling. 
The  outside  should  be  repainted  at  intervals  of  about  five  years. 

388.  Roof.  —  Tanks  that  are  placed  out-of-doors  should  be  covered 
with  a  double  roof,  consisting  of  a  tight  flat  cover,  made  of  matched 
boards,  supported  by  joists,  over  which  a  conical  roof  is  placed.  For 
lai^e  tanks,  the  conical  roof  must  be  supported  by  rafters  extending 
from  the  top  of  the  tank  to  the  peak  of  the  roof  (Fig.  216). 
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The  conical  roof  ehould  be  covered  with  galvanized  sheet  iron,  or  a 
good  composition  roofing  which  is  not  readily  ignitible.  The  joint  be- 
tween this  roof  and  the  flat  cover  should  be  made  tight,  in  order  to  keep 
out  the  wind,  and  to  maintain  a  dead  air  space  between  the  two  covers. 
Hatches  must  be  provided  both  in  the  conical  and  the  fiat  covers,  to  give 
easy  access  to  the  interior  of  the  tank. 

369.  Supports.  —  Large  wooden  tanks  are  either  placed  on  a 
masonry  foundation  or  on  twelve  or  more  timber  posts,  usually  12  by  12 
ins.  in  size.  Each  post  is  set  on  a  masonry  pier.  The  weight  of  the 
tank  must  be  supported  entirely  from  its  bottom,  and  there  should  be  a 
clear  space  of  at  least  one  Inch  between  the  bottom  or  outside  of  the 
staves  and  the  balcony,  which  is  usually  provided  for  tanks  30  ft.  or 
more  in  height. 

390.  Pipes.  —  The  filling  pipe  should  be  at  least  1^  ins.  in  diam- 
eter. When  the  tank  is  exposed  to  the  weather,  this  pipe  should  be 
carried  up  inside  of  a  frost-proof  casing,  and  should  extend  through  the 
tank  bottom,  to  discharge  at  the  top  of  the  tank,  above  the  water  level. 
The  portion  of  the  pipe  inside  of  the  tank  should  be  of  brass. 

The  discharge  pipe  is  made  of  cast  iron  or  wrought  iron  pipe,  flanged 
or  coupled.  Copper  gaskets  should  be  placed  between  the  flanges. 
This  pipe  usually  leaves  the  tank  bottom  at  its  center,  and  is  supported 
on  an  undei^round  elbow  having  a  foot>piece,  resting  on  a  concrete 
foundation.  The  elbow  should  be  connected,  preferably  by  flanges,  to 
the  underground  pipe.  If  a  bell-and-epigot  connection  is  used,  the  joint 
should  be  strapped.  A  check-valve  should  be  placed  in  the  underground 
pipe,  in  a  suitable  pit,  so  as  to  make  it  accessible  for  inspection  and  re- 
pairs. On  each  side  of  this  check-valve,  a  gate-valve  should  be  placed, 
in  order  to  make  it  possible  to  repair  the  check-valve  without  emptying 
the  tank. 

A  suitable  outlet-pipe,  provided  with  a  gate,  must  be  placed  in  the 
tank  bottom  to  drain  the  bottom  of  the  tank  below  the  upper  end  of  the 
discharge  pij^e  which  projects  for  a  few  inches  into  the  tank.  It  may  be 
connected  by  a  nipple  with  a  gate-valve  to  the  discharge  pipe,  so  as  to 
drain  the  tank  and  the  riser. 

When  a  tank  is  supported  on  a  tower,  30  ft.  or  more  in  height,  an  ex- 
pansion joint  must  be  provided  in  the  discharge  pipe.  The  best  arrange- 
ment for  this  purpose  is  made  by  means  of  a  stuffing-box  (Fig.  217). 
The  stuffing-box  casting  should  project  4  ins.  within  the  tank,  to  pro- 
vide a  basin  for  sediment.  The  riser  pipe  must  be  fitted  so  that  its 
upper  end  is  about  5  ins.  below  the  top  of  the  expansion  joint. 
- 1  An  overflow  pipe,  2  ins.  or  more  in  diameter,  according  to  the  size  of 
the  tank,  must  be  provided.     Ite  top  should  be  placed  3  ins.  below  the 
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top  of  the  staves,  and  the  pipe  should  extend  through  the  bottom  or  side 
of  the  tank.  In  the  latter  case,  it  should  project  beyond  the  balcony. 
391.  Heating  airangements  must  be  made  in  cold  localities  to 
keep  the  water  from  freezing.  The  water  may  be  heated  by  circulating 
it  through  a  heater,  at  the  base  of  the  riser,  which  may  consist  of  a 


Fia.  217.  —  Eiqjftnaion  Joint. 

steam-coil,  enclosed  by  a  water  jacket,  connected  at  one  end  to  the 
base  of  the  riser,  below  the  frost  line,  and  at  the  other  end  to  the 
tank,  through  a  pipe  extending  up  alongside  the  riser,  within  the  frosts 
proof  casing,  through  the  bottom,  and  discharging  at  about  the  middle 
of  the  pipe.  The  condensed  steam  should  be  drained  from  the  steam 
coil  by  connecting  it  to  a  steam-trap,  which  should  be  placed  close  to  the 
heater,  where  it  can  be  readily  taken  care  of. 

Another  method  of  heating  the  water  consists  in  fastening  a  steam 
coil  securely,  6  ins.  above  the  bottom  of  the  tank,  and  connecting  it  to  a 
boiler,  by  a  pipe  run  close  to  the  discharge  pipe,  inside  the  frost^proof 
boxing.  All  pipes  within  the  tank  should  be  of  brass.  The  steam  pipe 
should  extend  below  the  frost  Une,  and  the  condensed  steam  should  be 
drained  to  a  trap. 

In  localities  where  heating  is  only  needed  for  short  periods  during 
the  winter,  steam  may  be  blown  directly  into  the  water  in  the  tank, 
through  a  1-in.  pipe  from  a  boiler.  The  pipe  should  be  carried  up,  in 
the  frost  boxing,  through  a  hole  in  the  bottom  of  the  tank  to  a  point 
above  the  water  surface,  and  then  turned  down,  at  least  3  ft.,  into  the 
water.  The  temperature  of  the  water  in  the  tank  should  not  be  allowed 
to  fall  below  the  freezing  point  or  to  rise  above  70°  F. 
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392.  Frost-Prooflng  for  Pipes.  —  The  various  pipes  required  for  a 
water  tank  should  be  protected  by  a  suitable  boxing  against  frost,  but 
this  protection  should  not  be  depended  upon  without  some  steam  heat 
being  added.    In  tanks  that  are  used  solely  for  fire  protection,  there  is 
DO  circulation  in  the  water,  and 
more  protection  against  frost  is  re- 
quired in  such  tanks  than  in  those 
used  for  water  supply. 

The  standard  frostrproof  boxing 
(Figs.  218  and  219)  is  made  of  wood. 
If  antiseptically  treated  lumber  is 

used,  the  boxing  will  be  more  dur-  w, 

able.  A  tight  joint  must  be  made 
between  the  boxing  and  the  bottom 
of  the  tank,  and  the  lower  end  of 
the  boxing  should  extend  about  a 
foot  above  ground.  The  woodwork 
must  be  well  painted.  Sheet  lead 
or  tarred  paper  should  be  placed  between  the  bottom  of  the  boxing 
and  the  pit,  to  avoid  the  absorption  of  moisture. 

The  upper  part  of  the  boxing  must  be  made  so  that  access  can  be 


Fio.  219.  —Square  Proet-proof  Boxing. 

gained  to  the  expansion-joint,  without  destroying  the  boxing.  For 
tanks  in  northern  Canada,  the  boxing  must  be  made  four-ply,  with  two 
air  spaces.  For  the  New  England  States  and  places  having  similar 
climate,  the  boxing  is  made  three-ply,  with  two  air  spaces. 

393.   Gauges.  —  A  mercury  gauge,  or  some  other  device  for  indi- 
cating positively  the  level  of  the  water  surface,  should  be  provided. 
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394.  Ladders.  —  A  ateel  ladder,  extending  from  the  platform  to  the 
top  of  the  tank,  should  be  placed  on  the  outside  of  the  tank  so  as  to  give 
easy  access  to  the  hatch  on  the  roof. 

Steel  Tanks 

395.  General  Desciiptioas.  —  During  the  past  twenty  years,  the 
erection  of  elevated  steel  tanks,  supported  by  columns,  has  progressed 
very  rapidly.  When  properly  designed,  they  can  resist  safely  any  wind 
pressure  to  which  they  may  be  subjected.    They  are  easily  inspected, 

cleaned,  and  painted,  and  should  have, 
therefore,  a  long  life. 

When  steel  tanks  were  first  intro- 
duced, about  40  or  50  years  ^o,  their 
bottonis  were  made  fiat,  as  is  customary 
with  wooden  tanks.  This  plan  is,  how- 
ever, very  costly.  Some  tanks  were 
made  with  conical  bottoms,  but  this 
plan  has  no  advantages.  Finally,  in 
1894,  the  bottoms  were  made  spherical, 
and  this  plan  is  now  generally  adopted, 
as  it  gives  great  strength  to  the  bottom. 
Tanks  of  less  than  40,000  gals,  capac- 
ity can  be  made  more  cheaply  of  wood 
than  of  ateel,  but  for  larger  tanks  the 
latter  material  should  be  used,  not  only 
because  it  is  cheaper,  under  ordinary 
s-Aiytf  D-otMt  T-Ti^it  Mu^  B-AfW  market  conditions,  but,  also,  because  it 
will  last  longer.  Steel  tanks  are  easily 
support«d,  and  for  capacities  up  to 
150,000  gals.,  require  only  four  columns, 
if  they  are  properly  braced. 
A  steel  tank  having  a  capacity  of 
Pj^j  220  1,200,000  gals.,  elevated  220  ft.  above 

the  ground,  was  erected  for  the  water- 
works of  Louisville,  Kentucky.  It  is  the  largest  elevated  steel  tank, 
but  there  is  no  reason  why  its  dimensions  should  not  be  exceeded. 
A  great  many  elevated  steel  tanks  with  capacities  of  50,000  to  300,000 
gals,  have  been  erected  and  have  proved  to  be  satisfactoiy.  Table 
LIII  gives  the  sizes  and  elevations  of  some  of  these  tanks. 

396.  Standard  Plans.  — ■  The  leading  manufacturers  of  steel  tanks 
have  standardized  their  plans.  Fig.  220  gives  a  diagram  for  designing 
ateel  tanks  and  stand-pipes,  which  has  been  prepared  by  the  Pittsburgh- 
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STANDARD  STEEL  TANKS 


Des  Moines  Steel  Co.*    The  standard  dimensions  of  the  steel  tanks 
manufactured  by  this  company  are  given  in  the  following  table: 
TABLE  LIII.  —  STEEL  TANKS  FOR  WATER  WORKS 


LoeBlity 

Louieville,  Ky." 

Stratford,  Ont.* 

St.  Thomaa,  Ont.t 

Lokewood,  Ohio  f 

Appleton,  Wis,* 

Thompsonville,  Conn.t 

Ely,  Minn.t 

Fort  Missoula,  Mon-t 

Fort  Sam  Houston,  Texas  t  -  - 


Norton,  Mass.* 
Huron,  So.  Dak.f.... 

Emporia,  Va.t 

Howell,  Ind.* 

Vineland,  N.  J." 

Chicago,  111.' 

Camden,  N.  J.* 

Centreville,  Iowa  t-  - 

Fairfield,  Iowa  t 

Sprinp  Valley,  III.'.., 
Winnipeg,  Canada  *. . 

Monmouth,  111.* 

Boston,  Mass.* 

Little  Rock,  Ark.*... 
College  Hill,  Ohio*.. 

Columbus,  Ohio  * 

Redrotd,  Mich.t 

Exeter,  Calif.t 

Julesburg,  Colo.t 

North  Rutland,  Vt.'. 
Rupert,  Idaho  f 


1,200,000 

wn,ooo 

600,000 
660,000 
500,000 
500,000 
300,000 
300,000 
300,000 
263,000 
260,000 
200,000 
200,000 
200,000 
200,000 
185,000 
180,000 
150,000 
160,000 
160,000 
150,000 
126,000 
115,000 
100,000 
100,000 
100,000 
100,000 
100,000 
100,000 
100,000 
70,000 
60,000 


Hsicht 
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Bridge  A  Iitio  Worlu.  (!%iMCi>,  ni. 
(b-Dw  HainH  Sual  Co.,  Pittaiiunh,  Fa. 


TABLE  LIV. 

—  STANDARD  STEEL  TANKS 

(Pittsb 

urgh-Des  Moines  Steel  Co.) 

"'xT 

d™« 

IMitance 

Cyh^»d« 

"^sT 

O 

Di^™ 

Cyi™i.r 

Ft.  In>. 

Ft.  Ini. 

10,000 

10  11 

70,000 

31    0 

7    7 

21  10 

15,000 

13    0 

6     0 

10  11 

75,000 

21    0 

8    0 

22    6 

20,000 

15    0 

5    5 

10    9 

80,000 

21    0 

8  11 

24    2 

14    7 

30,000 

16    0 

6    3 

18    5 

100,000 

24    0 

8    9 

22    6 

35,000 

17    0 

6    4 

16    7 

126,000 

24    0 

8    4 

30    0 

40,000 

17    0 

6    8 

18    5 

46,000 

19    0 

9    5 

16  11 

200,000 

28    0 

10    5 

36    0 

50,000 

19    0 

S    0 

17    7 

250,000 

34    0 

14    8 

26  10 

60,000 

19    0 

7    3 

22    6 

300,000 

*  Formerly  the  Dee  Mmnes  Bridge  &  Iron  Ca 
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Fig.  221  shows  the  standard  plans  adopted  for  the  tanks  given  in  the 
above  table. 

397.  Stresses  in  steel  tanks  can  be  computed  by  a  few  simple 
formulas,  which  are  given  below,  some  of  which  are,  also,  applicable  to 
stand-pipes.    The  notation  adopted  is  as  follows: 
h  =  depth  of  water  in  feet; 
d  =  diameter  of  tank  in  feet; 
r  =  radius  of  tank  in  feet; 
1/  =  12  r  —  radius  of  tank  in  inches; 
t  =  thickness  of  aide  plates  in  inches; 
p  =  hydrostatic  pressure  in  pounds  per  square-inch; 
8  =*  stress  per  vertical  inch  of  tank; 

8  =  unit  stress  in  a  vertical  section  of  tank,  in  pounds  per  square 
inch; 
S'  =  stress  per  horizontal  inch  of  tank; 

s'  =  unit  stress  in  a  horizontal  section  of  tank  in  pounds  per  square 
inch; 
S"  =  stress  per  lineal  inch  of  circumference,  due  to  wind; 
s"  =  unit  stress  in  pounds  per  square  inch  along  the  circumference, 

due  to  wind; 
T]  =  radial  stress  per  square  inch  in  a  hemispherical  bottom; 
Ti  =  radial  stress  per  square  inch  in  a  segmental  bottom; 
w  =  weight  of  a  cubic  foot  of  water; 
W  =  weight  of  tank  in  pounds; 

M  =  bending  moments  in  inch-pounds  at  a  distance  of  h  below  the 
top; 
I  =  moment  of  inertia. 
According  to  the  well-known  pipe  formula,  we  have 

Dividing  by  the  thickness  I  of  the  plates,  we  obtain  the  unit  stress  per 
square  inch: 

a-^.  (89) 

The  stress  per  horizontal  inch  of  a  tank,  caused  by  the  weight  of  the 

tank  is 

"        12«i  d       ■  *'*" 

from  which  we  obtain  the  unit  stress  per  square  inch: 

,      0.026  TT  ,„,, 
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1,  221.  —  Standard  Plan  for  Elevated  Steel  Tank. 
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The  stresses  caused  on  a  stand-pipe  by  wind  presBure  are  determined 
as  follows : 

The  wind  pressure  is  assumed,  in  ordinary  cases,  at  30  lbs.  per  eq.  ft., 
acting  on  two-thirds  of  the  surface,  or  at  20  lbs.  per  sq.  ft.  on  the  entire 
surface.  In  exposed  positions,  the  wind  pressure  should  be  taken  as 
40-50  lbs.  per  sq.  ft.,  acting  on  two-thirds  of  the  surface,  or  at  about 
30  lbs.  on  the  entire  surface. 

Assuming  20  lbs.  per  sq.  ft.  as  the  wind  pressure  on  the  whole  surface, 
we  obtain 

jtf  =  20xdAxAxy  =  120dft'.  (92) 

From  the  above  equation  we  find  the  unit  stress  in  the  extreme  fiber 
of  the  shell  to  be 


1.06  A*  (id)  approximately. 


The  method  of  computing  wind-stresses  in  elevated  tanks  is  explained 
on  p.  3d3. 
398.  Spherical  Bottom*  —  If  the  bottom  of  the  tank  is  a  hemisphere, 
the  radial  stress  per  square  inch  will 
be  one-half  of  the  stress  in  a  cylin- 
der of  the  same  radius,  subjected  to 
the  same  internal  pressure.  We 
have,  therefore, 


2t 

In  a  segmental  bottom  (Fig.  222) , 
let  W  represent  the  weight  of  watei' 
to  be  supported  by  the  tank  bottom 
at  the  level  a-a,  and  let  Ti'  be  the 
unit  stress  in  the  radial  joint.  Wc 
shall  have 

W'x  csc9      W  X  csc*e 


'Xfei 


FiQ.  222.  —  Segmental  Bottom  (or 
St«el  Tank. 


r,'  = 


2  X  12iri 


24rT,( 


(95) 


Substituting  in  the  above  equation  for  W  its  value  62.5  hirt*  = 
62.5  Axfi'  sin'  0,  we  obtain 

62.5Ari^2.6Ar. 

r.  =-247--— ^  ^*' 

When  Ti  =  r  the  above  equation  becomes  equation  (94)  for  a  hemi- 
spherical bottom. 

•  "Strufitural  Enginoera'  Handbook,"  by  Milo  S.  Kptchum,  C.  E.,  p.  366, 


Digitized  by  Google 


THE  TOWERS 


399.  The  towers  for  steel  tanks  have  usually  four  columns,  inclined 
where  possible  on  a  batter  of  not  less  than  1  in  12.  The  inward  thrust 
exerted  by  the  posts  against  the  tank  is  opposed  by  a  circular  girder,  not 
lees  than  24  ins.  in  width,  placed  in  such  a  position  with  regard  to  tlie 
connection  that  the  bending  moment  produced  in  the  post  is  reduced  to 


PiQ.  223.  —  Column  Connection. 

a  minimum.  If  the  posta  are  vertical,  the  width  of  the  circular  girder 
may  be  reduced  to  18  ins.  Each  column  must  be  securely  anchored  to 
the  foundation,  so  as  to  be  able  to  withstand  the  maximum  uplifting 
stresses  caused  by  the  wind  acting  on  an  empty  tank.  The  columns 
are  supported,  at  intervals  of  20  to  40  ft.,  by  lateral  bracing,  which,  also, 
forms  wind-bracing.     The  tower  is  designed  according  to  the  usual 
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methods  for  structural  work,  the  effect  of  wind  pressure  being  computed 
as  explained  on  page  3d3. 

In  order  to  avoid  eccentric  loading  in  the  posts  and  local  stresses  in 
the  tank  plates,  the  connection  between  the  posts  and  the  t^nk  must  be 
made  in  BUch  a  manner  that  the  center  of  gravity  of  the  column  sections 
shall  intersect  the  tank  at  the  center  of  the  girder  connection.  Fig.  223 
shows  a  good  design  for  this  connection. 

The  cap  and  base  plates  should  be  made  of  steel.  The  latter  should 
have  sufficient  thickness  and  size  to  distribute  the  weight  on  the  founda- 
tion pier  without  causing  excessive  pressure.     The  pressure  on  the  bear- 


Fio.  224.  —  Base^ilate  for  Angle  Post.  Fw.  225.  —  Baae-pUte  for  Channel  Post- 
ing plate  should  not  exceed  the  following  safe  limits,  expressed  in  pounds 
per  square  inch : 

Portland  cement  concrete 400   ■ 

Sandstone  (firet  class) 400 

Limestone  (first  olaas) 500 

Granite  (first  class) 600 

Hard  brick  with  Portland  cement  mortar 200 

Figs.  224  and  225  show  approved  designs  for  the  base  of  the  columns. 

Each  column  should  be  securely  anchored  to  its  foundation  by  anchor 
bolts  of  wrought  iron  or  mild  steel  bearing  against  anchor  plates,  not 
less  than  ^  in.  thick  under  the  nut,  and  set  in  the  foundation  piers  several 
inches  above  the  bottom.  These  bolts  must  be  strong  enough  to  resist 
safely  the  stresses  caused  by  wind  pressure  and,  also,  the  shearing  forces 
on  the  column  footing. 

The  wind  bracing  should  be  made  either  of  wrought  iron  or  steel  rods, 
arranged  for  tightening,  or  built  up  of  rivete<l  structure  members. 
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400.  The  foundation  piers  should  be  pyramidal  in  shape,  with  a 
height  not  less  than  the  mean  width.  When  the  columns  are  inclined, 
the  piers  must  be  so  designed  that  the  resultant  of  the  vertical  and  hori- 
zontal forces,  due  to  direct  loading,  shall  pass  through  the  center  of 


Fig.  226.  —  Froet  Case  with  3-ply  Building  Paper  and  3  Air  Spaces.  ,, 

(Pittsburgh,  Dps  Moines  Steel  Co.) 

gravity  of  the  pier.  The  piers  should  be  founded  below  the  froet  level, 
and  the  tops  must  be  about  12  ins.  above  ground.  The  weight  of  the 
pier  when  buried  for  at  least  two-thirds  of  its  height  must  be  equivalent, 
to  the  calculated  net  uplift,  otherwise  the  weight  should  be  Ij  timea- 
this  amount.  ■' 
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401.  Inlet-pipe.  —  In  the  first  designs  for  steel  tanks,  the  inlet- 
pipes,  called  risers,  consisted  of  small  cast  iron  pipes  which  were  pro- 
tected against  frost,  in  cold  locahties,  by  wooden  casings.  For  modern 
steel  tanks  for  water  supply,  the  riser  consists  usually  of  a  large  riveted 
steel  pipe,  the  tank  having  a  full  diameter  opening  at  the  connection 
with  the  riser.    The  diameters  of  the  risers  vary  from  3  ft.  in  the  South- 


FiG.  227.  —  Water-heater  and  Circulating  SyBtem. 
(Pittsburgh,  Dcs  Moines  Steel  Co.) 

em  States  to  6  ft.  in  the  Northern  States  and  Canada,  where  the  winters 
are  severe.  In  these  large  risers,  an  insulating  layer  of  ice  forms  next 
to  the  steel,  but  a  free  passage  remains  for  the  water  through  the  center 
of  the  pipe.  No  frost  casing  is,  therefore,  needed  in  such  cases.  The  4-ft. 
riser  of  the  1,200,000  steeltank  at  Louisville,  Ky.,has  no  frost  protection. 
For  small  tanks,  however,  the  risers  have  smaller  diameters  than  4  ft., 
and  this  necessitates  in  cold  regions  a  frost  protection.  Such  a  protec- 
tion is,  also,  required  in  cold  places  for  tanks  used  for  fire  protection  in 
which  there  is  no  circulation,  except  when  water  is  drawn  to  extinguish 
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firea.  A  good  plan  of  making  a  frost  casing  is  shown  in  Fig.  226.  Ac- 
cording to  circumstances,  the  casing  can  be  made  2-,  3-,  or  4-ply.  Mineral 
wool  is  used  around  the  expansion-joint  at  the  top  of  the  riser. 

A  flanged  head  forms  the  bottom  of  the  riser  and  rests  upon  a  con- 
crete pier.  Flanges  placed  in  this  head  admit  the  inleU  and  outlet-pipes 
which  extend  upwards  a  few  feet  into  the  riser,  so  that  all  water  is  drawn 
off  well  above  the  level  of  the  mud  or  other  impurities  which  may  have 
accumulated  in  the  bottom.    This  deposit  must  be  removed  periodically 


Fia.  228. 


oAloulation  (haomm. 
-  DiAgr&m  for  Calculating  Wind  Strea 


D  a  Four-poBt  Tower. 


by  means  of  a  blow-off  valve,  without  interrupting  the  service  of  the 
tank.  A  suitable  manhole  is  provided  at  the  bottom  of  the  riser.  Fig. 
227  shows  a  standard  plan  for  the  bottom  of  the  inlet-pipe.  Small  tanks 
which  are  used  for  fire  protection  in  connection  with  automatic  sprinkler 
systems  may  require  some  heating  systems  similar  to  those  described 
on  p.  382,  in  addition  to  a  frost  casing. 

402.  General  Requirements.  —  The  arrangements  as  regards  roof 
pipe,  connecting  balcony,  ladders,  and  painting  are  about  the  same  for 
steel  tanks  as  those  made  of  wood.  The  roof  is  always  made  conical, 
and  must  have  a  hatch,  to  give  admittance  to  the  tank. 

M3.  Wind  Stresses  in  Elevated  Tanks  (Fig.  228).  — The  following 
method  of  calculating  wind  stresses  in  a  four-post   tower  has  been 
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adopted  by  the  Inspection  Department  of  the  Associated  Factory 
Mutual  Fire  Insurance  Companies  of  Boston,  Mass. 

"The  problem  involves  a  simple  application  of  graphic  statics,  and 
depends  upon  the  proposition  that  a  force  is  fully  determmed  when  its 
magnitude,  direction,  and  point  of  apphcation  are  known.  Such  a  force 
may  be  represented  by  a  Une,  and  the  stress  diagram  in  its  simplest  form 
represents  the  force  as  sides  of  a  polygon;  taken  in  order.  The  closing 
side,  in  reverse  order,  is  the  resultant  in  magnitude  and  direction.  The 
dif^am  shown  on  page  393  is  a  typical  one,  and  the  method  of  compu< 
tation  is  as  follows: 

"  A  represents  one  bent  of  a  100-ft.  tower,  supporting  a  40,000-gal. 
tank.  The  loadings  beginning  at  the  top  of  the  diagram  are  4330  lbs., 
applied  at  center  of  gravity  of  the  projected  surface  of  tank  and  roof; 
1750  lbs.,  which  is  equal  to  100  lbs.  per  ft.  for  one-half  the  height  of  the 
top  stage;  3500  lbs.,  which  is  equal  to  100  lbs.  per  ft.  for  one-half  the 
heights  of  the  top  and  middle  st^es;  and  3700  lbs.,  which  is  equal  to 
100  lbs.  per  ft.  for  one-half  the  heights  of  middle  and  bottom  stages. 
One-hiJf  the  wind  load  is  used  because  one  bent  is  being  considered. 

"  B  shows  the  stress  diagram  and,  as  it  is  drawn  to  scale,  the  force 
resulting  may  be  measured  directly  from  it. 

"  C  is  a  plan-view  of  a,  and  shows  the  wind  blowing  in  the  plane  of 
one  bent.  This  being  the  case,  the  axis  of  rotation  will  be  through  XX 
and  posts  R  and  jS  will  take  compression,  while  posts  0  and  P  will  take 
tension.  The  amount  of  the  compression  in  post  0  has  been  found  from 
the  diagram  to  be  39,600  Ite.  The  uplift  or  tension  in  the  anchor  bolt 
at  the  foot  of  post  P  will  be  a  like  amount.  Suppose,  however,  we  con- 
sider the  wind  blowing  in  some  other  direction,  and  determine  which  is 
the  worst  case  for  wind  loading. 

"  D  shows  the  same  plan-view,  with  the  wind  blowing  in  a  diagonal 
direction,  as  indicated  by  arrow.  The  axis  of  rotation  will  be  through 
XX,  and  this  being  the  case,  post  R  will  take  all  the  compression.  The 
relative  amounts  of  the  compression  in  these  two  axes  are  shown  to  bo 
as  follows: 

"  In  C  let  M  represent  the  total  overturning  moment,  then  the  com- 
M 


2yV2~     iy 


m 


"  In  other  words,  the  compression  in  R  in  Z)  is  the  same  as  the  com- 
pression in  either  R  or  S  in  C,  times  V2;  therefore,  the  maximum  com- 
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pressioD  due  to  the  load  may  be  taken  as  the  amount  scaled  from  the 
stress  diagram  multiplied  by  V^. 

"  Similarly,  the  maximum  tension  in  any  aet  of  anchor  bolta  will  be 
equal  to  the  maximum  compression  in  the  leeward  post  in  C,  less  one- 
fourth  the  total  weight  of  the  structure  and  tank, 

"  The  stresses  in  the  diagonal  rods  and  struts  are  considered  to  be 
the  maximum  when  the  wind  is  blowing  as  in  C,  and,  therefore,  may 
be  scaled  directly  from  the  digram." 
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CHAPTER  XIX 
FIRE  PROTECTION 

404.  General  Considerations.  —  One  of  the  principal  objects  for 
which  wjiter  worka  are  constructed  is  to  give  a  community  ample  pro- 
tection against  fire.  The  total  quantity  of  water  used  for  this  purpose 
is  only  a  very  small  percentage  of  the  total  consumption  of  the  com- 
munity; but,  when  needed,  it  has  to  be  delivered  quickly  and  frequently 
taxes  the  utmost  capacity  of  the  works.  In  many  cases,  the  fire  de- 
partment of  a  town  or  city  has  been  unable  to  cope  with  a  great  fire, 
either  because  the  water  works  were  badly  designed  or  insufficient  for 
fire  protection. 

In  order  to  control  such  a  fire,  enough  fire  streams  must  be  available, 
with  sufficient  pressure  to  reach  the  roofs  of  buildings  of  ordinary  heights, 
which  in  most  towns  will  not  have  more  than  four  stories,  and,  also,  to 
pass  through  the  flames  to  the  heart  of  the  fire.  Small  fire  streams  are 
of  service  for  fires  of  isolated  buildings  and  to  extinguish  fire  brands 
that  may  fall  on  roofs,  but  they  are  utterly  useless  for  extinguishing 
great  fires,  as  the  water  they  discharge  is  evaporated,  without  reaching 
the  seat  of  the  fire.  In  such  cases,  powerful  fire  streams  should  be  used, 
and  there  should  be  enough  of  them  available,  according  to  circum- 
stances. In  the  residential  or  suburban  districts  of  a  city,  two  to  four 
streatQS  may  suffice,  but  in  the  built-up  parts  of  the  city,  where  prop- 
erty of  great  value  is  stored,  twenty-five  to  fifty  good  fire  streams  may 
be  required. 

The  efficiency  of  the  water  works  system  for  extinguishing  fires  will 
depend  upon  the  quantity  of  water  that  can  be  discharged  into  a  fire, 
and  this  is  limited  by  the  size  of  the  mains  in  the  street,  the  number  of 
hydrants  within  a  reasonable  distance  from  a  fire,  and  the  pressure  that 
can  be  maintained  at  the  hydrants.  If  unlimited  means  were  at  the 
disposal  of  the  engineer,  it  would  be  comparatively  easy  to  make  ample 
provision  for  protection  against  fire;  but,  in  many  cases,  the  money 
available  for  the  purpose  is  limited,  and  the  officials  who  have  to  authorize 
its  disbursements  do  not  always  realize  the  necessity  of  having  plenty  of 
hydrants,  with  good  pressure,  in  the  important  parts  of  the  town.  The 
prevailing  custom  of  paying  private  water  companies  which  furnish  a 
town  or  city  protection  against  fire  a  fixed  annual  rental  per  hydrant 


Digitized  by  Google 


NUMBER  AND  SIZE  OF  FIRE  STREAMS  397 

inclines  the  authorities  of  a  comiuunity  to  try  to  Umit  the  number  of 
hydrants  as  much  as  possible. 

406.  Nnmber  and  Size  of  Fire  Streams.  —  In  small  communities, 
or  in  the  residential  or  suburban  districts  of  a  city,  two  to  four  fire 
streams,  each  delivering  about  200  gals,  per  min.  under  a  pressure  of  30 
to  45  lbs.  at  the  nozzle,  according  to  the  size  of  nozzle  used,  should  be 
available  for  any  fire  that  may  occur.  In  the  built-up  parte  of  a  city, 
each  fire  stream  should  discharge  not  less  than  250  to  300  gals.,  under  a 
pressure  of  about  45  lbs.  at  the  nozzle.  In  case  of  great  fires,  two  lines 
of  hose  can  be  siamesed  into  one,  and  with  this  arrangement  powerful 
fire  engines  are  able  to  deliver  streams  of  over  1000  gals,  per  min. 

In  order  to  flood  high  buildings  which  are  on  fire,  most  cities  having  a 
population  of  200,000  or  more  have  one  or  more  fire  towers  on  which 
several  fire  streams  can  be  joined  into  one  large  nozzle,  1^  to  2  ins.  in 
diameter,  capable  of  discharging  500  to  1000  gals,  per  min. 

The  fire  risk  varies  in  different  communities  of  the  same  size,  according 
to  the  closeness,  height,  and  character  of  the  buildings,  and  according  to 
the  business  carried  on.  There  is,  however,  not  much  difference  in  the 
protection  against  fire  required  in  ordinary  American  cities,  and  the 
number  of  fire  streams  that  should  be  available  depends  in  such  cases 
mainly  upon  the  population.  J.  Herbert  Shedd  appears  to  have  been 
the  first  engineer  to  devise  a  formula  for  calculating  the  number  of  fire 
streams  that  should  be  provided  in  a  community  of  a  given  size.  He 
based  his  rule  upon  his  own  experience,  and  upon  the  recommendations 
that  had  been  made  by  committees  in  various  New  England  towns.  Mr. 
Shedd  assim^ied  the  average  discharge  of  each  fire  stream  at  200  gals,  per 
min.  J.  T.  Fanning  made  also  an  estimate  of  the  number  of  iire  streams 
that  communities  of  different  sizes  should  have,  assuming  an  average 
discharge  of  281  gab.  per  fire  stream.  John  R.  Freeman  and  Emil 
Kuichling  have  made  similar  estimates,  based  upon  an  average  deliver^' 
of  250  gals,  per  fire  stream.  For  comparison  wegive  in  the  following 
table  the  number  of  fire  streams  required  in  ordinary  American  cities  and 
towns  of  different  sizes  for  proper  fire  protection,  according  to  the  four 
engineers  named  above. 

Mr.  Shedd's  formula  for  calculating  the  number  of  fire  streuns  re- 
quired, according  to  the  size  of  a  community,  is 


Number  of  fire  streams  =  0.006  VPopulation.  (98) 

Mr.  Kuichling's  formula  is 

Number  of  fire  streams  =  2.8  V^,  (99) 

where  X  =  number  of  thousand  inhabitants. 
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TABLE  LV.  — NUMBER  OF  SIMULTANEOUS  FIRE  STREAMS 
REQUIRED  IN  AMERICAN  CITIES  AND  TOWNS 


Popuktion 

1  fin^^'-ioa 
Ofepermin. 

Fuming.t 

'  ^"S^tk?" 

1,000 

2  to   3 

3 

4,000 
5,000 
10,000 
20,000 
40,000 

7 
S 
9 
11 
13 
14 
15 
.18 
23 

5 
7 
10 
14 

4to    8 
6  to  12 
8  to  15 
12  to  18 

e 
fl 

12 
18 

eo.000 

100,000 
160.000 
180,000 
200,000 

17 

22 

15  to  22 
20  to  30 

22 
23 

39 

■27 
30 
34 

3010  50 

*  Jour.  Now  EQcUnd  Wst> 


In  estimating  the  quantity  of  water  required  for  extinguishing 
fires,  an  allowance  should  be  made  for  probable  losses  from  broken 
connections  and  hydrants  left  open.  Including  those  losses,  the 
National  Board  of  Fire  Underwriters  recommend  the  following  fire 
flows,  which  are  based  upon  the  formula: 

G  =  1020  VP  (l  -  0.01  VP) 
where  G  =  gallons  per  minute  and  P  =  population  in  thousands. 
TABLE    LVa.  - 


Requlnd  (iw-flow,  mllon 

1,000 

1000 

28.000 

.^,000 

2,000 

1500 

40,000 

6,000 

4,000 

2000 

60,000 

7,000 

0,000 

2500 

80.000 

8,000 

10,000 

3000 

100,000 

9.000 

13,000 

3500 

125,000 

10.000 

4000 

22,000 

4500 

200,000 

12,000 

>r  200.0D0  populUien,  I3.IK»  (allDiu  n  minuui.  wilb  2000  to  BOOD  (alloiu  kdditioiul  [or 

aniDfalet  IdUmI  by  the  NatioDBl  Board  oF  Fin  Undarvritan.  on  "  StandardSchAduleJor  Gndini 


idannitan.  an     Standard  Sch«dule  (or  Gndini 
la  tb«r  Fin  Delenaeg  and  Physiad  ConditioiuT* 


Salt.    Raddentia]  DiitricU.  - 
tiw  buildinas.    Ssctioiu  vhen  b 
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ol  34lofy  building. 
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It  is  difficult  to  obtain  accurate  data  from  fire  departments  of  the 
number  of  fire  streams  that  were  playing  simultaneously  at  a  fire,  the 
total  quantity  of  water  used,  etc.  Some  idea  of  what  may  be  required 
in  great  fires  can  be  obtained  from  the  following  data  given  by  John  R. 
Freeman  in  the  Journal  of  the  New  England  Water  Works  Assoc,  Vol. 
VII,  p.  60,  and  by  the  National  Uoard  of  Fire  Underwriters. 
TABLE  LVl.  — SOME  GREAT  FIRES 


LociJily 

D>t« 

.^JJ™ 

above  tbo  ordi- 

Dec.      8,  1874 
Sept.  27,  1877 
Feb.    15,  188S 
Nov.    26,  1889 
Nov.   28,  1889 
Oct.    28,  1892 
Nov.         1898 
May      3,  1901 
April     3,  1902 
Nov.    12,  1904 
Feb.  7-8,  1904 
Feb.    20,  1905 

25 
25 
22 
20 
86 
66 

G>1>.  pv  mio. 
2,500 
9,500 
4,400 
6,700 
20,000 
21,200 

Oata. 

14,000,000 

4,380 

Atlantic  City,  N.  J 

16 

2,150,000 
70,000,000 

100 

20,000 

8,000 

' 

406.  Hydrant  Pressure.  —  In  the  early  water  works  of  this  country, 
the  water  pressure  at  the  hydrants  was  usually  about  40  to  50  lbs.  per 
sq.  in.  With  the  use  of  steam  fire  engines,  this  pressure  was  sufficient 
for  extinguishing  fires  in  buildings  that  rarely  had  more  than  four  stories. 
Modern  water  systems  usually  provide  pressures  of  60  to  80  lbs.  at  the 
hydrants.  With  60-lb.  pressure,  the  fire  hose  can  be  attached  directly 
to  the  hydrants  in  the  residential  districts  and  in  small  cities,  where  no 
buildings  have  more  than  four  stones,  providing  that  the  hydrants  are 
not  spaced  too  far  apart.  If  a  pressure  of  80  lbs.  can  be  maintained  at 
the  hydrants,  fires  in  the  commercial  and  manufacturing  centers  of  most 
American  cities  can  be  extinguished  by  attaching  the  fire  hose  to  the 
hydrants,  if  they  can  be  reached  with  hose  lines  not  exceeding  300  ft.  in 
length.  For  longer  lines,  fire  engines  would  be  required,  in  order  to 
obtain  sufficient  pressure  at  the  base  of  the  fire  nozzle.  With  a  water 
pressure  of  100  lbs.  and  proper  spacing  of  the  hydrants,  according  to  the 
fire  risks  in  different  parts  of  a  city  or  town,  fire  engines  can  be  dispensed 
with.  With  a  pressure  of  70  lbs.  per  sq.  in.  in  the  water  mains,  an  auto- 
matic sprinkler  supply  (see  Appendix)  may  be  maintained  in  buildings 
up  to  eight  stories  in  height. 
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Of  late  years,  a  number  of  large  cities  hsve  constructed  kigk  preasuTe 
water  systems  (p.  410)  having  independent  pipes  for  extinguishing  fires 
in  districts  in  which  modem  high  buildings  have  been  built.  In  some  of 
the  systems,  a  pressure  of  300  lbs.  per  sq.  in.  can  be  maintained  at  the 
hydrants  during  fires. 

The  efficiency  of  a  water  works  system  for  protection  against  fire  de- 
pends largely  upon  the  quantity  of  water  a  given  group  of  hydrants  can 
deliver  during  a  fire.  The  manner  in  which  this  can  be  tested  by  means 
of  Pilot  gauges  is  explained  on  p.  401. 

407.  Steam  Fire  En^es.  —  When  a  steam  fire  engine  —  briefly 
called  a  steamer  —  is  attached  to  a  hydrant,  the  available  pressure  for 
extinguishing  a  fire  can  be  much  increased. 

An  interesting  series  of  tests  showing  the  service  the  different  types  and 
sizes  of  the  steam  fire  engine  of  the  Boston  Fire  Department  could  render 
were  made  by  Dexter  Brackett,  M.  Amer,  Soc.  C,  E.,  in  1893.*  The 
estimated  capacity  of  these  engines  for  300  revolutions  varied  from  498 
to  057  gals,  per  min.  The  water  supply  was  obtained  from  a  post  hy- 
drant, located  at  the  end  of  an  8-in.  pipe,  240  ft.  ioi^,  which  was  con- 
nected with  a  12-in.  main.  The  hydrant  had  an  inner  diameter  of  Sj  ins. 
and  had  three  outlete,  viz.:  one  of  2j-in.  diameter  and  two  of  4j-in. 
diameter,  each  outlet  being  controlled  by  an  independent  valve.  When 
the  engines  were  not  drawing  the  water,  the  pressure  at  the  hydrant  was 
42  lbs.  Elach  of  the  steamers  tested  was  connected  with  one  of  the  4) 
outlets  by  an  ordinary  4-in.  suction  hose.  During  most  of  the  teats,  the 
length  of  the  hose  was  500  ft.,  except  when  using  a  large  Siamese  nozzle, 
in  which  case  the  length  of  the  line  was  only  200  ft.  For  a  single  line  of 
hose,  li-in.  and  IJ-in.  nozzles  were  used.  For  two  lines  siamesed  into 
one  nozzle,  the  diameter  of  the  nozzles  tested  varied  from  IJ  to  2  ins. 

These  tests  showed  that  the  smallest  fire  engine  was  capable  of  de- 
livering two  good  (ire  streams,  each  about  275  gals,  per  min.,  through 
500  ft.  of  hose,  and  that  the  largest  engine  could  deliver  from  900  to  975 
gals,  per  min.  equal  to  three  good  l^-in.  streams.  In  all  of  the  tests  the 
steamers  obtained  their  water  supply  under  a  pressure  of  30  to  40  lbs. 
If  they  had  had  to  draw  water  entirely  by  suction,  the  firestreams  would 
not  have  been  so  great. 

The  test  also  showed  that  when  the  length  of  the  hose  exceeded  500  ft., 
powerful  fire  streams  could  be  obtained  by  using  two  lines  of  hose  with 
Siamese  connection.  The  smallest  engine  with  a  single  line  of  2)-in. 
hose,  800  ft.  long,  and  with  a  water  pressure  of  150  lbs.  at  the  engine, 
had  only  a  nozzle  pressure  of  30  lbs.,  while  the  same  engine,  with  the 
same  engine  pressure,  but  using  two  lines  of  2^-in.  hose,  siamesed  into  a 
*  Jour.  New  Englaod  Water  Works  Asaoc.,  IX,  p,  153. 
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50-ft.  line  with  a  If-in.  nozzle,  had  a  pressure  of  55  lbs.  at  the  nozzle. 
In  the  first  case  the  stream  dehvered  only  250  gals,  per  minute,  and  was 
not  effective  at  about  the  third  story.  In  the  second  case  the  delivery 
was  425  gals,  per  min.,  and  the  stream  was  effective  80  ft.  above  the 
ground.  The  tests  showed  that  the  efficiency  of  the  iire  engines  de- 
pended principally  upon  the  ability  of  the  boilers  to  keep  up  the  re- 
quired steam  pressure. 

408.  Flow  Tests  of  Hydrants.  —  In  testing  the  efBciency  of  a  water 
works  system  in  preventing  fires,  the  quantity  of  water  that  can  be  ob- 
tained from  a  group  of  hydrants,  in  a  given  time,  for  extinguishing  fires 
must  be  measured.  The  hydrants  need  only  be  kept  open  for  a  short 
time — say  3  or  5  minutes.  This  will  be  sufficiently  long  to  determine 
the  drop  of  pressure  in  the  mains,  caused  by  the  opening  of  the 
hydrants.    The  length  of  time  during  which  the  flow  can  be  maintained 


Fia.  229.  —  Hydrant  Pilot  Tube. 

can  be  determined  by  the  available  storage  of  water,  the  size  of  the 
pumps,  and  the  size  of  the  principal  main  from  which  the  water  must 
be  obtained.  In  making  these  teats,  usually  3  to  6  hydrants,  and  occa- 
sionally even  more,  are  opened  simultaneously,  and  a  record  of  the  vari- 
ation of  the  pressure  in  the  main  is  kept  at  some  hydrant  near  the 
center  of  the  group,  by  means  of  a  pressure  gauge.  If  the  supply  of 
water  is  ample,  all  of  the  outlets  of  the  hydrants  should  be  opened.  If 
this  causes  too  great  a  drop  in  the  pressure  of  the  main,  some  of  the 
outlets  must  be  closed,  the  object  being  to  determine  the  quantity  of 
water  that  can  be  maintained  for  fire  purposes. 

The  discharge  from  each  hydrant  outlet  can  be  measured  accurately  by 
means  of  suitable  water  meters,  or  by  attaching  to  the  outlet  a  short  piece 
of  fire  hose,  provided  with  a  large  smooth  nozzle,  the  flow  through 
which  is  measured  by  means  of  a  Pitot  tube  and  pressure  gauge,  in  the 
manner  done  by  John  R.  Freeman  in  his  "Experiments  Relating  to  the 
Hydraulics  of  Fire  Streams."  *  A  simpler  and  shorter  method,  which 
gives  results  that  are  probably  correct  within  5  per  cent,  has  been  de- 
veloped by  the  engineers  of  the  Committee  of  Fire  Prevention  of  the 
National  Board  of  Fire  Underwriters,  and  has  been  used  in  testing  hy- 
•  Trans.  Am.  8oc.  C.  E.,  1889,  XXI,  p.  303. 
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drant  streams  in  over  250  cities  and  towns.  It  consists  in  measuring, 
by  means  of  a  Pilot  tube  and  pressure  gauge,  the  average  velocity  of  a 
fire  stream  issuing  from  an  open  hydrant  outlet.  This  tube  consists  of 
two  parts  which  are  screwed  together  {Fig.  229).  The  part  which  is 
held  in  the  stream  is  shaped  Uke  a  blade,  and  is  4  or  4)  ins.  long.  One  of 
its  ends  is  closed,  and  a  small  inlet-tube  is  fastened  near  this  end  to  the 


Fio.  229a.  —  Gaupng  Flow  of  Hydrant  with  Ktot  Tube. 

blade  and  at  right  angles  thereto.  The  second  part  of  the  Pitot  tube  is 
a  piece  of  J-in.  brass  pipe,  8  or  10  ins.  long,  which  forms  the  handle  of 
the  instrument.  A  pressure  gauge  is  attached  to  the  handle  at  its  open 
end.  By  placing  a  union  in  this  connection,  the  joint  may  be  kept 
tight  in  whatever  position  the  gauge  may  be  held. 

In  using  this  Pitot  tube,  the  inlet-tube  is  moved  to  different  points  in 
the  cross-section  of  the  fire  stream  with  a  view  of  determining  the  aver- 
age velocity  of  the  stream  (Fig.  229a).     For  small  outlets,  21  ins.  or 
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leas  in  diameter,  it  ie  only  necessary,  in  ordinary  cases,  to  measure  the 
maximum  velocity  of  the  stream  at  the  center  of  the  outlet.  By  multi- 
plyii^  this  velocity  by  a  coefficient  found  by  experiments,  the  average 
velocity  ie  obtained.  For  larger  outlets  the  average  velocity  of  the  fire 
stream  can  be  found  with  sufficient  accuracy  by  taking  the  average 
velocity  recorded  at  the  center  of  the  outlet  and  at  each  end  of  its  verti- 
cal and  horisontal  diameter.  In  measuring  these  velocities,  the  inlet  of 
the  Pitot  tube  should  not  be  placed  nearer  than  }  in.  from  the  sides  of 
the  outlet,  as  the  velocity  diminishes  very  rapidly  at  the  sides,  owing  to 
friction.  A  little  practice  with  these  instruments  soon  makes  a  person 
expert  in  using  them. 

When  the  pressure  at  s  hydrant  is  low,  the  stream  flowing  from  it  may 
not  fill  the  whole  area  of  the  outlet.  In  such  cases  the  area  of  no  fime  is 
generally  s  segment  at  the  bottom  of  the  outlet.  Any  projection  into 
the  stream,  such  as  the  stem  of  an  independent  valve,  or  the  roughness 
of  the  hydrant  nipple,  will  produce  small  holes  in  the  stream.  The  areas 
of  no  flow,  which  can  usually  be  measured  with  sufficient  accuracy  by 
means  of  an  ordinary  scale,  must  be  deducted  from  the  total  area  of  the 
outlet,  found  by  careful  calibration,  before  multiplying  by  the  average 
velocity  of  the  stream,  in  order  to  obtain  the  discharge. 

The  most  convenient  pressure  gauge  for  use  with  the  Pitot  tube  de- 
scribed above  is  a  3-in.  gauge,  graduated  in  half  pounds,  from  0  to  50  lbs, 
This  gauge  can  be  easily  read  to  the  nearest  quarter  of  a  pound.  Before 
using  the  pressure  gauge,  it  should  be  tested  by  means  of  a  weight  tester 
made  for  this  purpose,  or  by  comparison  with  an  accurate  test  gauge, 
or  with  a  water  column.*  In  making  these  tests  the  gauge  should  be, 
as  nearly  as  possible,  in  the  condition  in  which  it  is  to  be  used,  as 
regards  temperature,  exposure  to  the  sun,  etc.  A  gauge  may  be  very 
accurate  in  a  cool  drafting  room,  but  may  give  very  different  results 
when  exposed  to  the  sun.  For  low  pressures  of  a  pound  or  less,  the 
gauges  mentioned  above  are  not  always  sensitive  enough.  In  such  cases 
the  pressures  can  be  easily  and  accurately  found  by  replacing  the  gauge 
by  a  small  rubber  tube,  full  of  water  and  open  at  the  top,  which  must  be 
held  at  the  elevation  at  which  the  water  begins  to  overflow  the  tube.  By 
measuring  the  vertical' height  of  the  top  of  this  tube  above  the  center  of 
the  hydrant  outlet,  the  pressure  at  the  hydrant  can  be  easily  found. 

In  using  the  method  of  measuring  lire  strea^ns  at  hydrant  outlets, 
described  above,  i.e.,  by  multiplying  the  area  of  flow  by  the  average 

■  EmilKuichlingiM.  Am.  Soc.C.E.,  while  Chief  Engineer  of  the  Roch(«terWat(^^ 
Works,  made  careful  tests  of  the  best  pressure  gauges  he  could  (^tiun  in  the  market, 
by  comparing  them  with  a  water  coluran,  the  height  of  which  was  varied.  He  foiinil 
many  of  the  gauges  to  be  inaccurate,  especially  for  low  pressures. 
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velocity  found  by  the  Pitot  tube,  the  results  obtained  are  aomewhat 
greater  than  the  actual  discharges,  and  the  quantities  obtained  must  be 
multipUed  by  a  coefficient  found  by  experiments.  By  accurate  testa 
made  on  three  different  makes  of  hydrants,  with  outlets  of  various  sizes 
and  with  velocities  of  flow  caused  by  pressures  varying  from  J  to  28  lbs., 
the  engineers  of  the  National  Board  of  Fire  Underwriters  found  the 
actual  discharges  to  be  0.85  to  0.96  of  the  theoretical  quantities,  the 
average  being  about  0.90.  In  these  experiments,  the  actual  dischaiges 
were  measured  by  means  of  a  Venturi  meter,  a  Worthington  current 
meter,  and  by  measuring  the  flow  in  the  supply  pipe  with  a  pitometer. 
The  coefficient  of  0.90  can  be  safely  used  in  the  above  described  method 
of  fijiding  the  discharge  from  a  hydrant,  after  proper  deductions  have 
been  made  for  areas  of  no  flow* 

409.  Freeman's  Experiments  with  Fire  Streams.  —  In  1888  John 
R.  Freeman  made  a  series  of  experiments  for  the  Associated  Factory 
Mutual  Companies  of  New  England  to  determine: 

1.   The  dischargee  from  various  kinds  of  fire  nozzles  under  different 


2.  The  losses  of  pressure  caused  by  friction  in  different  kinds  of  fire 
hose,  and  by  the  curves  and  sinuosities  of  a  hose  line. 

3.  The  loss  of  pressure  resulting  from  reducing  the  water  way  at  the 
coupling  of  a  hose. 

4.  The  effective  reach  as  r^ards  height  and  distance  of  fire  streams 
from  various  kinds  of  nozzles,  under  different  pressures. 

5.  The  distribution  of  velocity  in  jets  from  fire  nozzles. 

The  results  of  these  experiments  were  given  by  Mr.  Freeman  in  detail 
in  a  paper  on  "Experiments  relating  to  the  Hydraulics  of  Fire  Streams" 
published  in  Trans.  Am.  See.  C.  E.,  1889,  XXI,  p.  303,t  with  numerous 
practical  tables. 

Mr.  Freeman's  experiments  were  made  with  the  utmost  care.  The  pres- 
sures la  the  hose  line  were  measured  accurately,  by  means  of  two  light, 
portable,  open,  mercury  columns,  each  about  20  ft.  high,  and  capable  of 
registering  pressures  up  to  120  lbs.  per  sq.  in.  One  of  these  columns  was 
placed  about  5  ft.  from  the  hydrant  from  which  the  water  for  the  experi- 
ments was  obtained,  and  the  other  was  attached  to  the  hose  line  at  the 
base  of  the  fire  nozzle.  In  order  to  obtain,  as  nearly  as  possible,  the 
average  pressure  in  the  hose  at  the  points  where  the  mercury  columns 

*  The  author  is  indebted  to  Ge<»^  W.  Booth,  Chief  Engineer  of  the  Coimnittee  on 
Water  Supply  of  the  National  Board  of  Underwriters,  for  the  facta  stated  above,  and 
for  other  Taluable  infonnation  about  fire  protection. 

t  A  Bhorter  account  of  these  experiments  is  ^venui  the  Jour.  New  England  Water 
Works  Assoc.,  1889,  IV,  p.  96. 


Digitized  by  Google 


FREEMAN'S  EXPEKIMENTS  WITH  FIRE  STREAMS 


405 


were  placed,  these  columns  were  attached  to  hollow  couplings  placed  in 
the  hose  line,  each  having  four  small  holes  at  the  extremities  of  two  diam- 
eters at  right  angles  to  each  other.  A  timber  tank  lined  with  sheet  zinc, 
having  a  capacity  of  1450  gals.,  was  used  for  measuring  the  discharges  of 
the  different  fire  streams  tested  in  the  experiments.  During  the  experi- 
ments, the  pressure  in  the  water  main  was  about  75  lbs.  at  the  hydrant, 
and  it  was  forced  up  at  times  to  130  lbs,,  by  means  of  an  engine. 

410.  Fire  Nozzles.  —  About  forty  different  kinds  of  nozzles,  vary- 
ing in  diameter  from  |  to  13  ins.,  were  tested,  in  order  to  find  the  one 
that  gave  the  best  jet.  Smooth  nozzles  (Fig.  230)  were  found  to  give 
jets  a  little  superior  to  those  of  ring  nozzles  (Fig.  230a).    A  smooth  coni- 


FlO.  230.  —  Smooth  Nozzle. 


Fig.  230o.  —  Square  Ring  Nozzle. 


cal  nozzle  gave  the  best  results.  Such  a  nozzle  was  designed  by  Mr. 
Freeman  after  his  experiments  had  been  completed.  In  jets  from  the 
best  nozzles,  the  velocity  of  the  water  was  found  to  be  uniform  through- 
out the  cross-section  of  the  jet,  except  in  the  immediate  vicinity  of  the 
walls  of  the  orifice.  The  actual  velocity  of  discharge  in  the  central 
portion  of  jets  from  sharp-edged  and  conical  orifices  was  equal  to  the 
theoretical  velocity,  but  the  mean  velocity  of  the  whole  jet  was  always 
slightly  less  than  the  theoretical  velocity,  owing  to  the  retardation  caused 
by  the  walls  of  the  orifice.  The  average  coefficients  of  dischai^  for  the 
two  principal  kinds  of  nozzles  based  upon  Freeman's  experiments,  are: 
0,974  for  smooth  nozzles,  and  0.740  for  ring  nozzles. 

411.  Fire  Hose.  —  The  tests  included  hose  made  of  leather,  solid 
rubber,  unlined  linen,  and  various  kinds  of  rubber-lined  hose.  Most  of 
it  was  nominally  2\  ins.  in  diameter,  the  actual  diameter  varying  from 
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21*8  to  2f  ins.  Some  tests  were  made  with  2-in.  and  ZJ-in.  hose.  The 
pressure  in  the  hose  varied  from  15  to  125  lbs.,  and  the  deliveries  from  50 
to  325  gals,  per  min. 

The  character  of  the  inner  surface  of  a  hose,  as  regards  Bmoothness, 
was  found  to  have  a  very  material  effect  on  the  discharge.  Curves  of 
any  radius,  possible  without  cramping  the  hose,  had  but  a  trifling  effect 
in  retarding  the  flow.  The  usual  sinuosity  of  a  hose  line  was  found  to 
increase  the  friction  in  the  hose  only  about  5  per  cent.  The  loss  of 
pressure  caused  by  suddenly  reducing  and  then  enlarging  the  area  of  the 
water  way,  by  using  couplings  having  diameters  slightly  smaller  than 
that  of  the  hose,  was  found  to  agree  fairly  well  with  the  theory  that  this 
loss  equals  the  head  corresponding  to  the  difference  in  velocity  due  to 
passing  from  a  contracted  channel  to  a  larger  one. 

412.  Dexter  Bracken's  Experiments  on  Lobs  of  Pressure  in  Fire 
Hose.  —  In  1893  Dexter  Brackett,  M.  Am.  Soc.  C.  E.,  made  acme 
experiments  *  in  Boston  to  find  the  loss  of  pressure  caused  by  friction 
in  Are  hose  and,  also,  to  ascertain  the  effect  of  using  2^-in.  couplings  on 
a  line  of  3-in.  hose.  For  the  latter  purpose,  2i-in.  bushings  were  placed 
at  each  coupling  of  the  3-in.  hose,  to  obtain  the  same  effect  that  would 
be  caused  by  using  2J^n.  couplings.  In  aU  of  these  tests  the  lines  of 
hose  were  500  ft.  long.  With  the  same  water  pressure  at  the  steamer, 
and  each  line  having  a  1  J-in.  nozzle,  the  pressure  at  the  nozzle  of  a  line 
of  3-in.  hose  was  found  to  be  12  to  15  lbs.  greater  than  that  obtained  with 
a  2}-in.  hose.  When  a  li-in.  nozzle  was  used  for  the  3-in.  hose,  and 
a  Ij-in.  nozzle  for  the  2J-in.  hose,  both  nozzles  had  the  same  effective 
pressure,  but  the  delivery  of  the  former  exceeded  that  of  the  latter  by 
20  to  25  per  cent. 

The  use  of  a  2J-in.,  instead  of  a  3-in.,  coupling  in  a  line  of  3-in.  hose 
caused  a  loss  of  about  i  lb.  at  each  coupling  when  discharging  475  gals, 
per  min.  The  friction  loss  on  the  hose  itself  was  found  to  be  about  as 
follows: 


Dcocription 

2i0sa]>.p«mi>.. 

3001.1..  iw  min. 

LbH. 

13 

8 
8 

Lljfl. 

3-in.  hose,  3-in.  couplingti 

10.5 

The  following  test  shows  the  advantage  of  using  34n.  hose  for  long 
lines: 
With  a  steamer  using  a  line  of  2|-in.  hose,  600  ft.  long,  and  a  IJ-in. 
'  Jour.  New  Bni^lancl  Water  Works  .\jmoc.,  1S04,  IX,  p.  151. 
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nozzle,  300  gals,  per  miti.  was  dischai^ed,  the  water  preasure  at  the 
steamer  being  150  lbs.  When  a  hne  of  3-in.  hose  was  substituted  for  the 
2)-in.  hose,  only  105  lbs.  pressure  was  required  at  the  steamer,  in  order 
to  make  the  same  delivery.  The  3-in.  hose  is  too  heavy  to  be  handled 
without  difficulty  on  ladders  and  in  buildings,  but  is  of  great  use  on  long 
lines  of  hose,  laid  in  the  street,  if  one  or  two  lengths  of  2)-in.  hose  are 
attached  for  the  use  of  the  hoseman.  When  both  of  these  sizes  may  be 
used,  it  is  an  advantage  to  use  only  2i'in.  couplings,  to  facilitate  making 
connections,  as  the  loss  of  pressure  they  cause,  placed  in  a  hne  of  3-in. 
hose,  is  insignificant. 

413.  Loss  o/  Preasure  in  a  Hydrant.  —  During  his  tests  of  fire 
streams,  Mr.  Brackett  ascertained  the  loss  of  pressure  caused  by  the 
hydrant  from  which  he  obtained  the  water  for  these  trials.  As  stated 
on  p.  400,  it  was  a  post  hydrant,  located  at  the  end  of  an  8-in.  pipe.  It 
had  an  inner  diameter  of  6|  ins.,  a  6-in.  rubber  valve  and  three  outlets, 
each  controlled  by  an  independent  valve.  Two  of  these  outlets  had  a 
diameter  of  ii  ins.,  and  the  third  had  a  diameter  of  2i  ins.  The  loss  of 
pressure  caused  by  the  hydrant  was  determined  by  recording  the  pressure 
shown  by  a  gauge  attached  to  the  8-in.  pipe,  at  the  base  of  the  hydrant, 
and  that  indicated  by  a  piezometer,  attached  to  the  suction  hose  of  the 
steamer.  When  the  entire  discharge  of  the  hydrant  was  taken  from  one 
of  the  l^-in.  outlets,  the  friction  loss  in  the  hydrant  was  4  lbs.  for  a  de- 
livery of  500  gals,  per  min.,  and  16  lbs,  when  the  delivery  was  doubled. 
A  large  proportion  of  this  loss  was  found  to  be  caused  by  the  outlet 
valves. 


Fig.  231.  —  Freemftn'i 


c 
e  NoEsle  with  Pieaometer  ConnectioD. 


414.  The  Nozzle  as  a  Water  Meter.  —  The  experiments  made  by 
Mr.  Freeman  showed  that  small  quantities  of  water  could  be  measured 
as  accurately  with  a  fire  nozzle  as  with  a  weir.  The  former  can  be  used 
in  this  manner  for  measuring  the  delivery  of  a  pump.     Mr.  Freeman 
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designed  for  this  purpose  the  Siamese  nozzle,  shown  in  Fig.  231 .  It  has 
a  3i-in.  barrel  and  three  2i-in.  connections.  This  nozzle  will  measure, 
within  about  i  per  cent,  a  flow  of  1400  gals,  per  min.,  equal  to  about  2 
million  gallons  per  day.  It  weighs  about  75  lbs.  and  costs  about  $100. 
In  using  this  nozzle  it  should  be  attached  to  new  rubber-lined  hose.  If 
possible,  the  pressure  should  be  measured  for  accurate  experiments  by 
a  mercury  column.  For  ordinary  practical  purposes,  a  good  Bourdon 
duplex  spring  gauge,  tested  before  being  used,  will  answer.  A  mistake 
of  2  per  cent,  caused  in  reading  the  pressure  by  such  a  gauge,  would  only 
make  an  error  of  about  1  per  cent  in  the  quantity  of  the  discharge. 

416.  Location  of  Hydrants.  —  The  spacing  of  the  hydrants  for 
proper  fire  protection  depends  upon  the  nature  of  the  locality,  and  upon 
the  pressure  that  can  be  maintained  at  the  hydrants  during  fires.  As  a 
hydrant  may  be  out  of  service,  on  account  of  being  frozen,  or  out  of  order, 
at  least  two  hydrants  should  be  available  for  putting  out  a  fire  that  may 
occur  in  a  small  town  or  in  the  suburbs  of  a  large  city.  Practical  ex- 
perience shows  that  single  hose  hnes  should  not  exceed  a  length  of  about 
500  ft.  for  good  service.  For  greater  lengths,  it  is  advisable  to  use 
two  lines  of  hose  and  to  Siamese  them  into  a  single  line  near  the  fire 
nozzle.  In  a  residential  or  suburban  district,  the  distance  from  hydrant 
to  hydrant  should  be  about  300  to  500  ft.  In  the  closely  built-up 
parts  of  a  city  or  town,  this  distance  should  not  exceed  150  to  250  ft. 
The  linear  spacing  of  hydrants  does  not,  however,  give  a  correct  idea  of 
the  fire  protection  they  afford,  as  this  evidently  depends  also  upon  the 
depth  of  the  lots  that  have  to  be  protected  by  fire  hydrants  placed  along 
their  front.  With  deep  lots,  more  hydrants  will  have  to  be  placed  in 
the  streets  bounding  them  than  would  be  required  for  lots  of  less  depth. 
Basing  the  placing  of  the  hydrants  upon  the  area  to  be  protected,  in- 
stead of  upon  the  length  of  mains,  a  safe  fire  protection  is  afforded  by 
having  one  hydrant  per  acre  in  closely  built-up  districts,  and  one  hydrant 
per  three  acres  in  residential  and  suburban  sections. 

416.  Freeman's  Tables  for  Fire  Streams.  —  Based  upon  his  experi- 
ments, Mr.  Freeman  prepared  a  series  of  practical  tables  for  fire  streams 
for  nozzles  varying  from  |  to  If  ins.  in  diameter,  for  pressures  from  5 
to  100  lbs.  per  sq.  in.  at  the  base  of  the  play-pipe.  These  tables  give 
the  discharges  of  different  sizes  of  nozzles,  under  different  pressures,  and 
the  pressure  lost  by  friction  in  2J-in.  fire  hose,  from  50  to  1000  ft.  in 
length.  In  computing  these  tables  the  coefficient  of  discharge  for  a 
smooth  nozzle  was  assumed  at  0.974  and  the  following  values  were 
adopted  in  figuring  the  losses  caused  by  friction,  including  an  allowance 
for  ordinary  curves  and  for  ordinary  slight  excess  of  actual  over  nominal 
diameter. 
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Lost  of  Pressure  in  100  /(.  of  2i-in.  Fire  Hose 

Linen  hose 30 

Inferior  rubber-lined  hoee 28 

Beet  rubber-lined  hose 13 

417.  Fire  Stream  Tables  of  the  National  Board  of  Fire  Under- 
writers.—  We  give  in  the  Appendix  practical  data  connected  with  fire 
streams,  based  upon  the  experiments  of  John  R.  Freeman  (Trans.  Am. 
Soc.  C.  E.,  Vols.  XXI  and  XXIV) ;  and  upon  teats  of  mbber-Uned  fire 
hose  made  in  Octol>er,  1909,  by  the  engineers  of  the  National  Board  of 
Fire  Underwriters,  with  the  assistance  of  the  New  York  Fire  Depart- 
ment, in  cooperation  with  the  engineers  of  the  Department  of  Water 
Supply,  Gas  and  Electricity  of  the  City  of  New  York.  These  tables 
are  reproduced  by  the  courtesy  of  the  National  Board  of  Fire  Under- 
writers from  a  booklet  it  published  in  1912  on  "Fire  Enpne  Tests  and 
Fire  Stream  Tables."  They  give  the  discharge  of  smooth  nozzles,  1 
to  2S  ins.  in  diameter,  for  pressures  varying  from  20  to  100  lbs.  per  sq. 
in.  For  fresh  water  the  discharge  for  any  size  nozzle  can  be  determined 
by  the  following  formula: 

Gallons  per  minute  =  29.83 cd"  Vp,  (100) 

where  d  =  diameter  of  nozzles  in  inches,  measm«d  to  toVt  of  an  inch; 
p  =  pressure  in  pounds  per  square  inch,  recorded  on  Pitot  gauge; 
c  =  a  constant,  varying  from  0.990  for  1  in.  nozzles  to  0.997  for 
6-in.  nozzles. 

For  ordinary  use  the  formula  can  be  reduced  to 

Gallons  per  minute  -  29.7  d*Vp.  (101) 
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CHAPTER  XX 
HIGH-PRESSURE  WATER  SYSTEMS 

418.  Necesuty  of  High-pressure  Water  in  Cities.  —  The  value  of 
buildings  aud  property  in  large  cities  in  the  United  States  has  grown  so 
rapidly  of  late  that  the  question  of  proper  protection  against  fire  has 
become  of  paramount  importance.  Great  conflagrations  within  the 
past  20  years  have  shown  the  inefficiency  of  the  present  systems  of  pro- 
tection. What  has  made  the  extinguishing  of  fires,  in  many  cases,  very 
difficult,  is  the  great  height  of  modern  buildings,  which  necessitates  an 
increase  in  pressure  in  the  fire  streams, 

419.  Separate  Water  Supply  Systems  for  Fire  Protectioa.  —  In 
some  of  the  cities  situated  on  the  seacoast,  on  lakes  or  rivers,  powerful 
fire-boat«  have  been  maintained  as  auxiliaries  to  the  steam  fire  et^nea. 
These  boats  are  of  great  help  in  extinguishing  fires  that  occur  near  the 
water  front.  To  make  them  available  for  fires  further  inland,  some  cities 
began,  about  25  years  ago,  to  lay  special  lines  of  pipe  from  the  water 
fronts  to  important  business  sections,  and  to  make  connection  to  enable 
the  fire-boats  to  pump  water  directly  into  these  pipe  lines.  This  was  a 
step  towards  proper  protection  against  fire,  but  in  winter,  ice  occasion- 
ally prevented  the  fire-boata  from  being  able  to  connect  to  the  special  line 
of  pipe.  For  this  reason  permanent  pumping  stations  for  fire  protection 
were  gradually  built,  to  replace  the  service  from  fire-boats,  and  the  lines 
of  special  pipe  for  protection  against  fire  were  extended  until  they  formed 
independent  systems  of  pipe,  used  only  for  extinguishing  fires.  Some 
cities  *  have  gravity  supplies  giving  pressures  of  116  to  ISOIbs.  persq.  in., 
which  is  sufficient  in  many  places  for  proper  protection  agunst  fire,  but 
in  the  majority  of  cases  the  pressure  desired,  usually  150  to  300  lbs.  per 
sq.  in.  at  the  hydrants,  must  be  obtained  by  pumping  with  powerful 
engines  or  by  buildii^  high-service  reservoirs.  The  latter  method  was 
adopted  for  the  "high-pressure"  pipe  system  of  San  Francisco. 

Cleveland,  Detroit,  Milwaukee,  Boston,  and  Buffalo  were  unong  the 
first  cities  in  the  United  States  to  lay  and  maintain  independent  fire 
service  mains. 

The  special  provisions  made  for  protecting  buildings,  such  as  auto- 
matic sprinkler  systems,  etc.,  are  described  in  the  Appendix. 

*  providence,  R.  I.;  Idwrence,  Mass.;  Worenster,  Mass.;  Newark,  N,  J.,  etc. 
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420.  Sj^-pressure  Water  System  <sS  New  York.  —  The  city  of  New 
York  made  a  b^inmng  of  &  higbr-pressuTe  system  in  1906  at  Coney  Island, 
a  pleasure  resort  on  the  Atlantic  Ocean,  where  all  buildings  were  built  of 
highly  inflammable  materials.  This  was  followed  in  1908  by  a  system 
for  protecting  the  most  important  business,  manufacturing,  and  wat^ 
front  sections  of  the  borough  of  Brooklyn,  and  in  1906  to  1909  a  high- 
pressure  system,  the  greatest  of  ite  kind,  was  constructed  to  protect  the 
southerly  part  of  the  borough  of  Manhattan,  where  more  concentrated 
value  of  property  exists  in  a  relatively  small  area  than,  probably,  in  any 
other  city.  The  high-pressure  systan  was  gradually  extended.  Aa  it 
ia  one  of  the  latest  and  most  important  of  its  kind,  we  shall  describe  it 
somewhat  in  detail. 

421.  Pumping  SttUiona.  —  The  territory  covered  by  the  high- 
pressure  system  contains  about  1400  acres,  and  includes  the  most  im- 
portant wholesale  manufacturing  and  warehouse  sections,  the  lat^est 
docks,  and,  also,  some  of  the  most  thickly  populated  tenement  house 
districts.  The  wat^  required  for  this  system  is  taken,  except  in  cases 
of  emei^ency,  from  the  regular  city  supply  and  is  pumped  at  two  stations, 
one  located  on  the  North  River  and  the  other  on  the  East  River,  into  the 
h^-pressure  pipe  system.  Each  of  these  stations  is  supplied  by  a  4S-in. 
and  a  36-in.  main.  Should  this  supply  be  unavailable  for  any  reason, 
salt  water  can  be  pumped  direct  from  the  rivers  that  surround  Man- 
hattan Island. 

E^h  station  contains  six-stage  centrifugal  pumps,  directly  connected 
to  3-pbase,  25-eycle  electric  motors,  driven  by  a  current  of  6600  volts  at 
a  speed  of  about  750  r.p.m.  The  two  stations  together  can  deliver  a 
maximum  of  36,000  gals,  per  min.,  under  a  pressure  of  300  lbs.  at  the 
hydrants.  All  of  the  pumps  can  be  put  into  instant  operation  by  simply 
throwing  a  switch,  which  turns  on  the  electric  current,  and  the  maximum 
pressure  of  300  lbs.  per  sq.  in.  at  the  hydrants  is  obtained  in  about  a 
minute. 

422.  Pipe  System.  —  The  water  is  distributed  through  the  system 
by  24-in.  mains,  two  coming  from  each  pumping  station.  These  trunk 
pipes  practically  encircle  the  entire  area  that  is  to  be  protected,  and  are 
supported  at  short  intervals  by  20-in.  mains  (Fig.  232).  The  latter  are 
cross-connected  by  16-in.  mains  which  supply  12-in.  pipes,  the  smallest 
size  used  in  the  system.  By  the  system  described,  the  loss  due  to 
friction  in  the  pipes  between  the  pumping  stations  and  any  particular 
hydrant  is  reduced  to  a  minimum.  Under  the  least  favorable  condi- 
tions, the  loss  due  to  friction,  between  the  pumping  stations  and  the 
remotest  hydrant,  does  not  exceed  25  lbs.  per  sq.  in.,  under  maximum 
discharge. 
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The  pipes  and  specials  used  in  this  high-pressure  syst^n  are  all  of  cast 
iron  with  the  exception  of  the  larger  3-way  and  4-way  branches,  which 
are  made  of  cast  steel. 

The  thickness  of  metal  in  the  pipes  varies  from  |  in.  in  the  8-in.  hy- 
drant branches  to  1 J  in.  in  the  24-in.  mains.  Hub-and-epigot  pipe-jointa, 
filled  with  lead  and  caulked  in  the  usual  manner,  are  used.    Two  grooves 


Fio.  232.  —  Pipe-joint  tor  20^n.  Main  (New  York  Higji-preasure  Fire  System). 

are  provided  in  each  hub,  to  give  the  joints  increased  strength  to  resist 
being  pulled  apart.  At  first  these  grooves  were  made  semicircular, 
with  a  diameter  of  |  in,,  but  later  they  were  made  triangular,  as  this  shape 
gives  a  greater  area  of  lead  to  resist  shearing,  without  adding  to  the  quan- 
tity of  lead  required  for  each  joint.  All  pipes,  specials,  and  other  fittings 
were  tested  at  the  foundry  to  a  pressure  of  650  lbs,  per  sq.  in.,  and  after 
being  laid,  they  were  subjected  to  a  pressure  test  of  450  lbs.  per  sq.  in. 
The  experience  with  these  pipes  has  been  very  satisfactory,  in  every 
respect,  and  no  break  has  thus  far  occurred. 

423.  Hydrants.  ■ —  The  hydrants  used  in  this  system  are  of  the  post 
type,  and  are  made  according  to  a  special  design,  adopted  after  exhausted 
tests.  They  are  spaced  so  as  to  give  one  hydrant  to  every  220  ft.  of 
main,  averaging  0.94  to  the  acre.  This  arrangement  makes  it  possible  to 
concentrate  twenty  2-in,  fire  streams  on  any  city  block.  These  streams, 
with  a  nozzle  pressure  of  at  least  75  lbs.  per  sq.  in,,  discharge  about  20,000 
gals,  per  min.  The  branch-pipes  from  the  mains  to  the  hydrants  are 
all  8  ins.  in  diameter.  The  barrel  of  the  hydrant  has  an  inner  diameter 
of  10^  ins.  The  hydrant  has  four  3-in.  outlet  nozzles,  each  provided 
with  an  independent  slide  valve. 

Up  to  January  1,  1917,  128  miles  of  pipe  and  2751  hydrants  have  been 
placed  in  the  high-pressure  fire  system  of  the  borough  of  Manhattan, 

424.  Operation.  —  In  operating  the  system,  a  force  of  twelve  men, 
divided  into  three  shifts,  is  required  at  each  pumping  station.  E^ch 
shift  consists  of  an  engineman,  an  oiler,  a  laborer,  and  a  telephone  opera- 
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tor.  A  normal  preseure  of  30  lbs.  per  sq.  in.  is  maintained  in  the  pipe 
system  through  a  by-pass  connection  from  the  domestic  supply  maina, 
controlled  by  a  check-valve  and  an  electrically  operated  gate-valve. 
This  pressure  can  be  immediately  raised  to  125  lbs.  per  sq.  in.,  upon 
receipt  of  a  fire  alarm,  which  is  sounded  simultaneously  at  the  head- 
quarters of  the  Fire  Department,  and  at  the  two  pumping  stations. 
Upon  receipt  of  special  orders  from  the  Chief  of  the  Department,  the 
pressure  can  be  further  increased.  A  separate  telephone  system,  inde- 
pendent of  the  fire  alarm  circuits,  has  been  established  in  the  high- 
pressure  district.  It  includes  371  telephones,  placed  in  boxes  on  the 
walls  of  buildings,  distributed  over  the  area.  This  enables  the  official 
in  charge  of  a  fire  to  communicate  easily  with  the  pumping  stations. 

On  January  7,  1909,  the  high-pressure  systwn  of  Manhattan  was  given 
a  severe  teat,  which  it  stood  with  perfect  success.  Three  large  dang«Y)tlfi 
fires,  and  two  smaller  ones,  occurred  simultaneously  within  the  high- 
pressure  district.  To  master  these  fires,  forty  companies  of  firemen, 
numbering  in  all  12  battalion  chiefs  and  more  than  600  men,  had  to  be 
called  out.  Seven  of  the  centrifugal  pumpa  at  the  two  stations  had  to 
be  put  into  service,  and  delivered  water  at  the  rate  of  33,500  gals,  per 
min.,  with  a  pressure  of  225  lbs.  per  sq.  in.  at  the  stations,  and  of  205  lbs. 
at  the  hydrants.  The  total  quantity  of  water  used  to  extinguish  these 
fires  amounted  to  14  million  gallons,  a  quantity  sufficient  to  have  flooded 
the  area  of  the  buildings  on  fire  to  a  height  of  70  ft. 

426.  Reduction  of  Fire  Insurance  Rales.  —  Since  the  high-pressure 
system  has  been  established  on  Manhattan,  there  has  been  a  great  re- 
duction in  fire  insurance  rates,  the  total  saving  in  insurance  being  esti- 
mated by  conservative  insurance  men  to  be  now  about  S650,000  per 
annum.  In  connection  with  this  system,  the  City  has  been  able  to 
effect  a  considerable  saving  in  the  Fire  Department,  by  dispensing  with 
the  costly  and  unwieldy  portable  fire  engines,  substituting  therefor 
simply  a  sufficient  number  of  hose  carts. 

426.  Engineer.  —  The  high-pressure  water  systems  of  the  boroughs 
of  Brooklyn  and  Manhattan  of  the  city  of  New  York  were  designed  and 
executed  under  the  direction  of  I.  A.  De  Varona,  Chief  Engineer  of  the 
Department  of  Water  Supply,  Gas  and  Electricity  of  the  City  of  New 
York. 

427.  The  First  High-Pressure  Fire  System  of  Philadelphia,  Pa.,* 
was  constructed  in  1904  to  1911,  to  protect  the  congested  district  be- 
tween the  Delaware  River  and  Broad  Street,  and  between  Race  and 
Walnut  Streets,  containing  about  two-thirds  of  a  square  mile.  The 
water  required  for  the  high-pressure  system  is  pumped  from  the  Dela- 

■  Proc.  Engineera'  Club  of  Philadelphia,  1003,  XX,  pp.  54  and  83. 
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ware  River  at  a  station,  built  at  the  foot  of  Race  Street,  where  pumps 
having  a  capacity  of  9100  gals,  per  minute  are  installed. 

428.  The  pipes,  which  are  8  to  20  ins.  in  diameter,  are  made  of  cast 
iron  and  are  provided  with  flanges.  They  are  laid  6  ft.  below  the  sur- 
face of  the  streets,  to  have  ample  protection  gainst  freezing.  One-inch 
air-valves  are  placed  at  all  summits.  For  about  36  miles.  Universal 
Pipe,  p.  83,  was  used.  The  pipes  were  required  to  stand  a  test  pressure 
of  SOO  lbs.  per  sq.  in.  at  the  foundry.  After  being  laid,  the  pipes  were 
tested  in  lengths  of  100  to  200  ft.,  under  a  hydraulic  pressure  of  400  lbs. 
per  sq.  in.  No  allowance  was  made  for  expansion  and  contraction. 
After  the  pipes  had  been  laid,  some  lengths  of  pipe  broke,  near  the 
flanges.  This  trouble  always  occurred  near  the  summit  of  a  grade  and 
immediately  under  the  flange  of  a  pipe,  and  was  thought  to  be  due  to  the 
drag  of  the  long  length  of  pipe  upon  the  grade.  In  order  to  avoid  this 
trouble,  expansion  joints  were  placed  in  the  different  pipe-hnes,  about 
400  to  500  ft.  apart.  These  joints  consist  of  sleeves,  surrounding  the 
pipe.  The  annular  space  between  the  pipe  and  sleeve  was  filled  with  16 
strands  of  J-in.  lead  wire,  driven  cold.  Each  strand  was  one  inch  longer 
than  the  circumference  of  the  pipe  and  was  plated  by  hand,  put  in  the 
bell  and  driven  home,  against  a  packing  of  hemp,  which  was  dipped  in 
North  Carolina  tar.  This  process  was  repeated  imtil  a  point  was 
reached,  one  inch  from  the  outer  edge  of  the  bell,  the  last  inch  b^ng 
filled  with  molten  lead.  These  joints,  when  tested  under  a  pressure  of 
400  lbs.  per  sq.  in.,  were  found  to  be  perfectly  water-tight.  Each  of  the 
joints  was  placed  in  a  manhole,  large  enough  to  permit  recaulking  when 


429.  The  fire  hydrants  are  of  the  Jliish  type.  They  are  placed  at 
the  corners  of  each  intersecting  main  street,  and  one  or  more  near  the 
middle  of  a  square,  at  the  corner  of  an  intermediate  street  or  streete. 
This  provides  from  12  to  16  fire  hydrants  for  each  square,  and  from  32  to 
48  hose  attachments,  all  of  which  can  be  concentrated  upon  one  building 
in  an  emergency.  Each  hydrant  has  an  internal  diameter  of  7^  ins., 
and  is  provided  with  two  4-in.  outlets,  each  having  an  independent  valve. 
The  hydrant  is  controlled  by  a  gate  placed  upon  its  connection  with  a 
main  pipe,  and  is  drained  automatically  through  a  1-in.  galvanized  pipe 
to  a  near-by  sewer.  The  hydrants  —  each  of  which  weighs  1000  lbs. — 
as,  also,  the  branch-pipes  and  gate-valves,  are  made  of  semi-cast  steel, 
a  material  consisting  of  melted  caet  iron  to  which  steel  scrap  has  been 
added. 

430.  Fire-boals.  —  As  sufficient  funds  for  completing  the  whole 
high-pressure  fire  system,  which  was  estimated  to  cost  S600,000  to  $700,- 
000,  were  not  available  when  the  works  were  originally  built,  rehance 
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was  placed,  as  a  temporaxy  expedient,  upon  the  fire-boats  until  the  pro- 
posed pumping  station  should  be  completed.  The  boats  available  for 
thb  purpose  were:  A  fire-boat  having  four  pumps,  each  with  a  capacity 
of  2240  gak.  per  rain.,  and  five  poUce  boats,  each  having  a  capacity  of  750 
to  1300  gals,  per  min.  In  case  of  fires,  the  boats  pump  into  a  Siamese 
connection  at  the  wat^  end  of  a  fire  main.  Each  of  these  connections 
is  provided  with  eight  hose  connections. 

A  second  high-pressure  system,  covering  an  area  of  about  3,5  square 
miles,  was  built  in  1910  to  1912  to  protect  the  most  important  plants 
in  the  Kensington  manufacturing  district.  This  territory,  which  lies 
north  of  the  first  high-pressure  district,  is  supplied  by  the  FairhiU 
pumping  station,  which  draws  water  from  the  Fairhill  Reservoir. 
The  total  capacity  of  this  station  is  12,350  gals,  per  minute. 

431.  Engineer.  —  The  first  high-pressure  water  system  was  designed 
and  constructed  under  the  direction  of  F.  L.  Hand,  Chief  Engineer  of  the 
Bureau  of  Water. 

432.  High-service  Fire  System  of  Baltimore,  Md.*  —  In  1904  a 
great  conflagration  occurred  in  Baltimore,  and  demonstrated  that  while 
there  was  enough  water  in  the  reservoirs,  the  existing  fire  fighting  equip- 
ment of  the  city  was  inadequate.  The  fire  raged  for  thirty  hours  and 
covered  an  area  of  150  acres,  causing  a  loss  of  about  $100,000,000.  In 
order  to  prevent  a  repetition  of  such  a  fire,  a  high-pressure  water  sjrstem 
for  protection  against  fire  was  constructed  in  Baltimore  in  1904  to  1912. 

The  surface  of  Baltimore  varies  in  elevation  from  6  to  460  ft.  above 
mean  low  water.  In  order  to  avoid  excessive  pressures  in  low  lying 
sections,  the  water  supply  of  the  city  is  divided  into  five  separate  serv- 
ices. The  two  lowest  services  receive  water  by  gravity,  and  the  three 
high  services  are  supplied  by  pumping,  and  from  high  storage  reservoirs. 
Suitable  by-passes  connect  the  services,  so  that,  in  an  emergency,  any 
service  can  be  supplied  from  the  next  higher  one.  The  high-pressure 
fire  system  was  constructed  to  protect  a  congested  district  in  the  lower 
and  middle  service  zones,  covering  about  300  acres,  and  rising  6  to  100  ft. 
above  mean  tide. 

The  high-pressure  system  of  Baltimore  was  built  after  those  of  New 
York  and  Philadelphia  had  been  begun.  It  differs  from  these  two 
systems  by  the  use  of  steel  water  mains,  flush  hydrants,  portable  hydrant 
heads,  and  steam  engines  at  the  pumping  stations. 

433.  The  distribution  system  forms  a  grid  iron  of  16-in.  mains,  three 
blocks  (about  1200  ft.)  apart  in  both  directions,  with  10-in.  laterals  in 
the  intermediate  streets.     All  hydrant  branches  are  8  ins.  in  diameter. 

*  Trans.  Am.  Soc.  Mochanical  Engineers,  1913,  XXXV,  p.  183;  Iitviranee  Engi- 
neering, Augiut,  1912,  p.  72. 
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There  are  no  dead  ends  on  mains  or  laterals  in  Uie  entire  system.  Two 
24-in.  mains  from  the  pumping  system  discharge  into  the  intersections 
of  the  16-in.  pipe.  They  are  looped  around  the  rear  of  the  pump  founda- 
tions in  the  pumping  station,  in  order  to  avoid  dead  ends  and,  by  equaliz- 
ing the  stresses,  to  make  heavy  anchorages  unnecessary.  The  pumps 
in  the  station  discharge  through  14-in.  pipes  into  the  24-in.  mains,  each 
of  which  is  provided  with  a  large  rolled  steel  air-chamber,  30  ins.  in 
diameter  and  20  ft.  high.  By  means  of  two  24-in.  gate-valves  and  an 
18-in.  cross-connection  in  the  pumping  station,  any  section  of  the  24-in. 
mains  can  be  cut  off,  without  putting  more  than  one  pump  out  of  com- 
mission. A  10-in.  branch  is  provided  at  the  harbor  front  for  connection 
with  fire-boata. 

434.  Pipes.  —  All  of  the  water  mains  are  made  of  lap-welded,  soft 
open-hearth  steel.  This  material  was  selected,  in  preference  to  cast  iron, 
for  these  mains,  on  account  of  its  greater  strength,  which  renders  it  less 
liable  to  breakage,  and  makes  it  possible  te  space  the  pipe-joints  farther 
apart. 

The  standard  length  of  the  pipes  is  20  ft.,  which  reduces  the  number 
of  joints  40  per  cent  from  what  is  required  with  cast  iron  pipes  having 
the  usual  length  of  12  ft.  A  thickness  of  metal  of  ^  in.  was  specified 
for  the  $-,  10-,  and  16-in.  mains,  but  a  thickness  of  )  in.  was  required  for 
the  24-in.  pipes. 

Great  pains  were  taken  to  make  the  coating  of  the  pipes  as  perfect  as 
possible,  so  as  to  avoid  corrosion.  The  specifications  for  the  asphalt 
required  that  a  cubic  centimeter  of  the  asphalt  should  show  no  action- 
when  exposed  for  one  year  in  any  or  all  of  the  following  solutions:  25 
per  cent  hydrochloric  acid;  25  per  cent  sulphuric  acid;  25  per  cent 
potassium  cyanide;  25  per  cent  caustic  soda;  saturated  solution  of 
ammonia. 

The  pipes,  after  being  thoroughly  cleaned,  were  heated  to  a  tempera- 
ture of  300°  F.,  and  dipped  vertically  into  a  bath  of  asphalt,  which  was 
maintained  at  a  temperature  of  350°  to  400°  F,  Each  pipe  was  held  in 
this  bath  for  a  sufBcient  length  of  time,  and  was  then  drawn  out  slowly 
at  the  rate  of  about  5  to  10  ft.  per  min.  By  this  treatment,  an  evenly 
distributed  asphalt  coating  ^  in.  thick  was  obtained.  Injuries  to  this 
coating,  caused  by  the  handling  of  the  pipes,  were  repaired  by  applyii^, 
several  times,  the  asphalt,  dissolved  in  a  suitable  solvent,  until  a  satis- 
factory thickness  of  coating  was  obtained.  All  nuts  and  bolts  used  in 
the  joints  of  the  pipes  were  dipped  in  the  same  solution  of  asphalt,  before 
being  inserted  in  the  flanges  of  the  pipes. 

The  effects  of  electrolysis  were  avoided  by  the  coating  described  above, 
and  by  making  the  electrical  conductivity  of  the  joints  approximately 
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equal  to  that  of  the  body  of  the  pipe.  At  eeveral  points,  the  pipe  was 
bonded  to  return  feedere.  The  electrical  surveys,  which  have  been 
made  regularly  since  this  system  was  installed,  show  that  the  pipes  are 
negative  to  the  rails  throughout. 

436.  The  Pipe-joints.  —  In  designing  the  joints  for  the  pipe-syatcni, 
rubber  gaskets  were  avoided,  because  they  would  increase  the  electrical 
resistance  at  each  joint.  Gaskets  of  copper,  or  of  other  metals  differing 
from  that  used  in  the  pipes,  were  not  used  on  account  of  the  liabihty 
of  galvanic  action  taking  place,  when  the  different  metals  should  be 
placed  in  damp  ground,  and  causing  corrosion.  The  joint  decided  upon 
ia  shown  in  Fig.  88,  p.  150.  It  is  a  universal  joint  which  is  formed  as 
follows : 

A  loose  flange  of  mediimi  open  hearth  steel  is  slipped  over  the  pipe  at 
each  end.  The  pipe  is  flanged  out  at  its  ends  into  a  bell  formed  zone  of 
a  sphere.  The  pipes  are  separated  by  rings  of  soft  cast  steel,  which  are 
turned  so  as  to  fit  accurately  the  bell-ends  of  the  pipes.  When  two 
lengths  of  pipes  are  to  be  connected,  the  separating  ring  is  heated  to  a 
temperature  which  is  just  sufficient  to  melt  the  asphalt  coating  of  the 
pipes,  so  as  to  bring  metal  to  metal.  The  ring  is  then  held  in  place  by 
means  of  a  rod  screwed  into  a  small  tap-hole,  provided  at  the  peak  of  the 
ring,  and  the  pipes  are  broi^t  together  so  as  to  bear  firmly  against  the 
ring.  By  means  of  flange-bolts,  the  pipes  are  screwed  tight  together. 
The  joint  which  is  thus  obtained  is  absolutely  water-tight,  until  pressures 
are  reached  which  exceed  the  elastic  limits  of  the  pipes  or  the  bolts. 

On  account  of  the  flexibility  of  this  joint,  ordinary  obstructions  in  the 
pipe-trench  can  be  avoided  without  the  use  of  specials.  The  joint  is  de- 
signed for  a  deflection  of  10  degrees  —  about  3^  ft.  in  20  ft.  This  is 
easily  obtained  with  the  10-in.  pipes,  but  for  the  larger  size  pipes  is  made 
a  little  less.  For  greater  deflections  bends  are  used  which  have  generally 
a  standard  radius  of  five  diametera  of  the  pipe.  The  bends  for  the  24- 
in.  mains  were  made  at  the  factory  but  those  for  the  pipes  of  less  diam- 
eter were  made  in  the  field. 

436,  Pipe  Fittings.  —  The  only  specials  used  in  the  fire  system  were 
the  tees  and  crosses  at  the  intersections  of  the  gridiron,  and  valve  con- 
nection pieces  which  were  required  to  give  a  straight  face-flange  at  the 
valves.     AU  of  the  fitting?  were  made  of  low  carbon,  open-hearth  steel. 

The  hydrant  branches  were  made  by  welding  necks  to  the  raiuns  and 
laterals  in  the  following  manner:  A  hole,  smaller  than  the  size  of  the 
neck,  was  cut  in  the  water  main,  and  radial  cuts  were  made,  forming 
four  narrow  lugs,  which  were  left  projecting  into  the  hole.  The  wider, 
alternate  lugs  were  bent  back  to  make  an  opening  large  enough  to  re- 
ceive the  neck-piece  (Fig.  233).    The  smaller  short  lugs  formed  a  sup- 
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port  for  the  neck  and  held  it  rigidly  in  place,  during  the  welding  opera- 
tio:i.  The  whole  joint  waa  then  flowed  with  metal  by  metms  of  an  oxy- 
acetylene  blow  pipe.  The  joint  formed  in  this  manner  is  as  strong  as  the 
original  pipe. 

437.    The  gate-iialves  are  made  of  semi-  and  open-hearth  steel,  accord- 
ing to  a  substantial  double-disc  type.     They  are  bronze  mounted  and 


Fio.  233.  —  Branch  Connection,  Baltimore  High-pnasure  Water  Systoa. 

are  painted  inside  and  outside  with  asphalt  paint.  They  were  tested  to 
a  pressure  of  600  lbs.  per  sq.  in.  when  closed,  and  to  800  lbs.  when  open. 
The  16-  and  24-in.  valves  are  geared,  and  the  latter  are  provided  with  4- 
in.  by-passes.  Each  street  gate-valve  is  supplied  with  a  stem-nut,  and 
a  forged  steel  key  is  placed  in  each  valve-box.  Owing  to  an  interlocking 
arrangement,  the  key  can  only  be  removed  when  the  valve  is  wide  open. 
The  valves  are  placed  in  concrete  valve-boxes  or  in  manholes,  42  ins.  in 
diameter,  and  are  generally  located  on  property  lines,  ordinarily  four 
at  each  street  intersection.  The  average  length  of  pipe  between  valves 
is  300  ft.,  and  the  maximum  length  is  480  ft.,  with  the  exception  of  the 
24-in.  line. 

438.    Relief-  and  air-valves  are  installed  at  several  places  in  the  dis- 
tributing system,  and  their  discharges  are  piped  to  the  nearest  sewer. 
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The  fonner  are  6  ins.  in  diameter,  and  have  nickel  seats.  They  are 
spring  loaded,  and  are  set  to  open  at  305  lbs.  per  sq.  in.  Air-valves  are 
placed  at  all  high  points  of  the  pipe-eystem  to  discharge  accumulations 
of  air. 

439.  Flush  hydrants  are  used  in  the  entire  fire-system,  aa  they  can 
be  placed,  almost  without  restriction,  in  the  driveway  or  any  part  of  the 
footway.  Eiach  hydrant  consists  simply  of  a  piece  of  10-in.  pipe,  made 
of  cast  steel,  and  resting  on  a  concrete  base  in  a  concrete  chamber.  It 
is  connected  with  the  water  main  by  an  8-in.  branch,  in  the  manner  de- 
scribed above,  and  has  a  gate-valve  at  its  base.     Before  opening  this 


Fig.  234.  —  Hydrant  Hpad,  Baltimore,  Md. 

valve,  the  water  is  first  by-passed  around  it  by  means  of  a  pilot-valve, 
and  fills  the  hydrant,  thus  equalizing  the  pressure  on  both  sides  of  the 
gate-valve.  The  operation  of  closing  this  valve  opens  a  small  valve  in 
a  drain-pipe,  which  permits  the  water  in  the  hydrant  to  drain  out  to  the 
level  of  the  main  gate-valve,  which  is  always  placed  well  below  the  frost- 
line.  With  this  arrangement  frozen  hydrants  are  an  impossibility.  The 
hydrant  is  open  on  top,  and  is  closed  by  means  of  a  portable  hydrant 
head,  when  it  is  to  be  used.  When  not  in  use,  a  small  ca.st  iron  cover  is 
laid  over  the  top  of  the  hydrant  barrel,  to  protect  it  from  dirt  and  in- 
jury, and  over  this  is  placed  a  lai^r  cast  iron  cover,  flush  with  the  pave- 
ment or  flagging.     As  practically  all  of  the  hydrants  are  placed  in  the 
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sidewalks,  this  cast  iron  cover  is  made  bo  light  that  it  can  easily  be 
broken  by  a  blow  of  the  operating  key,  in  case  it  should  be  frozen  in  its 
seat.  The  hydrants  are  placed  about  170  ft.  apart,  and  each  serves  an 
area  of  about  42,700  sq.  ft.  The  location  of  each  hydrant  is  indicated 
by  markera  on  the  trolley  wire  poles. 

440.  The  portable  hydrant-head  *  (Fig.  234)  is  one  of  the  char- 
acteristic features  of  the  Baltimore  lire-aystem.  It  weighs  110  lbs.  and 
ean  easily  be  attached  to  the  hydrant  barrel  by  one  man.  This  is  done 
by  means  of  the  bayonet  joint  shown  in  Fig.  235.     The  head  slips  loosely 


Pia.  235.  —  Section  ot  B&ltiraore  Hydrant  Head. 


into  the  barrel  of  the  hydrant,  and  by  a  twist  of  22)  degrees,  a  series  of 
interlocking  lugs  on  the  head  and  barrel  engage  each  other.  The  lugs 
are  made  strong  enough  to  resist  in  shear  the  full  water  pressure.  A 
tight  water  joint  is  obtained  by  means  of  a  square,  soft  rubber  packing 
ring,  which  is  placed  in  a  square  groove,  somewhat  larger  than  the  rub- 
ber ring,  on  theoutside  of  the  lower  portion  of  the  head.  At  low  pressure 
some  water  leaks  past  the  rubber  ring,  but  at  higher  pressures  the  ring 
is  forced  a^net  the  barrel,  and  makes  a  joint  that  is  absolutely  water- 
tight, under  pressures  varying  from  20  to  1000  lbs.  per  sq.  in.  When  the 
water  is  shut  off,  the  ring  contracts  and  permits  the  hydrant  head  to  be 
easily  removed.  The  action  of  this  water-joint  is  perfectly  automatic. 
*  The  portable  hydranl-head  used  on  the  Baltimore  Water  Works  is  made  by  the 
Bmh  Valve  Manufacturing  Co.,  Troy,  N.  Y. 
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The  portable  hydrant-head  is  provided  with  four  lateral,  2J-in.  hose 
outlets,  and  with  one  3-in.  opening  in  the  top  of  the  head  for  a  monitor 
nozzle.  The  flow  through  each  of  these  outlets  is  controlled  and  regu- 
lated by  means  of  a  balanced  valve,  operating  in  a  chamber,  built  trans- 
verse to  the  water  outlet,  and  actuated  by  the  flow  of  a  small  portion 
of  the  water  in  the  head.  The  chamber  ia  closed  by  a  plate  diaphr^m 
carrying  a  pilot-valve  and  a  guide  for  the  main  valve.  The  diaphragm 
is  covered  by  a  spring  chamber  in  which  two  spiral  regulator  springs  are 
placed.  The  main  valve  is  balanned,  and  is  provided  with  a  flat  seat  and 
leather  face.  The  upper  part  of  this  valve  is  provided  with  a  cup  leather 
packing  and  acts  like  a  piston  in  the  operating  chamber.  The  pilot- 
valve  is  balanced  against  the  deUvery  pressure  by  the  regulator  springs. 
The  top  of  the  spring  chamber  can  be  revolved  by  means  of  an  operating 
handle  attached  to  it.  As  it  ia  provided  with  a  coarse,  square  thread- 
screw,  less  than  one  revolution  is  sufficient  to  give  the  full  range  of 
pressures  on  the  springs  from  full  open  to  closed.  By  means  of  stops 
at  the  top  and  bottom  of  the  stem,  the  pilot-valve  is  held  positively  in 
its  two  extreme  portions,  independent  of  the  springs. 

The  full  hydrant  jiressure  is  admitted  to  the  operating  chamber  of 
the  main  valve  through  a  small  tube,  which  projecta  below  the  aeat  of 
the  valve,  in  order  to  keep  the  entrance  clear  of  the  varying  velocity 
near  the  valve-seat.  When  the  pilot-valve  is  open,  the  water  which 
flows  through  the  small  tube  into  the  operating  chamber  wastes  through 
the  hose  opening.  This  causes  the  pressure  on  the  main  valve  to  be  un- 
balanced and  this  valve  is,  therefore,  opened.  When  the  pilot-v^ve  is 
closed,  the  full  hydrant  pressure  acts  upon  the  operating  piston  and  as 
its  area  is  a  little  larger  than  that  of  the  main  valve,  this  valve  is  closed 
by  the  unbalanced  pressure.  Intermediate  positions  of  the  pilot-valve 
cause  corresponding  movements  in  the  main  valve,  which  affect  the  pres- 
sure at  which  the  water  is  deUvered. 

Notches  are  provided  on  the  outside  of  the  regulator-valve  for  locking 
the  operating  handle  at  pressures  of  50,  75, 100,  125,  and  150  lbs.,  and  at 
the  full  pressure  up  to  300  lbs.  These  pressures  are  marked  on  the 
cover  of  the  valve  at  the  corresponding  notehes.  At  each  of  the  outlets 
a  small  pet-cock  is  provided,  to  which  a  pressure-gauge  can  be  attached. 
By  means  of  the  arrangement  described,  the  fireman  can  set  the  regula- 
tor-valve at  the  pressure  he  wishes  to  use,  and  is,  thus,  in  this  matter, 
independent  of  the  pumping  station. 

The  hydrant-head  is  provided  with  two  handles,  and  can  easily  be  lifted 
and  attached  to  a  hydrant  by  one  man  in  1 2  to  1 5  seconds.  A  latch  on  one 
side  of  the  head  holds  it  in  place.  The  heads  are  carried  on  the  hose- wagons 
or  auto-trucks,  and  only  a  few  are  required  for  the  whole  fire  department. 
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441.  Automobile  kose^wagons,  capable  of  high  speed,  are  housed  at 
convenient  places.  Each  wagon  is  equipped  with  a  four-cylinder,  four- 
cycle motor  capable  of  developing  a  speed  of  30  miles  an  hour  through 
the  streets  of  the  city,  with  a  load  of  5000  lbs.  Each  wagon  carries 
2000  ft.  of  3-in.  hose  and  is  equipped  with  one  2000-gal.  Morse  Invincible 
monitor  nozzle  and  two  llOO-gal.  monitors. 

442.  Quantity  of  Water  Available.  — After  a  careful  study  of  the 
situation,  the  National  Board  of  Fire  Underwriters  recommended  that 
in  the  congested  district  of  Baltimore  a  total  delivery  of  15,000  gals,  per 
min.  should  be  available  within  an  area  not  exceeding  100,000  sq.  ft.,  at 
a  pressure  of  not  less  than  200  lbs.  per  sq.  in.  at  the  hydrants.  This  re- 
quirement is  met  by  foiu-  hydrants  of  the  high-pressure  system,  each  of 
which  is  capable  of  delivering  3800  gals,  per  minute  with  200  lbs.  pres- 
sure at  the  hydrant,  through  four  lines  of  3-in,  rubber-lined  hose,  each 
100  ft.  long  and  provided  with  a  Ij-in.  nozzle.  At  least  eight  hydrants 
are  available  in  the  high-pressure  district  for  the  units  of  area  of  100,000 
sq.  ft.,  mentioned  above. 

443.  The  Pumping  Station.  —  In  the  high-pressure  fire  system  of 
New  York,  electric  driven  centrifugal  pumps  are  used.  In  the  Phila- 
delphia system,  gas-engine  driven,  geared,  triplex  plunger  pumps  were 
installed.  The  engineers  who  designed  the  Baltimore  system  considered 
reliability  under  the  most  adverse  circumstances  "to  be  most  important 
requirement  the  pumps  of  the  high-pressure  system  should  comply 
with."  They  thought  that  economy  in  first  cost,  or  in  operating  ex- 
pense, was  a  less  important  consideration  in  such  a  pumping  system 
than  simplicity  and  certainty  of  operation.  After  a  careful  study  of  the 
New  York  and  Philadelphia  h^-pressure  fire  systems,  they  decided 
to  use  steam  pumps  in  Baltimore. 

444.  Pumps.  —  The  plant  is  designed  for  four  units  of  4000  gals, 
per  min.  capacity,  at  a  piston  speed  of  300  ft.  per  min.,  and  making  50 
r.p.m.  Each  unit  consists  of  a  horizontal,  twin,  simple,  non-condensing 
crank  and  fly-wheel,  plunger  pumping  engine,  having  the  steam  cylin- 
ders fitted  with  Corliss  valve-gears.  The  enginca  are  capable  of  work- 
ing under  a  continuous  pressure  of  300  lbs.  per  sq.  in.  on  the  water 
ends,  and  were  tested  for  a  static  pressure  of  600  lbs.  per  sq.  in. 

An  auxiliary  pump  is  provided  to  take  care  of  the  leakage  of  the  pipe- 
system,  and  to  maintain  a  pressure  of  150  lbs.  per  sq.  in.,  as  well  as  to 
provide  for  the  first  draft  from  the  hydrants,  before  the  main  pumps  get 
into  action.  This  auxiliary  is  a  horizontal,  duplex,  direct-acting,  com- 
pound, non-condensing  center-packed  plunger  pump,  having  a  capacity 
of  1000  gals,  per  min.  at  a  piston  speed  of  100  ft.  per  min. 

Two  air  compressors  are  installed  to  maintain  the  air  in  the  delivery 
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air-chambers,  and  a  6-in.  centrifugal  pump  is  provided  and  connected 
with  the  harbor  suction  pipes,  for  primitiji;  purposes  when  drawing  water 
from  the  harbor. 

416.  Engineers.  —  The  entire  high-pressure  fire-system  described 
above  was  designed  by  Daniel  B.  Banks,  consulting  engineer  of  the  Board 
of  Fire  Commissioners,  in  collaboration  with  James  B.  Scott,  M.  Am.  Soc. 
M.  E.  Before  the  construction  was  begun,  expert  engineers  were  con- 
sulted about  some  of  the  important  details  of  the  proposed  works. 

446.  Fire  Protection  of  San  Francisco,  Cal.*  —  The  fire  which 
followed  the  earthquake  of  April  18,  1906,  did  much  greater  damage  to 
San  Francisco  than  the  earthquake  itself.  The  loss  of  property  by  this 
fire  has  been  estimated  approximately  at  $325,000,000.  In  rebuilding 
the  city  after  this  catastrophe,  an  auxiliary  water  system  for  fire  pro- 
tection, which  will  make  a  recurrence  of  a  great  fire  impossible,  was 
provided. 

The  fire  protection  system  consists  of  two  distinct  units:  (1),  a  high- 
pressure  pipe  distribution  supply  with  its  reservoirs  and  pumping  sta- 
tions; and  (2),  a  series  of  independent  cisterns  designed  to  withstand 
severe  earthquake  shocks.  The  water  in  the  cistern  is  only  to  be  used 
when  the  high-pressure  pipe  system  has  been  damaged.  In  addition  to 
the  above,  two  fire-boats  are  provided,  to  protect  the  water  front  and 
shipping  interests. 

The  area  served  by  the  high-pressure  system  included  by  January  1, 
1915,  more  than  8  square  miles.  Owing  to  the  irregularities  of  the  topog- 
raphy of  the  city,  this  area  was  divided  into  two  zones,  one  including 
all  districts  lying  below  150  ft.  above  tide,  and  the  other  comprising  all 
districts  lying  at  a  higher  elevation.  Each  zone  is  supplied  from  an  in- 
dependent distribution  reservoir,  but  both  zones  can  be  connected  to  the 
main  supply  reservoir. 

The  lower  zone  is  supplied  with  fresh  water  from  a  reservoir  of  750,000 
gals,  capacity,,  constructed  at  an  elevation  of  335  ft.  above  tide.  The 
reservoir  is  cylindrical,  60  ft.  in  inside  diameter,  about  36  ft.  high,  and 
is  built  of  reinforced  concrete.  It  is  covered  by  a  conical  roof  of  rein- 
forced concrete,  and  is  provided  with  a  special  tjrpe  of  expansion-joint 
between  the  bottom  slab  and  the  cylindrical  wall,  which  allows  expan- 
sion and  contraction,  as  well  as  mobility,  if  the  reservoir  should  be  sub- 
jected to  earthquake  shocks.  The  upper  zone  is  supplied  from  a  steel  : 
tank,  erected  at  an  elevation  of  490  ft.  above  sea-level.  This  tank  is 
55  ft.  in  diameter,  29.5  ft.  high,  and  has  a  capacity  of  500,000  gals. 

The  main  supply  reservoir  is  located  near  the  summit  of  the  Twin 

Peaks  Range,  at  an  elevation  of  760  ft.    It  is  oval  shaped,  375  ft.  long 

•  Eng.  Newt,  Feb.  18,  1915,  p.  290. 
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by  280  ft.  wide,  and  is  built  of  concrete.  The  reservoir  is  divided  into 
two  compartments  which  are  separated  by  a  narrow  buttress-wall  of 
concrete,  heavily  reinforced.  Each  compartment  can  store  5,000,000 
•  gals.  The  outlet  pipes,  which  are  also  used  for  filling  the  compartments, 
are  20  ins.  in  diameter.  As  already  stated,  this  reservoir  is  connected 
with  both  zones. 

447.  Pumping  Stations.  —  The  fire  protection  system  is  to  be  ordi- 
narily operated  with  fresh  water,  but  provision  is  made  for  pumping  salt 
water  into  the  pipes  at  two  salt  water  pumpii^  stations,  should  this  be- 


6«ll   and   Spigot  Joint 


is| 


Fia.  236.  —  Pipe-joint  in  San  Francisco  High-preesurc  System. 

come  necessary.  The  sites  for  the  buildings  for  these  stations  were 
cho6^  at  two  locations,  miles  apart,  in  different  parts  of  the  city  where 
a  hard  rock  formation  exists.  The  buildings  are  all  made  of  heavily 
reinforced  concrete  with  steel  frames,  and  are  designed  to  withstand 
severe  earthquake  shock. 

448.  Pipe  Distribulion  System. — The  distributing  pipes  are  of 
cast  iron,  10  to  20  ins.  in  diameter,  with  leaded  joints  specially  designed 
to  allow  a  maximum  lateral  movement  without  leakage.  Two  types 
of  pipe-joint  were  used:  one  for  solid  ground  in  the  upper  districts  where 
earthquake  vibration  produces  the  minimum  effect;  the  other  for  the 
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fijl  in  lower  portions  of  the  city  where  the  movement  would  be  a  maxi- 
mum. The  first  type  is  a  bell-and-epigot  joint  while  the  second  type  is 
a  double-spigot  sleeve-joint,  which  allows  twice  as  much  lateral  motion 
as  a  bell-and-spigot  connection  (Fig.  236).  The  sleeve-joint  was  only 
used  for  pressures  exceeding  175  lbs.  per  sq.  in.     For  leeaer  pressures,  the 


Flo.  237.  —  San  Frandsco  ¥m  dBtem. 

pipes  were  made  according  to  the  standard  shapes  adopted  by  the  New 
England  Water  Works  Association  in  1902.  Every  pipe,  as  well  as  the 
specials,  gates,  valves,  and  hydrante,  were  tested  at  the  city's  testing 
plant  before  being  laid,  the  test  pressure  varying  from  150  to  450  lbs. 
per  sq.  in.,  according  to  the  head  to  which  the  pipes  were  to  be  subjected. 
The  total  length  of  pipes  laid  in  the  Sre  protection  system  up  to  January 
1,  1915,  was  about  72  miles. 
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The  pipe  system  is  laid  out  as  a  gridiron  and  is  divided  by  a  series  of 
gate-valves  into  independent  units,  each  generally  one  block  long.  In 
all,  889  hydrants,  each  having  three,  3§-in.  outlets,  are  connected  to  the 
distribution  mains  by  S-in.  branch  pipes.  The  hydrants  are  all  fitted 
with  shut-off  gates  below  the  surface  of  the  street  and  with  auxiliary 
nozzle-valves  on  each  outlet. 

419.  Cisterns.  —  Numerous  brick  fire-cisterns  existed  at  the  time 
of  the  1906  disaster,  but  they  had  not  been  maintained  and  their  loca- 
tion was  unknown  to  the  fire  department.  Fifty  of  the  old  cisterns  have 
been  repaired  since  1906,  and  85  new  cisterns  of  reinforced  concrete  have 
been  constructed.  They  are  built  beneath  the  surface  at  street  crossings, 
and  their  position  is  indicated  by  a  distinctive  type  of  pavement  around 
their  perimeters.  The  top  and  bottom  are  diverging  domes  (Fig.  237), 
The  average  diameter  is  30  ft.  and  the  average  capacity  75,000  gals.  All 
of  the  cisterns  are  heavily  reinforced,  so  as  to  be  able  to  stand  vibra- 
tions, and  no  pipes  for  filling  or  emptying  are  rigidly  connected  with  the 
cisterns. 
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460.  General  DeBcription.  —  The  distribution  ByBtem  of  a  water 
works  plant  includes  all  the  water  pipes,  gates,  hydrants,  and  service- 
connections  required  to  distribute  the  water  in  the  community  which 
is  to  be  BuppUed,  and  to  control  its  flow.  The  water  conveyed  to  a  city 
or  town  in  a  masonry  conduit,  or  in  one  or  more  pipe-lines,  is  usually 
discharged  into  a  service-reservoir  from  which  it  is  distributed.  This 
reservoir  should  be  large  enough  to  store  enough  water  for  at  least  2  or  3 
days'  supply,  in  order  to  equalize  differences  in  the  rate  of  consumption, 
and  to  supply  the  consumers  when  the  aqueduct  or  pipe-line  is  shut  ofif 
for  inspection  or  repairs.  If  no  ground  high  enough  for  a  service-reservoir 
is  to  be  found  near  the  place  of  conBuraptJon,  one  or  more  stand-pipes 
may  be  used  instead  of  a  service-reservoir.  In  what  is  called  the  Holly 
or  direct  system,  the  water  is  pumped  direct  into  the  distribution  system, 
and  the  quantity  pumped  is  r^ulated  automatically  to  meet  the  fluctua- 
tions in  the  rate  of  consumptions.  In  this  system,  which  is  especially 
suited  for  towns  built  on  the  banks  of  a  river  or  lake,  no  storage  what- 
ever is  provided,  reliance  being  placed  upon  a  dupHcate  set  of  pumps. 
It  is  better,  however,  to  have  always  a  sufficient  reserve  supply  of  water 
for  possible  eventualities,  such  as  a  great  Are,  the  breaking  down  of  the 
pumpii^  plant,  etc. 

461.  Distributing  System  in  a  Flat  District.  —  We  shall  assume 
that  the  quantity  of  water  required  for  a  community  has  been  dehvered 
into  a  service-reservoir,  and  shall  consider  now  how  the  water  should  be 
distributed.  Let  us  suppose  first  that  there  is  little  variation  in  eleva- 
tion in  the  different  parts  of  the  district  that  is  to  besuppUed,  and  that 
theservice-reeervoir  provides  sufficient  pressure  for  the  whole  community. 

If  the  district  is  long  and  narrow,  a  large  water  main,  called  a  feeder, 
may  be  laid  through  the  center  of  the  district,  its  diameter  being  gradu- 
ally reduced,  and  lateral  mains  can  then  be  laid  from  the  feeder  through 
the  different  streets  (Fig.  238).  This  is  the  cheapest  plan  of  distribution 
that  can  be  adopted,  but  it  has  the  following  objectionable  features :  (1) 
in  case  the  feeder  should  be  broken,  the  whole  supply  has  to  be  shut  off; 
(2)  the  laterals  all  terminate  in  dead  ends,  unless  their  ends  are  con- 
nected by  pipe-lines  about  parallel  with  the  feeder;  and  (3)  the  laterals 
are  only  fed  from  one  end.  \  bett«r,  although  more  costly  plan,  is  to 
427 
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lay  two  linee  of  feeders,  one  on  each  side  of  the  district,  and  to  connect 
them  by  laterals  laid  in  the  atreets  from  one  feeder  to  the  other  (Fig.  239) . 
As  the  laterals  are  fed  from  both  ends,  each  lateral  has  double  the  capac- 
ity it  would  have  if  fed  only  from  one  end. 

If  the  diatrict  which  is  to  be  supplied  is  about  aa  broad  as  long,  several 
lines  of  feeders  should  be  laid  through  the  main  avenues  and  connected 


Via.  238.  —  Diutributioa  Pipe  SystOTi.     (One  Main  Feeder.) 


Fia.  339.  —  IKftribution  I^pc  Syatem.     (Two  Main  Feedon.) 


by  laterals,  so  as  to  form  a  gridiron  system.  In  some  distribution  sys- 
tems the  laterals  branch  off  in  different  directions  from  a  main  pipe  (Fig. 
240).  It  is  always  advisable  to  connect  the  ends  of  the  laterals,  so  as  to 
avoid  dead  ends  which  have  to  be  blown  out,  about  once  every  3  or  4 
months,  to  prevent  the  stagnant  water  near  the  ends  of  the  pipes  from 
becoming  unfit  for  domestic  use. 
From  the  lateral  mains,  smaller  pipes  are  laid  in  the  different  atreets. 
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The  snmlleet  street  pipe  in  a  town  should  not  be  less  than  4  ins.  in  diam- 
eter, in  order  to  supply  enough  water  for  fire  purposes.  In  cities  no 
pipe  less  than  6  ins.  in  diameter  should  be  used,  and  in  important  streets 
nothing  smaller  than  an  8-in.  pipe  should  be  l^d. 

In  computing  the  sizes  of  pipe  required  in  a  distributing  system,  the 
community  that  is  to  be  supplied  is  subdivided  into  diffwent  districts. 


Fio.  240.  —  Distribution  Pipe  Syaton.    (One  Main  Feeder.) 


In  the  case  of  a  city,  its  wards  may  form  these  subdivisions.  Estimates 
must  then  be  made  of  the  quantity  of  water  required  in  each  street  for 
public  and  domestic  purposes,  bearing  in  mind  the  fact  that  a  pipe  fed 
at  both  ends  has  double  the  capacity  of  a  pipe  fed  only  at  one  end.  In 
many  cases,  the  quantity  of  water  required  for  extinguishing  fires  in 
sparsely  built-up  districts  will  greatly  exceed  the  quantity  needed  for 
domestic  purposes,  and  will  thus  determine  the  size  of  the  street  pipes 
and  of  the  lateral  mains  supplying  them.  In  calculating  the  sizes  of  the 
different  pip>e8  in  a  distributing  system,  we  work,  therefore,  from  the 
hydrant  back  to  the  main  feeder,  making  reasonable  allowance  for  what 
may  be  required  in  the  near  future. 

In  determining  the  size  of  the  aqueduct  or  pipe-line  terminating  in  a 
reservoir  which  supphes  a  city  or  town,  we  have  only  to  consider  the 
aven^  daily  per  capita  consumption  for  the  estimated  population  at  a 
given  year.  The  reservoir  equahzes  the  variations  in  consumption.  In 
computing,  however,  the  diameters  of  the  different  pipes  in  the  distribu- 
tion system,  we  must  take  the  variation  in  the  rate  of  consumption  into 
account.  AsexplainedinChapterlll,  themaximumdraft  maybe2  to3 
times  the  average  daily  draft  for  the  year.  Allowance  must  also  be  made 
for  the  maximum  quantity  of  water  that  may  be  needed  to  extinguish 
fires.  As  a  general  rule,  it  will  be  sufEcient  to  make  each  pipe  large 
enough  to  fiunish  the  maximum  quantity  of  water  needed  for  extinguish- 
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ing  firea,  plus  Ij  times  the  averse  daily  consumption.  If  a  greater 
quantity  should  be  needed  for  domestic  purposes  at  a  time  of  a  great 
conflagration,  the  water  for  fire  purposes  would  be  obtained  first  from  the 
hydrant,  and  the  pressure  in  the  pipes  would  be  diminished. 
R^  In  large  American  cities  the  main  feeders  are  usually  3&-  to  48-in.  cast 
iron  pipes,  laid,  if  possible,  in  parallel  lines,  about  1000  to  1200  ft,  apart, 
and  connected  by  lateral  mains,  usually  about  16  to  30  ins.  in  diameter. 
The  street  mains  are  6  to  12  ins.  in  diameter.  Gate-valves  should  be 
placed  on  the  main  feeders  at  intervals  of  about  1000  to  1200  ft.  On 
the  laterals,  they  should  be  provided  at  their  junctions  with  the  feeders, 
and  in  the  street  pipes,  gates  should  be  so  placed  that  any  one  block 
can  be  shut  off  from  the  distribution  system. 

In  England  and  other  parts  of  Europe,  gate-valves,  which  close  auto- 
matically and  ring  a  bell,  in  case  of  a  break,  are  placed  in  important  pipe- 
lines and  main  feeders  (p.  183). 

The  service-pipes  are  connected  with  the  street  mains  in  the  mann^ 
described  in  Chapter  XXII.  It  is  not  advisable  to  tap  any  of  the 
feeders  or  lateral  mains.  It  is  better  to  lay  smaller  pipes  alonpide  of 
the  large  mains  for  service-connections,  as  this  permits  these  con- 
nections in  a  block  to  be  shut  ofF,  without  interfering  with  the  supply 
passing  through  the  larger  mains.  The  disadvantage  of  tapping  large 
mfuns  was  shown  in  the  large  fire  at  Salem,  Mass. 

162.  Distributiiig  System  in  Uneven  Topography.  —  Thus  far  we 
have  assumed  the  territory  supplied  to  be  at  about  the  same  elevation. 
When  there  is  considerable  variation  of  level  in  the  different  parts  of  a 
city  or  town,  it  may  be  necessary  to  divide  it  into  zones,  each  of  which 
has  its  own  pipe  system,  supplied  from  a  source  at  a  sufficient  eleva- 
tion, or  by  pumping.  These  different  systems  are  usually  connected  by 
pipes  provided  with  pressure-regulators,  so  that  a  system  may  be  supplied 
from  the  one  above  it,  in  case  of  necessity.  If  no  sources  are  available  at 
the  required  elevations  for  supplying  the  higher  zones,  the  supply  is  ob- 
tained by  pumping  water  from  a  lower  zone  into  a  reservoir  or  stand-pipe, 
constructed  at  the  necessary  elevation. 

As  a  rule,  the  commercial  and  industrial  parts  of  a  city  or  town  will  lie 
at  the  lower  elevations  of  its  site,  and  the  higher  districts  will  be  used 
only  for  residential  purposes.  In  deciding  into  how  many  zones  the 
distribution  pipe  system  should  be  divided,  we  must  bear  in  mind  that 
where  steam  lire  engines  are  not  used,  a  hydrant  pressure  of  40  to  45  lbs. 
per  sq.  in.  should  be  available  in  residential  districts  and  about  80  to 
100  Iba.  per  sq.  in.  in  congested  commercial  or  industrial  districts.  The 
use  of  fire  engines  is  more  objectionable  in  small  communities  than  in 
large  cities. 
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If  the  service-reservoir  furnishes  a  head  of  about  200  ft.  for  the  lowest 
part  of  the  pipe  system,  the  lowest  zone  may  include  all  parte  of  the 
community  up  to  a  level  of  about  100  ft.,  above  the  lowest  street,  which 
would  give  a  static  pressure  of  about  43  lbs.  per  sq.  in.  in  the  higheBt 
part  of  this  zone.  Part  of  this  pressure  will,  of  course,  be  lost  by  friction 
in  the  pipes.    A  net  pressure  of  30  lbs.  at  the  nozzle  of  a  fire-hose  wiU 


Pio.  241. — Two  Zone  Distribution  Pipe  SystemB. 

suffice  for  extinguishing  a  fire  in  5-3tory  buildings,  and  20  lbs.  will  do 
for  houses  having  3  stories. 

In  laying  out  the  next  distribution  zone,  an  independent  source  of 
supply,  giving  a  maximum  head  of  about  200  f t. ,  may  be  used,  if  available. 
If  no  such  source  exists,  water  must  be  pumped  from  the  low-service 
reservoir  or  pipe  system,  into  a  reservoir  or  stand-pipe,  the  bottom  of 
which  should  be  about  200  ft.  above  the  lowest  pipe  of  the  second  zone. 
The  capacity  of  such  a  reservoir  need  not  exceed  about  a  day's  supply, 
and  for  a  stand-pipe,  storage  is  usually  limited  to  about  six  hours  supply, 
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in  order  to  avoid  expense.  A  by-paas  should  be  laid  at  the  reservoir  or 
stand-pipe,  to  make  it  possible  to  supply  the  zone  directly,  when  the 
reservoir  or  stand-pipe  has  to  be  cleaned  or  repaired.  Other  zones  are 
laid  out  in  like  manner,  the  guidii^  principle  being  to  provide  about 
80  to  100  lbs.  pressure  in  the  lowest  pipe  of  a  zone  and  about  40  to  50 
lbs.  in  the  highest  pipe.  The  minimum  pressure  that  must  be  provided 
in  any  given  case  will  depend,  of  couree,  on  local  conditions. 

Fig.  241  shows  the  distribution  system  of  a  town  divided  into  two 
zones.  In  this  case,  the  low  zone  is  supplied  from  a  low-service  reservoir, 
located  in  the  high-service  zone,  which  itself  is  supplied  by  two  stand- 
pipes. 

As  a  matter  of  fact,  distribution  systems  are  seldom  laid  out  in  a  per- 
fectly scientific  manner.  The  pipes  that  are  laid  at  first  are  gradually 
extended  as  the  community  grows,  and  have  to  be  duplicated  when 
their  capacity  becomes  insufficient. 

463.  Different  Plans  for  a  Distribution  System.  —  To  illustrate  the 
difference  in  cost  which  may  exist  between  various  plans  for  a  distribu- 
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Fia.  242.  —  Plana  for  a  Distributing  Pipe  System. 

tion  system,  we  will  take  the  simple  case  of  a  town,  4000  ft.  square, 
divided  by  two  systems  of  parallel  avenues,  at  right  angles  to  each  other, 
into  main  blocks  1000  ft.  square,  which  are  supposed  to  be  subdivided 
by  streets.  We  shall  only  consider  the  principal  feeders  and  secondary 
pipes  laid  in  the  avenues,  as  the  cost  of  the  smaller  pipes,  laid  in  the 
streets,  will  be  practically  the  same  in  all  plans.  Three  different  plans 
(F«.  242)  are  possible  in  this  case.  In  Plan  A,  the  main  feeder  is  laid 
on  the  boundary  line  of  the  town  and  is  cross-connected  by  secondary 
mains  so  as  to  form  a  gridiron  of  pipes.  In  Plan  B,  the  main  feeder 
passes  through  the  center  of  the  town,  and  in  Plan  C,  su^ested  by  the 
late  C.  D.  Ward,  M.  Am.  Soc.  C.  E.,  it  is  in  an  intermediate  position 
between  those  shown  in  Plans  A  and  B.    Assuming  cast  iron  pipes.  Class 
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D  of  the  New  England  Water  Works  Association  Standard  Specifications 
to  be  laid,  Mr.  Ward  estimated  the  quantity  of  iron  required  in  the  three 
different  plans  as  foUowa*: 


Plan 

^■'^^""''- 

■SE^-ffi. 

A 

B 

c 

10,974,000 
9,581,000 
8,301,000 

32.2 
15.4 
0.0 

464.  Measuring  the  Water  Supplied.  —  A  Venturi  meter,  or  other 
similar  device  for  measuring  the  water,  ^ould  be  placed  in  the  aqueduct 
or  pipe-line  supplying  a  city  or  town,  and,  also,  in  the  main  feeders,  so 
that  the  whole  supply,  and  the  portion  used  in  different  parte  of  the  com- 
munity, can  be  measured.  The  quantity  used  in  smaller  subdivisions, 
such  as  single  blocks,  can  be  ascertained  by  pitometer  measurements,  as 
explained  in  Chapter  XXX. 

*  Eng.  Nem,  Aug.  12,  p.  172,  And  Nov.  4,  p.  297, 1009. 
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CHAPTER  XXII 
SERVICE-PIPES  AND   CONNECTIONS 

466.  General  Descrlptioa.  —  The  connection  between  the  street 
main  and  the  consumer's  premises  is  made  by  means  of  a  service-pipe, 
which  is  connected  to  the  main  by  a  tap,  called  a  corporaHon-cock. 
At  the  other  end  of  the  service-pipe,  a  atop-and-^waste  cock  is  provided, 
just  within  the  cellar-wall  of  tJie  consumer's  building,  to  enable  him 
to  shut  ofiF  the  water  from  his  premises  when  the  plumbing  needs  re- 
pairs. Id  order  to  obviate  the  necessity  of  digging  down  to  the  corpo- 
ration-cock, when  the  municipality  or  water  company  desires  to  shut 
off  the  water  from  a  building,  a  stop^MHsk,  called  a  curb-cock,  protected 
by  a  suitable  box,  is  usually  placed  in  the  service-pipe  under  the  side- 
walk, close  to  the  curb.  Fig.  243  shows  the  general  plan  of  a  service- 
pipe  with  its  connections. 

466.  CorporoHonKocks.  —  Fonnerly,  a  tap  consisted  of  a  atop-cock 
having  a  smooth  tapering  end.    After  a  hole  had  been  drilled  in  the 
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Fio.  243.  —  Service  Connection. 

main,  the  tap  was  driven  quickly  into  the  hole.  In  order  to  seciu*e 
a  tight  joint  between  the  tap  and  the  main,  the  tapering  end  was 
tinned  before  the  tap  was  driven. 

Nowadays,  taps  are  provided  with  a  tapering  screw-end,  and  are 
screwed  into  the  main  by  a  tapping  machine,  which  first  drills  a  hole 
in  the  main  and  cuts  screw  threads  in  it  (page  480). 

The  smaller  mains  are  usually  tapped  on  top,  while  the  larger  mains 
are  tapped  on  the  side.  In  some  water  works,  all  mains  5ire  tapped 
at  an  angle  of  45  degrees  from  a  vertical  line.  The  taper-end  of  the 
tap  is  usually  screwed  into  the  main  so  as  to  project  |  to  f  inch  into 
the  pipe.  This  is  done  to  prevent  the  corporation-cock  from  being 
closed  by  tuberculation,  which  forms  rapidly  at  the  point  where  the 
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pipe  has  been  tapped,  owing  to  the  injury  the  coating  generally  re- 
ceives by  the  drilling.  Another  advantage  of  allowing  the  tap  to 
project  into  the  pipe  is  the  drawing  of  water  a  little  distance  from  the 


Corporalion  Cocks. 

side  of  the  pipe,  which  is  apt  to  be  more  or  less  coated  with  slim 
deposit. 

Corporation-cocks,  which  are  screwed  into  the  top  of  a  mai 
made  as  shown  in  Fig.  244  with 
a  bent  coupling,  made  for  i  or  i 
bend,  while  those  which  are  to  be 
placed  at  the  side  of  a  pipe  are 
made  straight  (Fig.  245).  Aguard, 
called  an  eel-guard,  is  sometimes 


FiQ.  246.  —  Eel-guard.  Fig.  247.  —  Multiple  Gooseneck. 

provided  on  the  corporation-cock  to  prevent  eels  and  other  obstructions 
from  getting  into  the  service-pipe  (Fig.  246).     The  corporation-cock 
is  usually  made  of  the  same  diameter  as  the   service-pipe,  but  when 
^»  the  metal  of  a  water  pipe  is  too  thin  to  permit 

^Km  jK^    ^A     *he  insertion  of  a  large  corporation-cock,  a  num- 
^^^^^^^^^^plf    bcr  of  smaller  tapH,  |   to  |  inch  in  diameter, 
H^H^^P^^^^     and   a  multiple   gooseneck    (Fig.   247)    may  be 
^^M^^ao^fjp    used.    For  wrought  iron  or  steel  service-pipes, 
^F     ^r  the  gooseneck  consists  of  a  short,  straight  piece 

Fio.   248.  —  Branch-con-  ^f  pjpg_  ^^j  where  several  corporation-cocks 
are  used  they  are  connected  as  shown  in  Fig. 
248.      A  li  to  2  inch  corporation-cock  can  be 
.lafely  tapped  into  a  10-inch  cast  iron  pipe.     As  far  as  strenRth  is  con- 
cerned, it  might  also  be  tapped  into  an  8-inch  pipe,  but  would  cause  too 
*  Manufactiirpd  by  the  Glauber  Braas  Mfg.  Co.,  Cleveland,  Otiio. 
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great  aD  obstruction  to  the  flow,  and  it  would  be  preferable  to  make  a 
branch-connection,  as  described  above.  When  several  small  corpqra- 
iion-cocka  are  used,  instead  of  one  large  one,  they  should  be  placed, 
under  ordinary  circumstancca,  at  least  15  inches  apart,  and  the  same 
distance  from  the  hub  and  spigot  of  the  main.  This  distance  depends, 
of  course,  largely  upon  local  conditions  of  soil,  and  is  often  fixed  by  the 
municipality  or  water  company. 

Instead  of  using  several  taps,   the   pipe  may  be  reinforced  by  a 
tapping-band,  called  also  a  service-damp,  as  shown  in  Fig.  249.     With 


Flo.  249.  —  TappiDg-bftiiito, 

this  arrangement,  the  hole  drilled  into  the  main  need  only  have  the 
inner  diameter  of  the  corporation-cock,  the  tap  being  screwed  in  this 
case  into  the  band  instead  of  into  the  pipe.  A  simple  but  efficient 
device  for  insuring  a  good  joint  between  the  main  and  the  service- 
clamp  is  a  molded  lead-ring  gasket  (Fig.  250),  which  fits  into  a  groove 
in  the  under  side  of  the  clamp.     The  gasket  has  extensions,  or  ears, 


Fia.  260.  —  Moulded  Lead  Ring  Gasket.  Pio.  261.  —  Lead  Gooaeneck. 

which  turn  up  at  the  outer  edge  of  the  clamp  and  hold  it  in  place, 
lieing  of  soft  lead,  the  gasket  fits  itself  to  the  irregularities  of  the  pipe 
and  makes  a  tiglit  joint.  Sometimes  the  gasket  is  made  of  rubber, 
or  the  joint  is  filled  with  cement. 

I'nless  the  service-pipe  is  made  of  lead,  a  lead  gooseneck,  about 
2  feet  long  (Fig.  251),  should  be  placed  between  the  corporation-cock 
and  the  service-pipe,  to  enable  this  pipe  to  adapt  itself  to  any  settling 
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that  may  occur.  The  top  of  the  gooseneck  must  be  kept  deep  enough 
in  the  ground  to  insure  that  the  water  in  the  pipe  will  not  freeze. 
The  gooseneck  is  connected  to  the  corporation-cock  and  the  service 
pipe  by  wiped-joirtta,  cup-joints,  or  by  means  of  lead  flange-joints.  The 
wiped  joint  requires  skilled  labor.  The  cup-joint,  when  properly 
made,  involves  less  labor  and  material,  and  is  perfectly  satisfactory. 

Flange-joints  (Fig.  252)  require  only  the  use  of  a  tool  to  spread 
and  flatten  the  lead  pipe  in  the  joint,  to  form  the  gasket.  Corporation- 
and  curb-cocks  of  the  lead  Sange  'pattern  are,  in  many  cases,  preferable 


Fio.  252.  —  FUnge^jointe. 

to  other  types  as  they  require  no  skilled  labor  and  can  be  made  in  wet 
or  muddy  trenches  that  would  make  the  use  of  molten  lead  dangerous. 
A  laborer  of  ordinary  intelligence,  with  a  hammer,  turn  pin,  and 
swedging  tool,  can  make  a  lead  flange  joint  in  less  time  than  a  skilled 
man  can  make  a  wiped-joint.  The  lead  flange-joint  can,  also,  be 
readily  disconnected  by  merely  turning  a  nut  with  a  monkey-wrench. 
The  eflSciency  of  the  joint  is  not  impaired  by  disconnecting  and  re- 
connecting it  a  number  of  times. 

When  multipte  goosenecks  are  adopted,  more  flexibility  will  be  given 
to  the  connection  with  the  water  main  than  when  one  gooseneck  is 
used,  as  the  lead  pipes  will  have  smaller  diameters  in  the  former  case 
than  in  the  latter.  There  is,  therefore,  less  liability  of  breakage  with 
several  goosenecks  in  the  connection  than  with  one.  All  service- 
connections  of  whatever  size  should  be  protected  by  bricking  or 
housing  in,  to  prevent  danger  from  the  sudden  settling  of  the  earth, 
-  This  inexpensive  arrangement  reduces  the  strains  in  the  connections. 

467,  Curb-cocks. — The  curb-cock  is  generally  an  ordinary  stop- 
cock. Occasionally  a  stop-and-waste-cock  is  used  for  this  purpose. 
Both  types  of  curb-cocks  are  commonly  used.  Fig.  253  shows  a  curb- 
cock  of  a  round  loay  pattern,  with  bulging  sides,  which  gives  more 
room  for  the  key,  and  makes  it  possible  to  give  it  a  larger  opening. 
The  key  or  plug  and  the  T  handle  are  cast  in  one  part.  In  Fig.  254  a 
more  serviceable  and  dependable  type  of  curb-cock  is  shown,  the  key 
or  plug  being  protected  by  a  patent  cap  which  excludes  dirt  and  all 
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foreign  substance  from  contact  with  the  key.  By  thia  arrangement,  it 
is  impossible  for  dirt  to  get  between  the  body  of  the  cock  and  the  key, 
and  to  cause  the  key  to  cut  and  leak.  For  ease  of  operation,  the  key 
is  inverted.     It  yields  readily  to  the  pressure  of  the  shut-off  rod,  but 


4> 


Pig.  253.  Pio.  254. 

Curb-cocke. 

is  held  to  its  bearings  by  pressure  of  the  water  through  a  by-pass  at 
the  bottom  of  the  cock. 

468.  Stop-and-waste  cocks  are  usually  placed  in  the  cellar  or  base- 
ments, fig.  255  shows  such  a  cock  of  the  ground-key  type,  with 
patent  cap  to  protect  the  key  or  plug.     A  Hmall  hole  ia  drilled  in  one 


Fio.  255.  Fia.  266. 

Stop-ttnd-waate  Cocks. 

side  of  the  key  and  reaches  the  opening  or  water-way.  When  the 
cock  is  shut  off,  the  small  hole  in  the  key  is  opposite  the  opening  of 
the  pipe  on  the  house  side,  while  one  of  the  main  openings  through  the 
key  is  opposite  the  small  waste-hole  in  the  body  of  the  cock.  When 
the  cock  is  closed  against  the  service  side,  the  supply  is  shut  off,  and 
the  water  left  in  the  home-pipes  drains  off.  Another  kind  of  stop- 
and-waste  cock,  known  as  the  compression  type,  is  shown  in  Fig.  256. 
It  has  a  double  seated  valve.  When  the  supply  seat  rises,  the  waste 
seat  closes,  and  vice  versa.  It  is  mechanically  impossible  for  both  to 
be  open  at  the  same  time. 

469.  Compositions  for  Corporation-  and  Curb-cocks.  —  The  follow- 
ing table  gives  compositions  for  corporation-  and  curb-cocks  that  have 
been  adopted  by  various  cities  and  manufacturers. 
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TABLE  LVIL  — CORPORATION-  AND  CURB-COCKS 


Cower. 

JHTOSnt 

Tin, 

ZiDC. 

pWMnt 

par  Bent 

Msnufacturers'    Standard   Composition 

85 

87+2* 

87±2 

80 

88 

4 

9 
6 

7 
3 

ManuTacturers'    Standard    CompoBttion 
No  2 

2 

In  3oil  that  is  alkaline,  or  contains  salts,  zinc  should  generally  be 
omitted  in  the  composition,  as  it  causes  the  corrosion  of  the  compo- 
sition in  such  soil.  This  difficulty  may  be  overcome  by  using  the 
composition  given  above  as  the  Manufacturers'  Standard  Com[x>sition 
No.  2,  in  which  silica  copper  is  used. 

The  keys  or  plu^  should  be  lubricated  with  plumbago  and  Albany 
grease  or  vaseline.  Beeswax  and  tallow  should  not  be  used,  as  they 
will  get  hard  and  make  it  difficult  to  open  or  close  the  valve. 

460.  Service-boxes  are  used  to  protect  the  curb-cocks.  They  should 
be  made  so  as  to  prevent  dirt  and  rubbish  from  getting  into  the  curb- 
cocks,  and  should  have  covers  which  can  only  be  removed  by  means 
of  special  keys,  in  order  to  prevent  unauthorized  persons  from  tamper- 
ing with  the  boxes.  As  the  distance  from  the  curb-cocks  to  the  side- 
walk is  variable,  the  boxes  should  be  adjustable  for  different  heights. 

The  usual  kind  of  service-box  is  of  the  telescopic  pattern,  and  con- 
sists of  three  parte:  a  base  or  lower  section,  an  upper  section,  and  a 
cover.  The  lower  section  is  enlarged  at  the  bottom  so  as  to  enclose 
the  curb-cock.  The  upper  section  either  slides  over  the  lower  one,  or 
is  connected  to  it  by  a  threaded  joint.  In  cold  climates  an  objection 
to  the  latter  arrangement  is  that  the  frost  may  lift  the  whole  box, 
instead  of  only  the  upper  section,  and  that  it  may  be  difficult  to  drive 
it  back  again.  The  covers  aie  usually  circular,  except  for  boxes  set 
in  brick  walks,  which  should  have  square  or  rectangular  covers.  The 
cover  may  be  secured  to  the  box  by  means  of  a  brass  screw  bolt 
with  a  triangular  or  pentagonal  head.  In  some  service-boxes,  a  ^fecial 
casting  is  added  at  the  bottom  of  the  box,  to  keep  the  stop-cock  in  the 
center  of  the  box  and  the  tee-head  in  a  vertical  position.  Some  boxes 
are  provided  with  a  short  rod,  which  is  attached  to  the  cock  and  held 
in  the  center  of  the  box  by  lugs  on  the  interior  of  the  casing.  This 
arrangement  is  useful  in  localities  where  the  ground  water  rises  in  a 
soft  material,  and  often  fills  the  bottom  of  the  base  with  mud  and  water. 
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Fig.  257  shows  one  of  the  five  types  of  j>eT}eel  curb-boxes  made  by  the 
S.  E.  T.  Valve  and  Hydrant  Company  of  New  York.  It  meets  all  of 
the  general  requirements,  mentioned  above,  and 
has,  in  addition,  a  second  cover,  which  protects 
the  box,  if  the  upper  cover  should  be  broken. 
Both  covers  lock  without  bolts. 

Fig.  258  shows  some  other  types  of  service- 
boxes.  The  Buffalo  service-box,  named  after 
the  place  where  it  was  first  made,  is  substan- 
tial and  does  not  get  easily  out  of  order.  The 
box  can  be  adjusted  to  the  depth  of  the  trench 
by  screwing  or  unscrewing  the  top  section. 

The  QuiTiSee  service-box  is  light  in  weight, 
easy  to  handle  and  possesses  many  desirable 
features.  The  cover  is  made  of  cast  iron,  in 
one  piece.  In  its  center  is  set  an  iron  screw 
in  a  brass  bushing,  to  prevent  rusting.  When 
the  iron  screw  is  removed,  a  shut-off  rod,  up 
to  i  in.  in  diameter,  can  be  inserted  in  thct 
box.  The  box  is  adjusted  by  a  rubber  packing 
gland,  and  is  held  at  the  desired  length  by  its  rubber  packing,  which 
can  be  made  as  tight  as  desired  by  means  of  the  gland-bolts.     A 


PiQ.  257. 


FiQ.  258.  —  Service-boxes. 


flange  on  its  lower  end  prevents  the  shaft  from  being  pulled  through 
the  gland.  A  special  casting  is  placed  over  the  corporation-cock, 
to  receive  the  lower  end  of  the  shut-off  rod. 
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The  box  can  be  extended,  when  necessary,  by  replacing  the  shaft, 
which  is  a  piece  of  1-  or  IJ-in.  pipe,  by  a  piece  of  the  desired 
length. 

Fig,  258  ahowB  another  practical  design  for  a  service-box  which  is 
manufactured  by  the  Hays  Mfg.  Co.  of  Erie,  N.  Y.,  and  the  H.  Mueller 
Mfg.  Co.  of  New  York  City. 

461.  Serrice-pipes.  —  The  kinds  of  pipe  which  have  been  used  for 
service  connections  are:  lead,  lead  lined  with  tin;  wrought  iron,  pro- 
tected by  a  coating  of  asphalt  and  tar,  zinc,  lead,  tin,  enamel,  or  cement; 
and  cBst  iron  coated  with  asphalt  and  tar.  In  selecting  the  kind  of 
service-pipe  to  be  used  in  any  particular  case,  the  points  to  be  con- 
sidered are:  (1)  The  chemical  action  the  water  may  have  on  the  pipe; 
(2)  the  cost  of  layii^  and  maintaining  the  pipe;  (3)  its  durability. 

In  most  cases  lead  pipes  will  be  found  to  be  the  best  that  can  be 
used  for  services  up  to  about  Ij  inches  in  diameter.  While  more 
expensive  than  wrought  u^n  pipes,  they  are  more  durable  and  can  be 
laid  more  cheaply,  as  they  can  easily  be  turned  around  obstructions 
that  may  occur  in  the  pipe-trench  and  have  a  less  number  of  joints. 
Considerable  prejudice  exists  against  the  use  of  lead  pipes,  as  th^ 
cause,  in  some  cases,  lead  poisoning.  This  may  occur,  when  soft 
water  is  stored  in  lead-lined  tanks,  or  where  water  from  springs  or 
wells  is  conveyed  for  several  hundred  feet  to  the  consumers  through 
lead  pipes.  The  poisoning  by  the  lead  is  especially  apt  to  occur,  if 
the  tank  or  pipes  are  alternately  exposed  to  the  air  and  the  water. 

462.  Lead  Poisoning.  ^-  The  subject  of  lead  poisoning  caused  by 
service-pipes  has  been  carefully  investigated  by  the  Massachusetts 
State  Board  of  Health,  which  arrived  at  the  following  conclusions:" 

1.  Nearly  all  serious  cases  of  lead  poisoning  in  Massachusetts, 
caused  by  the  use  of  public  water  supply,  have  occurred  in  cities  using 
ground  water, 

2.  The  greater  the  hardness  of  the  water,  as  compared  with  its  free 
carbonic  acid,  the  less  effect  will  the  carbonic  acid  have  upon  the  lead. 

3.  Surface  water  acts  also,  however,  on  lead  pipe,  but  dissolves 
only  a  small  amount  of  lead.  If  this  water  is  distributed  through 
lead  pipe  it  niay  become  injurious  to  health. 

4.  A  water  which  has  ordinarily  only  a  slight  action  on  lead  pipe 
may,  by  some  change  of  condition,  take  up  a  much  greater  quantity 
of  lead  than  under  ordinary  circumstances,  and  a  change  in  the  source 
of  the  supply  of  a  community  has  somet  mes  been  followed  by  a  ma- 
terial increase  in  the  action  of  the  water  upon  lead  service-pipes. 

*  Reports  oF  Maasochusetts  State  Board  of  Health,  1898,  p.  nxii;  1900,  p.  488; 
and  1901,  pp.  xxxi  and  xxxi. 
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6.  An  occasional  use  of  wat«r  containing  a  little  lead  may  not  be 
injiu'ious,  while  the  continued  use  would  be,  as  lead  is  a  cumulative 
poison.  The  exact  quantity  of  lead  that  will  be  injurious  depends 
upon  the  person,  but  it  is  known  that  the  continued  use  of  water  con- 
taining as  little  as  0.05  of  a  part  for  100,000  (about  ^  grain  per  gallon) 
has  caused  serious  injury  to  health. 

Lead  poisoning  is  not  apt  to  occur  witii  most  waters,  if  the  lead 
service-pipe  is  short  and  the  water  remains  in  it  only  a  abort  time  — 
say,  never  longer  than  twelve  hours.  The  water  of  Ancient  Rome  was 
distributed  by  lead  pipes,  and  in  most  large  modern  cities  in  America 
the  usual  service-pipes  for  domestic  supply  are  made  of  lead.  With 
surface  water,  such  as  used  in  Boston,  the  lead  service-pipes  are  soon 
coated  on  the  inside  with  a  brown  layer  of  organic  matter,  under  which 
a  coating  of  carbonate  of  lead  occurs.  After  these  layers  have  been 
formed,  the  water  has  no  further  appreciable  efFect  on  the  lead  pipe.* 
It  is  a  good  precaution  to  waste  the  water  that  has  stood  in  a  lead  or 
lead-Uned  pipe  over  night. 

463.  Tin-lined  lead  pipes  have  been  used  to  some  extent  in  Provi- 
dence, R.  I.,  and  in  other  cities.  While  the  tin  coating  protects  the 
lead  at  first,  a  chemical  or  galvanic  action  is  said  to  occur  soon  be- 
tween the  two  metals,  and  tends  to  destroy  one  or  the  other.  The 
tin  lining  is  apt  to  be  broken  at  the  joints.  The  advantage  of  using 
these  pipes  is  more  than  offset  by  the  objections  just  mentioned,  and 
by  the  higher  price. 

464.  Wrought  Iron  Pipes.  —  Service-connections  larger  than  IJ 
inches  in  diameter  are  usually  made  with  wrought  iron  pipes.  Gal- 
vanized pipe  has,  probably,  been  used  more  extensively  for  this  purpose 
than  any  other  kind  of  wrought  iron  pipe.  These  pipes  are  made  by 
giving  them  a  bath  in  acid,  and  then  dipping  them  in  melted  zinc. 
The  coating  thus  formed  is  not  always  perfect,  but,  even  when  it  is, 
the  zinc  becomes  corroded  in  time.  Prof,  W.  R.  Nichols  f  says  about 
this  kind  of  pipe:  "When  the  pipes  are  exposed  to  the  action  of  the 
water,  corrosion  be^ns  at  once.  At  first,  this  action  is  on  the  zinc 
alone,  provided  the  original  iron  was  free  from  rust,  and  the  treatment 
of  the  zinc  thorough,  but,  after  a  time,  the  sine  which  remains  will 
cease  to  protect  the  iron  and  iron  rust  will  b^n  to  form.  As  r^ards 
this  action,  it  is  simply  a  question  of  time." 

According  to  W.  H.  Richards,|  a  ^-inch  galvanized  pipe  will  clc% 
in  from  5  to  15  years,  except  with  special  waters,  when  it  may  last 

•  The  Sanilary  Engineer,  December  6,  1883,  p.  13. 
t  "Water  Supply,"  by  Prof.  W.  R.  Nichols,  p.  214. 
t  Jour.  New  Eogland  Water  Works  Aaaoe.,  June  19,  1884. 
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longer.  After  fifteen  years'  trial,  the  use  of  galvanized  service-pipes 
was  abandoned  in  Middletown,  Conn.,  in  1884.  As  regards  its  effect 
on  the  health  of  the  consumers,  zinc  pipes  are  more  dangerous  than 
lead  pipes.  In  ordinary  cases,  however,  no  bad  effect  will  result  if  the 
service-pipe  is  of  ordinary  length  and  is  kept  full  of  water. 

Wrought  iron  pipes,  coated  with  a  preparation  of  tar  and  asphalt 
by  some  secret  process,  have  been  used  to  a  limited  extent  for  service- 
pipes.  Enameled  pipes,  coated  at  high  temperature  by  some  patented 
process,  have  also  been  used  for  this  purpose.  A  liquid  enamel  is 
sold  with  these  pipes  for  coating  exposed  ends  and  special  cast- 
ings. As  the  coating  is,  however, 
applied,  in  this  case,  without  any 
heat,  it  is  doubtful  whether  it  will 
furnish  more  than  a  temporary 
protection.  Other  coatings  of  tin, 
^.„„„.„.„  rubber,  etc.,   have   been   tried   for 

FIG.  260. -Lead-lined  Iron  Pipe.  '^"^ht  iron  pipes  but  have  not 
proved  satisfactory.  Wrought  iron 
service-pipes,  lined  with  amalgamated  lead  (Fig.  259  •),  are  also  made. 
466.  Cement-lined  service-pipes  have  been  used  in  several  cities  and 
towns,  especially  in  New  England,  for  about  thirty  years.  In  New 
London,  Connecticut,  such  pipes,  having  an  inner  diameter  of  J,  1,  and 
1}  inches  are  lined  in  the  following  manner.f  Portland  cement  with 
a  small  proportion  of  Rosendale  cement  is  mixed  with  sand  in  the 
proportion  of  one  to  one.  Originally  only  Portland  cement  was  used, 
but  the  addition  of  a  small  amount  of  Rosendale  cement  was  found 
to  give  better  results.  After  being  properly  mixed,  the  cement^mortar 
Is  forced  into  the  pipe  by  a  special  press.  Two  cones  having  the  diam- 
eter of  the  finished  bore  are  then  drawn  through  the  pipe,  pressing 
the  mortar  to  the  side.  The  pipes,  after  being  lined  in  this  manner, 
are  laid  carefully  aside,  until  the  cement  has  set,  when  liquid  grout 
is  poured  through  the  pipes  to  fill  any  holes  that  may  exist  in  the 
cement  lining.  By  this  process,  a  1-inch  pipe  is  made  into  a  }-inch 
cement-lined  pipe,  at  a  cost  of  about  two  cents  per  lineal  foot.  This  kind 
of  pipe  is,  next  to  lead,  the  best  kind  that  can  be  used  for  service-pipes. 
A  serious  objection  to  all  kinds  of  coated  wrought  iron  pipes  is  the 
fact  that  they  are  apt  to  rust  where  they  are  cut,  the  rust  accumulating 
in  the  fittings  and  special  castings.  Brass  cocks  and  fittings  appear 
to  have  an  affinity  for  rust,  and  are  often  completely  obstructed  in 
this  manner.  i 

■  *  Manufticturcd  by  Ihe  Lead-lined  Iron  Hpe  Co.,  Wakefield,  Maaa. 
t  Jour.  New  EnRland  Water  Works  Abboc.,  June  19,  1884. 
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166.  Vegetable  and  animal  growths  occur  for  a  distance  of  one  or 
two  miles  from  the  inlet  in  all  aqueducts  and  pipe-lines  that  convey 
surface  water.  Beyond  this  distance  the  growths  are  less  extensive. 
The  principal  growth  is  generally  Polyzoa,  which  hold  diatoms  and 
other  organisms,  together  with  much  amorphous  matter.  When  tho 
aqueduct  is  empty,  the  coating  on  its  inner  surface  appears  as  dark 
brown  slime,  not  over  ^  inch  thick,  but  as  soon  as  water  fills  the 
conduit  again,  tentacles  from  these  growths  float  in  the  water  and 
extend  about  J  inch  from  the  surface.  The  capacity  of  an  ordinary 
masonry  aqueduct  is  reduced  in  this  manner  about  10-14  per  cent 
in  7  or  8  months,  but  most  of  its  original  capacity  is  recovered,  when 
the  slimy  coating  has  been  removed. 

In  the  brick-lined  Cochituate  aqueduct  of  Boston,  Mass.,  growths 
of  spongilla  occur,  if  deposits  of  slime  and  dirt  are  allowed  to  accumu- 
late. In  course  of  a  year  or  two,  this  growth  becomes  hard,  and  its 
projections  form  a  serious  impediment  to  the  flow  of  the  water. 

Concrete  conduits  and  cement-lined  pipe  appear  to  be  less  sub- 
jected to  slimy  coatings  than  brick-lined  conduits.  In  twenty  miles 
of  cement-lined  pipe  in  northern  New  Jersey,  no  growth  or  deposit 
was  found,  when  the  pipe  was  taken  up.*  The  same  condition  was 
found  in  1911  in  the  concrete  aqueduct  of  Jersey  City,  which  had 
been  8  years  in  service. 

V^etable  and  animal  growths  thrive  also  on  the  sides  of  open 
canals,t  and  reduce  their  discharging  capacity  considerably. 

467.  Cleaning  Aqueducts.  —  Whenever  possible,  aqueducts  should 
be  inspected  and  cleaned  at  least  once  each  year.  In  the  Boston 
aqueducts  the  slimy  costing  on  the  sides  and  arch  is  removed  once 
or  twice  per  annum  by  means  of  water  and  hand  brooms,  or  by  water 
under  a  pressure  of  about  200  lbs.  per  square  inch  which  is  dischai^ed 
by  a  gasoline  power-sprayer  against  the  inner  surface  of  the  conduit. 
The  Iatt«r  method  is  said  to  be  the  more  economical  of  the  two.  The 
bottom  of  the  aqueduct  is  cleaned  by  means  of  push-brooms,  operated 
by  hand. 

•  "Water  WorkB  Handbook,"  bv  Flinn,  Weston,  and  Bogert,  p.  291. 
t  Trim.  Am.  Soc.  C.  E..  1911,  LXXI,  p.  186. 
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468.  Mechanical  Cleaning  of  Water  Mains.  —  As  explained  on 
page  461,  the  capacity  of  most  water  mains  is  gradually  reduced  by 
tuberculation,  the  degree  to  which  this  takes  place  depending  upon 
the  character  of  the  water.  Various  machines  have  been  used  abroad 
for  cleaning  the  water  mains,  but  it  is  only  in  recent  years  that  such 
contrivances  have  been  used  in  America.  Considerable  experience  is 
necessary  in  the  design  and  construction  of  mechanical  cleaners  and 
in  using  them.  The  cleaning  of  water  mains  should  be  given  out  to 
contractors  who  have  had  special  experience  in  this  class  of  work. 

.  469.  Pipe  Cleaning  Machines.  — ■  Two  types  of  pipe  cleaning  ma- 
chines are  used  in  the  United  States.    The  machine  shown  in  Fig. 


FiQ.  260.  —  Hiil-Hodgman  Pipe  Qeaning  Machine. 


Fla.  260a.  —  Turbine  Pipe  Cleaning  Machine. 

260  is  the  Hill-Hodgman  water  propelled  machine,  and  that  shown  in 
Fig.  260o  is  a  turbine  type  of  cleaner,  patented  by  a  German.* 

The  former  machine  is  composed  of  a  series  of  heads,  flexibly  con- 
nected, and  carrying  resilient  springs,  to  which  are  fastened  cutting 
and  scraping  members  that  conform  to  the  inner  surface  of  the  pipe. 
The  springs  are  provided  with  wheels,  which  effectually  prevent  the 
abrading  of  the  tar  coating  of  the  pipe  by  the  scrapers.  The  machine 
is  propelled  through  the  water  main  by  means  of  a  double  piston  in 
the  rear,  which  is  so  constructed  that  the  flow  is  under  the  control 
of  the  operator.  On  account  of  the  practice  in  this  country  of  allow- 
ing corporation-cocks  to  project  into  a  main,  it  is  necessary  to  so 
design  cleaning  machines  that  they  will  not  injure  or  disturb  the 
*  The  United  States  patents  for  both  of  these  machiaee  are  owned  by  the  National 
Water  Main  Cleaning  Co.,  New  York. 
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corporation-cocks,  while  thoroughly  removing  the  incrustation  about 
them.     Tbifl  macluDe  is  designed  to  operate  in  this  manner. 

The  turbine  type  of  cleaner  eonsista  of  a  cutting  head  which  is 
rapidly  revolved  in  the  pipe  by  means  of  a  water  turbine,  attached 
to  the  rear  of  the  cutter-head.  In  order  to  secure  the  full  effect  of 
the  water  passing  through  the  main,  flexible  cups  are  provided  as 
shown,  and  these  conform  to  the  inner  surface  of  the  main.  The 
rate  of  travel  of  this  machine  is  governed  by  means  of  a  cable  placed 
at  the  rear  of  the  machine.  When  systematic  cleaning  of  water  mains 
is  to  be  done,  it  is  desirable  to  install  special  fittings  called  hatch- 
boxes.  They  should  be  placed  in  the  mains  at  convenient  intervals, 
in  manholes,  if  possible,  so  that  access  may  be  had  to  them  without 
having  to  dig  or  excavate  in  the  street  to  the  pipe.  Fig.  261  shows 
the  Empire  Hatch-Box,  which  is  caulked  into  the  main  and  becomes 
part  of  it.  The  cover  is  bolted  and  leaded  to  the  box,  and  the  box  is 
so  designed  that  the  cleaning  apparatus  can  be  inserted  in  the  main 
without  difficulty.     With  the  Hill-Hodgman  machine,  this  hatch-box 


Fio.  261.  —  Empire  Hatch-box. 

suffices,  but  with  the  turbine  type  of  machine,  involving  the  use  of  a 
cable,  it  is  necessary  to  provide  the  cover  of  the  hatch-box  with  a 
stuffing-box  and  pulley  for  feeding  the  cable  into  the  main.  In  par- 
ticularly bad  cases,  when  conditions  do  not  warrant  the  use  of  a  water- 
propdled  machine,  a  special  machine,  drawn  by  means  of  a  cable, 
is  used.  In  this  case  a  preliminary  operation  is  necessary,  in  order  to 
get  the  cable  through  the  main. 

470.  The  process  of  cleaning  mains,  as  carried  on  in  the  United 
States,  is  pjerffrraed  as  follows: 

The  main  C  opened  up  in  two  places,  where  it  has  been  exposed  by 
excavating  down  to  it.  The  distances  between  these  cuts  in  the  main 
vary  according  to  its  diameter,  the  pressure  maintained,  and  the  nature 
of  the  incrustation.  It  will,  therefore,  be  seen  that  experience  is  neces- 
sary in  order  to  decide  upon  these  distances,  so  that  the  work  can  be 
carried  on  economically.  Where  there  is  sufficient  water  pressure, 
and  the  condition  of  the  interior  of  the  main  warrants  it,  water-pro- 
pelled machines  are  used.     If  hatch-boxes  are  installed,  it  is  only 


Digitized  by  Google 


450  CLEANING  AQUEDUCTS  AND  WATER  MAINS 

necessary  to  remove  the  cover,  insert  the  machine,  replace  the  cover, 
and  turn  on  the  proper  amount  of  water  to  give  the  machine  the 
proper  rate  of  travel  through  the  main.  When  water  pressure  cannot 
be  used,  a  cable  is  passed  through  the  main  by  means  of  a  special 
carrier,  and  after  it  has  passed  through  the  main,  a  machine  is  attached 
to  it  and  inserted  into  the  pipe-line  through  the  hatch-box.  The  cover 
is  then  replaced,  the  proper  amount  of  water  is  turned  on,  and  the 
machine  is  pulled  through  the  water  main  by  means  of  a  windlass. 
Wtether  the  pipe  cleaner  is  propelled  by  water  or  drawn  by  cable, 
a  certain  quantity  of  water  is  allowed  to  pass  the  machine  in  order 
to  carry  ahead  of  it  the  dirt  and  incrustation  which  has  been  cut  and 
ground  up  by  the  machine.  The  water  with  this  sediment  and  cleaners 
is  carried  to  the  surface  of  the  street  through  a  riser-pipe.     After 


Fia.  262.  —  Effects  of  Cleaning  Water  Mains. 

the  machine  has  passed  through  the  main,  the  water  is  shut  off,  the 
rifler-pipe  is  removed  and  the  main  at  that  point  is  reconnected. 

Fig.  262  illustrates  the  effects  of  cleaning  water  mains  by  means  of 
a  machine. 

Many  unexpected  difficulties  are  encountered  in  cleaning  water 
mains  and  cause  delay  and  trouble.  In  extremely  bad  cases,  small 
mains  have  to  be  opened  at  points  as  close  tc^ther  as  100  feet.  Owii^ 
to  the  carelessness  in  the  original  laying  of  the  pipes,  lumps  of  lead 
may  have  entered  the  pipes  at  a  joint  which  may  be  Ifjrge  enough  to 
prevent  the  passage  of  the  cleaner,  and  may  necessitau  an  extra  cut. 
Water  departments  are  often  not  sure  of  the  location  ot^the  pipe  and 
of  the  valves  and  special  fittings.  This  may  cause  lose  of  time  and 
extra  excavation.  Lack:  of  knowledge  of  the  condition  and  position 
of  valves  often  makes  a  complete  shut-ofE  impossible,  until  the  neccB- 
sary  information  is  acquired  at  considerable  expense  and  trouble. 
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CHAPTER  XXIV 
THAWING   FROZEN  PIPES  AND   HYDRANTS 

471.  Thawing  Frozen  Mains.  —  Where  frost  occurs,  the  water 
mains  should  be  laid  below  the  deepest  frost  lino,  to  prevent  the  water 
in  them  from  freezing  in  cold  weather.  The  depth  to  which  the  pipes 
should  be  laid  varies  from  4  to  7  feet  in  different  parts  of  the  United 
States.  The  danger  of  the  pipes  becoming  frozen  is  especially  great 
at  dead-enda  where  there  is  no  circulation.  Pipes  covered  with  a  rock 
fill  and  surrounded,  more  or  less,  by  air  are  less  apt  to  freeze  than 
pipes  laid  in  wet  ground.  When  a  pipe  has  become  frozen,  it  can 
be  thawed  either  by  steam  or  by  electricity. 

472.  Steam  Thawing.  —  The  manner  of  thawing  a  frozen  pipe  by 
steam  adopted  by  G.  P.  Pruett,  City  Engineer  of  Miles  City,  Mon- 
tana, in  the  severe  winter  of  1915-16  was  as  follows:  * 

"  Holes  were  first  driven  down  to  the  pipe,  about  20  ft.  apart,  by  means 
of  1-in.  drills,  which  were  pounded  down  with  a  sledge  hammer.  Steam 
was  shot  into  these  holes  until  the  frost  was  drawn,  and  then  the  pipe 
was  uncovered  at  these  holes  in  sections  of  about  5  ft.  Short  pieces 
of  pipe  were  worked  along  the  top  of  the  water  pipe  and  thoroughly 
steamed  from  one  hole  to  the  next.  The  main  was  tapped  to  locate 
the  frozen  section,  which  was  about  100  ft.  long,  and  the  steaming 
process  was  continued,  from  hole  to  hole,  until  the  main  was  opened. 
The  pipe  did  not  break  and  gave  no  further  trouble  from  freezing, 
although  the  frost  was  below  the  main,  before  it  was  steamed." 

473.  Electric  Thawing.  — In  March,  1912,  the  New  York  Edison 
Company  f  thawed  out  by  electricity  a  6-in.  cast  iron  main,  1700  ft. 
long,  which  supplies  a  lai^  hospital  on  Brother  Island,  in  New  York 
City.  When  the  Company  b^an  operations,  the  pipe  had  been  frozen 
for  a  month,  a)'  attempts  to  thaw  it  out  by  steam  having  failed.  Four, 
and  later  six,  (Tansformers  for  2000  to  200  volts  were  used.  The  pipe 
was  cut  on  b^th  shores  and  a  current  of  800  amperes  was  turned  on, 
a  water  pressure  of  80  lbs.  being  maintained  on  the  island  end  of  the 
pipe  by  electric  pumping,  to  assist  in  forcii^  out  the  ice.  The  current 
acting  on  the  pipe  was  maintained  for  five  days,  being  gradually  in- 
<Teased  to  180O  amperes  at  about  400  volts.     On  the  fifth  day  the 

•  Engineering  aitd  CorUraeting,  lOlfl,  XLV,  p.  437. 
t  Ediaon  Monthly,  April,  1912. 
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water  b^an  gradually  to  flow,  and  the  pipe  was  Boon  free  of  ice.  A^ 
the  cold  salt  water  absorbed  much  of  the  heat  from  the  pipe,  it  m- 
quired  thirty-fiix  times  as  much  heat  to  thaw  out  the  pipe  as  would 
be  required  to  mdt  an  equal  quantity  of  ice  on  land. 

474.  Frozen  hydrants  cause  much  trouble  in  cold  climatea.  The 
trouble  is  generally  caused  by  improper  drainage,  or  by  the  branch 
pipe  —  which  forms  a  dead  end  —  not  being  laid  deep  enough.  The 
hydrants  are  usually  thawed  out  by  means  of  a  portable  boiler,  hooked 
directly  onto  the  nozzle,  with  a  cap,  tapped  and  connected  with  the 
steam  hose,  A  steam  pressure  of  about  50  lbs.  per  square  inch  will 
usuaJly  do  the  work.  The  hydrant  is  kept  closed  and  the  drain  valve 
is  opened,  so  as  to  heat  the  hydrant  and,  also,  the  surrounding  ground. 
In  ordinary  cases  the  hydrant  may  be  thawed  out  in  ten  minutes  at 
a  trifling  cost.  If  a  rainstorm  occurs,  just  before  the  freezing  weather 
begins,  the  frost  will  penetrate  deeper  than.it  generally  does,  as  the 
ground  will  be  full  of  water.  Hydrants  or  their  branch-pipes,  which 
ordinarily  caused  no  trouble,  may  under  such  circumstances  become 
frozen, 

476.  Thawing  Frozen  Service-pipes  by  Electricity.  —  If  aervice-pipes 
are  not  laid  below  the  deepest  froat-line,  the  water  in  them  may  freeze 
in  winter,  thus  cutting  off  the  supply.  Formerly  the  pipes  were  thawed 
by  steam,  after  they  had  been  partially  or  entirely  exposed,  but  this  can 
be  done  more  expeditiously  and  economically  by  means  of  electricity. 
In  the  severe  winter  of  191&-16  about  10  per  cent  of  the  service-pipes 
in  Miles  City,  Montana,  were  frozen  between  the  mains  and  the  base- 
ments of  the  houses,  the  trouble  occurring  principally  at  the  goosenecks 
and  at  the  curb-boxes.  The  manner  in  which  the  pipes  were  thawed 
is  described  by  G.  C.  Pruett,  the  City  Engineer  of  Miles  City,  as 
follows:* 

"The  frost  was  so  deep  and  so  hard  that  an  attempt  to  expose 
the  pipe  by  digging  down  to  it  meant  considerable  delay  in  re-estab- 
lishing the  service.  For  that  reason  the  city  purchased  the  necessary 
equipment,  which  consisted  of  one  1100  to  50-volt  transformer,  cable, 
meter  switches,  choke-coil,  etc.,  and  constructed  an  fflectric  thawing 
apparatus.  The  whole  equipment  was  placed  on  a  tra  'er  and  pulled 
by  a  Ford  roadster.  In  thawing,  connection  was  made  wHh  the  electric 
mains,  the  current  was  stepped  down  to  50  volts,  and  connections  were 
made  to  the  house  water  system  and  the  nearest  fire  hydrant.  The 
amount  of  current  was  controlled  by  the  choke-coil  and  checked  by 
an  ammeter  in  the  thawing  circuit.  For  |-in.  services  the  current 
was  not  allowed  to  exceed  150  amperes,  and  at  this  rate  i 
*  Eiminemng  and  Contracting,  1916,  XLV,  p.  437. 
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which  had  not  been  frozen  more  than  a  day,  was  thawed  in  about 
20  or  30  minutes,  although  in  some  cases  one  to  three  hours'  time  was 
required.  With  that  amount  of  current,  it  waa  impoesible  to  thaw 
frozen  goosenecks.  These  were  thawed  by  dicing  them  up  or  by 
using  a  portable  ste»n  rig. 

"The  reason  for  Umiting  the  current  to  150  amperes  was  because 
by  trial  this  was  found  to  be  the  maximum  which  could  be  success- 
fully used,  without  danger  of  causing  the  pipe  or  gooseneck  to  burst. 
Heavier  currents  melted  the  wiping  between  the  lead  and  brass  or 
heated  the  pipe  so  quickly  as  to  cause  it  to  break.  After  a  little 
experimenting,  only  one  connection  in  about  100  thawed  was  broken. 

"The  charge  made  for  thawing  was  $5  per  hour  or  connection  and 
$5  for  each  hour  after  the  first,  i.e.,  the  minimum  charge  was  95.  This 
only  covered  the  rent  of  the  rig  and  three  men  to  handle  it,  who  were 
employees  of  the  City  Light  Department.  In  addition  to  this,  the 
consumer  was  required  to  have  a  plumber,  to  take  care  of  any  pipe 
work  and  to  look  after  leaks,  in  case  they  should  develop." 
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LEAKAGE  FROM  AQUEDUCTS,  MAINS,  AND 
SERVICE-PIPES 

476.  Leakage  from  Aqueducts.  —  A  certain  amount  of  leakage, 
outward  or  inward,  occurs  in  all  masonry  conduits.  If  the  ground 
water  is  of  good  quality  and  under  a  greater  head  than  the  water  in 
the  aqueduct,  it  should  be  admitted  freely  into  the  conduit  through 
weepers  —  small  openings  provided  for  this  purpose  at  regular  inter- 
vals, —  as  it  increases  the  supply.  The  quantity  of  ground  water 
that  enters  the  first  25  miles  of  the  new  Croton  aqueduct  (p.  277) 
is  estimated  roi^ly  at  about  4,000,000  gallons  per  day.  In  7  miles 
of  this  aqueduct,  which  is  under  a  pressure  of  about  130  ft.,  the  out- 
ward leakage  amounts  to  about  32,100  gallons  per  day  per  mile.  If 
the  ground  water  is  of  bad  quality,  it  must  be  excluded  from  an  aque- 
duct, by  making  the  masonry  as  water-tight  as  possible  and  by  lining 
it  at  places,  where  the  ground  water  is  under  great  pressure,  with 
metal  —  usually  cast  iron  or  steel. 

The  outward  leakage  from  well  constructed  gravity  conduits  is 
not  apt  to  be  very  large  and  diminishes  gradually  by  silting.  In 
pressure-aqueducts,  however,  the  outward  leakage  may  be  large,  and 
every  possible  means  should  be  taken  to  reduce  it  to  a  minimum.' 
This  is  generally  accomplished  by  forcing  gi-out  under  pressure  into 
all  fissures  and  seams  from  which  water  flows  into  the  aqueduct.  In 
the  pressure  tunnel  of  the  Catskill  aqueduct  (p.  306),  which  was  driven 
1100  ft.  under  the  Hudson  River,  leaks  into  the  tunnel  were  stopped 
by  grouting  under  a  pressure  of  300  lbs.  per  square  inch.  In  the  city 
tunnel  of  the  same  aqueduct,  which  was  driven  200  to  750  ft.  below 
the  surface,  a  copper  lining  was  placed  inside  of  the  concrete  lining 
for  a  distance  of  about  1500  ft.  At  this  place  the  aqueduct  is  circular 
with  a  diameter  of  12  ft.  * 

In  the  Jersey  City  conduit,  which  is  lined  with  concrete  and  has 
an  inner  diameter  of  8.5  ft.,  the  inward  leakage  on  one  of  the  sections, 
of  which  1600  ft.  was  in  tunnel  in  shale  and  sandstone,  amounted 
during  the  construction  to  about  154,000  gals,  per  day  per  mile. 

In  the  land  tunnel  of  the  Cincinnati  Water  Works,*  the  leakage 

inward  was  at  first  at  the  rate  of  3400  gals,  per  day  per  mile,  but  this 

•  "Water  Works  Handbook,"  by  Flinn,  Weston,  and  Bogert,  p.  298. 
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increased  in  eight  months  to  about  5800  gallons  per  day  per  mile. 
The  maximum  leakage,  concentrated  into  1100  ft.  of  tunnel,  amounted 
to  a  rate  of  117,500  gals,  per  day,  per  mile  under  a  head  estimated 
at  about  75  ft.  The  maximum  outward  leakage  under  a  head  of  34  ft. 
was  14,000  gallons  per  day  for  the  whole  tunnel,  which  had  a  length 
of  1500  ft.  and  a  diameter  of  10  ft.,  and  for  the  wet  stretch  it 
amounted  to  290,000  gals,  per  day  per  mile.  This  tunnel  was  driven 
through  very  tight  rock,  only  5  per  cent  of  which  was  wet. 

177.  Leaky  Mains  and  Service-pipes.  —  A  large  part  of  the  water 
ujutccounled  for  in  water  works  is  due  to  leaky  mains  and  service-pipes. 
Emil  Kuichling  estimated  the  probable  loss  per  second  by  leakage 
in  a  well  constructed  pipe  system  as  follows:*  One  drop  from  each 
pipe-joint,  5  drops  from  each  hydrant  or  gate-valve,  and  3  drops  from 
each  service-pipe.  Estimating  a  leakage  of  1  drop  per  second  equal 
to  3  gallons  per  day,  Kuichling  figured  the  average  daily  loss  by 
leakage  at  about  2500  to  3000  gallons  per  mile.  This  estimate  does 
not,  however,  take  into  account  the  fact  that  more  leakage  is  to  be 
expected  from  large  pipe-joints  than  from  small  ones. 

G.  £.  Bradbury  made  some  tests,  to  ascertain  the  loss  of  water  in 
the  mains  of  Akron,  Ohio,  and  collected  data  bearing  upon  this  sub- 
ject for  other  towns.f  He  recommended  that  this  source  of  loss  should 
be  given  per  mile  of  water  main  per  inch  of  diameter,  or  per  lineal 
foot  of  lead  joints,  instead  of  being  given  as  a  percentage  of  the  total 
supply  or  as  a  leakage  per  capita.  In  the  specifications  for  laying 
additional  pipes  for  improving  the  Akron  Water  Works,  the  per- 
missible daily  leakage  was  limited  to  200  gals,  per  inch-mile  of  pipe, 
which  was  about  equivalent  to  1.6  gals,  per  foot  of  lead  joint.  The 
results  obtained  by  careful  tests  made  of  these  pipes,  after  they  were 
laid,  are  given  by  Mr.  Bradbury  as  follows:^ 

•  Trans.  Am.  Soc.  C.  E.,  1897,  XXXVIII,  p.  18. 

t  Proc.  Ohio  Enpneering  Soc.,  Jan.  25, 1912,  also  Eng.  Rtcord,  Feb.  3, 1912,  p.  138. 
X  Jour.  New  En(^d  Water  Works  Assoc.,  1914,  XXVIII,  p.  319,  also  Eng.  New, 
Oct.  8,  1914,  p.  726. 
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TABLE  LVIII.— TESTS  OF  PIPES  LAID  IN  AKRON,  OHIO 
Preaaure  from  G6  to  152  lbs.  per  sq.  in. 


*?«hji'"' 

t^nctb,  [»t 

•^^'■^t!^^:^'"'^- 

NuioberoTlou 

4 

717 

23 

I 

6 

31,066 

66 

34 

8 

42 

6 

10 

5,123 

81 

5 

16 

8,7»2 

136 

20 

8,389 

69 

10 

24 

3.358 

69 

3 

30 

14,445 

82 

8 

88,476 

83.4  average 

86 

-16.76  miles 

2.  Uidbyuperin 

ieBd,nto(w.ler  works 

6 
8 
10 

37,524 
6.509 

2,850 

59 
63 
133 

32 
5 

46,883 

=  8,8  miles 

61,7  average 

38 

The  figures  given  are  probably  high,  a^  they  include  all  leakage 
that  may  have  occurred  through  gates,  as  well  as  actual  loss. 

Based  upon  the  above  tests,  Mr.  Bradbury  recommends  that  all 
pipes  be  tested  by  hydraulic  pressure  before  being  covered,  and  that 
the  allowable  leakage  for  new  cast  iron  water  pipes  be  limited  to  an 
average  of  100  gallons  per  mile  per  inch  of  diameter  for  each  com- 
plete contract  or  distiict,  with  a  maximum  limit  of  200  gals,  per  mile 
per  inch  of  diameter  not  to  be  exceeded  in  any  single  tests. 

In  connection  with  the  water  purification  works  of  Columbus,  Ohio, 
about  19,000  lineal  ft.  of  24,  30,  and  36  ins.  cast  iron  pipes  were  laid. 
According  to  the  specifications,  the  pipes  were  to  be  tested,  after  being 
laid,  tinder  a  pressure  of  110  lbs.  per  square  inch,  and  the  allowable 
leakage  was  limited  to  the  following  quantities:  > 


Di>iMt«roI 
pipe 

20 

24 
36 

0.08 
0.10 
0.15 
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The  results  of  the  tests  for  leakage  made  on  these  pipes  were  i 
follows: 

TABLE  LIX.  — LEAKAGE  TESTS  ON  WATER  MAINS  AT 
COLUMBUS.  OHIO  • 


Di«,««-ofpi 

^'^J^ 

Joiata 

^^„»- 

inchn 

Number 

Wh^K^. 

36 
24 
30 

2046 
81 
54 

2181 

228 

19 
11 

9.425 
s!236 

2149 
119 
58 

2326 

36 
36 
36 

41^5 

4275 
8470 

360 

379 
739 

9.425 
9,425 
9.425 

3393 
3572 
6963 

•  Xnt.  Rword,  April  20.  1SI2,  p.  ti2. 

TABLE  LX.  —  MEASURED  LEAKAGE  IN  GALLONS 


'■"Sr 

-TS^" 

G^tar«p.r^l»ur 

GHllonBper24 

boon  par  miLa 

of  pipe 

GnlloMpw!; 
I»unp.r.«ih 

PnuuniD 
mundsper 
sqiuroTDeh 

0.142 
0.132 
0.160 
0.146 

447 
571 
1018 

0.107 
0.134 
0.120 

13,500 

16,900 
15,200 

375 
469 

422 

110 
110 
110 

The  average  measured  leakage  on  two  of  the  36-in.  pipe-lines,  under 
110  lbs.  pressure,  was  422  gals,  per  24  hours  per  inch  diameter  per 
mile  of  pipe,  whereas  the  specifications  permitted  a  corresponding 
maximum  leakage  of  528  gallons. 

Careful  tests  have  been  made  for  a  number  of  years  of  the  leakage 
in  the  pipe  system  of  Washington,  D.  C.  The  results  of  these  tests 
were  as  follows: 

TABLE  LXI.  —  UNDERGROUND  LEAKAGE  IN  PIPE  SYSTEM 
OF  WASHINGTON,   D.  C, 


Y» 

Total  laokwe.  (allona  per  dny 

Uakatf  from  Joinl^a  nminF. 

■""""ndiniSi"^^ 

1908 
1909 
1910 
1911 
1912 
1913 

4,243,900 
6.657,635 
6,364,000 
6,921,916 
5,115,320 
4,196,070 

1,013,000 
1,345,620 
1,034,000 
2,562.461 

746,305 
962,310 

AveniRe 

24.0 
20.2 
16.2 
37.1 
14.6 
23.0 

23 
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Dexter  Brackett  gives  the  following  leakage  in  the  pipe  system  of 
Boston  and  of  the  Metropolitan  Water  Works,  according  to  tests  made 
in  1894-1900,  soon  after  the  pipes  were  laid. 

TABLE  LXII— LEAKAGE  IN  WATER  PIPES  OF  BOSTON  AND 
IGF  THE  METROPOLITAN  WATER  WORKS,  1894-1900 


Averaw  laakajw  per 

ii^-TSrtikTsr 

3.7 

3.16 

2.5 

2.9 

3.19 

0-6 

0.81 

2  1 

3,44 

7.00 

1.9 

4.65 

The  total  length  of  the  different  sizes  tested  was  271,944  ft.  and  the 
average  leakage  per  linear  foot  of  lead  joint  per  24  hours  vraa  3  gals. 
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DURABIUTT  OF  WOODEN  AND  METAL  PIPES 

478.  Maintenance  of  Wood  Pipes.  —  Lines  of  wood  pipe  should 
be  frequently  inspected,  to  discover  any  leaks  that  may  occur  and  to 
make  the  neceesajy  repairs.  If  the  leakage  is  allowed  to  continue 
and  the  water  carries  sand  or  grit,  it  may  cut  through  one  or  more 
of  the  bands  and  necessitate  extensive  repairs.  Small  leaks  in  the 
joints  of  the  pipe  are  usually  stopped  by  driving  in  wooden  wedges. 
When  the  leaks  occur  in  the  wooden  couplings  of  machine-banded 
pipe,  the  wedges  should  be  driven  into  the  staves  of  the  couphng 
sleeve  and  not  between  them  and  the  pipe. 

The  maintenance  of  a  continuous  stave-pipe  is  not  difficult.  Occa- 
sionally staves  or  portions  of  them  have  to  be  replaced.  This  can 
be  done  by  removing  a  few  bands,  putting  in  new  staves  or  parts  of 
staves,  where  required,  and  rebanding  the  pipe  at  the  place  in  ques- 
tion. Stave-pipes  are  sometimes  injured  by  roots  of  trees,  especially 
of  willows,  growing  to  the  pipe.  Such  trees,  etc.,  should  be  removed. 
If  the  pipe  is  exposed  and  supported  by  cradles,  the  latter  must  be 
kept  in  good  condition,  to  prevent  the  pipe  from  settling.  Weeds 
must  not  be  allowed  to  grow  near  the  pipe  as  they  may  catch  fire  and 
injure  or  destroy  the  pipe. 

479.  Durability  of  Wood-stave  Pipe.  —  If  made  of  good  material, 
covered  with  compact,  water-tight  earth  that  is  free  of  alkali  or  organic 
matter,  and  kept  practically  constantly  saturated  with  water  under 
a  head  of  25  ft.  or  more,  wood-stave  pipe  will  last  40  to  50  years. 
In  porous  or  alkaline  soil,  or  where  the  wood  Is  not  kept  saturated, 
either  on  account  of  a  low  head,  or  because  the  pipe  is  empty  for  a 
considerable  time,  the  life  of  the  pipe  may  not  be  more  than  10  to 
20  years.  Under  these  conditions  the  bands  will  give  out  first,  and  by 
renewing  them  the  life  of  the  pipe  may  be  prolonged.  Expc^ed  wood- 
stave  pipes,  resting  on  cradles  and  kept  constantly  saturated,  will  last 
on  an  average  about  25  to  30  years,  depending  upon  climatic  conditions. 

The  avOT^e  duration  of  wood  pipe  of  various  kinds,  made  from 
different  kinds  of  wood,  has  recently  been  carefully  investigated  by 
D.  C.  Henny,  Consulting  Engineer  of  the  XT.  S.  Reclamation  Service." 

*  Redamation  Record,  Aug.,  1915,  p.  354. 
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The  conclusions  at  which  he  arrived,  as  regards  the  relative  life  or 
fir  and  redwood  in  pipe,  &re  as  follows : 

"(a)  Under  favorable  conditions  of  complete  saturation,  fir,  well 
coated,  may  have  the  same  life  as  redwood  uncoated. 

"  (6)  Either  kind  of  pipe  will  have  a  longer  life  if  well  buried  in  tij^t 
soil  than  if  exposed  to  the  atmosphere.  Such  life  may  be  very  long, 
30  years  and  over,  if  a  high,  steady  pressure  is  maintained. 

"(c)  Either  kind  of  pipe  will  have  a  longer  life  if  exposed  to  the 
atmosphere  than  if  buried  in  open  soil,  such  as  sand  and  gravel  and 
volcanic  ash,  provided  in  hot  and  dry  climate  it  is  shaded  from  ths 
sun. 

"(d)  Under  questionable  conditions,  such  as  light  pressure  or  par- 
tially filled  pipe,  fir,  even  if  well  coated,  may  have  only  from  one- 
third  to  one-half  the  life  of  redwood. 

"  (e)  Under  light  pressure  the  use  of  bastard  staves  in  fir  pipe  should 
be  avoided. 

"  (/)  The  use  of  wooden  sleeves  in  connection  with  wire-wound  pipe 
is  objectionable  and  has  caused  endless  trouble  and  expense.  It  is 
possible  that  the  objection  may  be  partially  overcome  by  dipping  ends 
of  sleeves  in  creosote  and  by  applying  a  heavy  coating  of  tar  to 
the  ends  of  the  sleeves.  Saturation  of  sleeve  wood  will  never  be  as 
perfect,  however,  as  of  the  straight  pipe,  and  full  creosote  treatment 
of  the  wood,  or  else  some  form  of  metal  sleeve,  either  riveted  iron  or 
steel,  heavily  coated,  or  cast  iron,  will  probably  be  well  worth  its  extra 
cost. 

"(g)  If  wooden  sleeves  are  employed,  they  should  be  provided  at 
least  for  sizes  from  10  inches  up  with  individual  bands,  to  permit  taking 
up  leaks. 

"Pitch  seams  do  not  occur  in  redwood.  In  fir  they  should  bo 
distinctly  limited  as  to  size,  frequency,  and  depth.  In  respect  to 
knots,  there  appears  to  be  no  reason  for  making  any  distinction  be- 
tween the  two  classes  of  wood.  Small,  sound  knots,  if  not  passing 
through  the  full  thickness  and  not  occurring  close  to  edges  or  ends, 
might  be  permitted  in  either  wood.  S^  is  objectionable  and  the 
higher  cost  in  prohibiting  it  entirely,  or  of  putting  narrow  limitations 
on  it,  is  probably  justified  in  both  fir  and  redwood. 

"Wooden  pipe  is  not  suitable  in  cases  where  it  cannot  be  kept  full 
and  under  pressure  during  periods  of  use.  Coating  cannot,  under 
such  conditions,  be  expected  to  afford  protection  against  decay.  Coat- 
ing should  be  continuous  and  heavy,  not  less  than  one-sixteenth  inch, 
to  be  fully  effective,  and  should  preferably  consist  of  more  than  one 
individual  coat  of  a  mixture  of  asphaJtum  and  tar,  or  of  an  application 
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of  gas-tar,  followed  by  one  or  more  applications  of  refined  coal-tar. 
Little  experience,  however,  can  be  quoted  in  support  of  all-tar  coating. 
"All  tentative  conclusions  herein  presented  are  necessarily  based 
on  the  limited  data  which  could  be  collected  and  will  undoubtedly  re- 
quire amendment  as  further  experiraice  accumulates." 

480.  Durability  of  Cast  Iron  Pipe.  —  The  life  erf  a  cast  iron  pipe  de- 
pends upon  the  chemical  composition  of  the  iron  of  which  it  is  made, 
the  nature  of  the  material  with  which  it  is  surrounded,  and  upon  the 
character  of  the  water  passing  through  the  pipe.  Soft  waters,  as  a 
rule,  will  corrode  cast  iron  more  rapidly  than  hard  waters.  If  placed 
to  a  sufficient  depth  in  fresh  water,  cast  iron  will  rust  slowly;  but  in 
salt  water  it  corrodes  rapidly.  According  to  Mr.  Cavaliier,  director 
of  the  foundries  at  Pontr-a-Mouson,  France,  small  cast  iron  pipes, 
laid  in  1685  to  supply  the  fountains  of  Versailles,  France,  with  water 
were  found  in  1901  to  be  in  good  condition.*  The  same  authority 
reporte  that  a  cast  iron  intake-pipe,  which  was  laid  in  the  Seine  at 
Paris  in  1802,  was  found  to  be  in  good  condition  when  it  was  taken  up 
about  a  century  later.  The  36-in.  mains,  which  were  laid  prior  to  1843 
to  convey  Croton  water  into  the  city  of  New  York,  are  still  in  service 
and  in  good  condition.  These  pipes  were  cast  in  Scotland,  and  were 
given  a  wash  of  lime  as  a  protective  coating.  On  the  other  hand, 
pipes  laid  near  the  river  fronts  of  New  York  in  made-ground,  containing 
ashes,  rubbish,  etc.,  and  exposed  to  sewage  contamination,  will  barely 
last  20  years.  As  a  general  rule,  the  average  life  of  good  cast  iron 
pipes,  properly  coated  with  asphalt  and  placed  in  good  ground,  may 
be  taken  as  75  to  100  years. 

481.  Tvberadation.  —  The  corrosion  caused  on  the  inside  of  a  pipe 
by  the  foreign  substances  contained  in  the  water  differs  somewhat 
from  the  rusting  that  takes  place  on  the  outside  of  the  pipe.  Small 
knobs  or  nodules  are  caused  by  the  chemical  combination  of  the  iron 
with  one  or  more  of  the  substances  in  the  water.  This  action  takes 
place  sooner  in  uncoated  pipes  than  in  those  covered  with  a  suitable 
protective  coating  and,  consequently,  attacks  coated  pipes  at  points 
where  the  coating  is  either  worn  off  or  imperfect.  Tuberculation  is 
caused  by  racids,  particularly  carbonic  acid,  liberated  by  organisms 
present  in  the  water,  by  free  oxygen  and  alkalis;  but  neutral  water 
has  been  found  to  have  the  same  effect.f  Soft  waters,  being  generally 
acid,  cause  this  corrosive  action  more  rapidly  than  hard  waters.  For 
this  reason  surface  waters  generally  cause  more  trouble  from  tubercula- 

•  Jour.  New  England  Water  Works  Abso*.,  XVIIl,  1904,  p.  219. 
t  Paper  on  Tuberculation  and  the  Flow  of  Water  in  Pipes  by  NicKolas  S.  Hill,  Jr. 
M.  Am.  Soc.  C.  E.,  in  Proc.  Amer.  Water  Works  Assoc.,  1907,  p.  371. 
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tion  than  ground  waters.  However,  in  Brooklyn,  N.  Y.,  Welch,  West 
Va.,  and  some  other  places  ground  watra  has  caused  much  tuberculif 
tion,  so  that  no  fixed  rule  can  thus  far  be  laid  down  about  this  matter. 
In  some  cases  highly  alkaline  waters  form  a  preliminary  deposit  which 
protects  the  pipe,  in  a  measure,  from  further  action.  After  this 
incrustation  has  reached  a  certain  thickness,  its  further  pn^ress  is 
much  retarded. 

In  pipes  coated  with  asphalt  and  tar  a  very  small  defect  in  the 
coating  is  sufficient  to  allow  a  tubercle  to  start,  and  the  iron  at  this 
spot  becomes  often  so  soft  that  it  can  be  cut  with  a  knife.  A  depres- 
sion is  thus  made  in  which  the  tubercle  is  formed.  The  tubercles  tav 
sometimes  as  large  as  1^  to  2  ins.  in  diameter  and  |  to  1  in.  thick. 

Freeland  Howe,  Jr.,  chemist  and  bactenolt^st,  has  advanced  the 
following  theory  to  account  for  tuberculation.*  When  the  water  and 
its  contents  are  dissociated  into  their  component  ions,  the  ions  become 
more  active  chemically.  The  weaker  the  solution  is,  the  more  com- 
plete the  dissociation  will  be.  It  is  well  known  that  all  natural 
waters  contain  salts  in  very  weak  solution  and  they  would,  therefore, 
be  expected  to  be  completely  dissociated,  or  nearly  so,  and  hence  very 
active  chemically.  The  action  on  the  pipes  containing  the  water 
depends,  of  course,  upon  the  quality  and  the  quantity  of  the  ions. 
If  this  theory  is  correct,  there  is  practically  no  water  which  will  not 
corrode,  to  some  extent,  that  part  of  the  water  main  which  can  be 
reached  on  account  of  imperfect  coating.  Mr.  Howe  states  that,  in 
general,  ground  waters  affect  all  pipes  more  than  surface  waters  in 
some  ways,  but  that  in  others  they  would  have  less  effect  on  the  ions, 
on  account  of  the  larger  amount  of  salts  which  would  form  protective 
coatings.  These  protective  coatings  are  formed  by  waters  having 
their  sources  in  such  formations  as  limestone,  shale,  and  other  rocks, 
in  wluch  the  salts  of  calcium  and  magnesium  arc  dissolved  by  the 
water. 

482.  Corrosion  of  Wrought  Iron  and  SteeLf  —  Wrought  iron,  when 
protected  against  the  action  of  the  elements,  will  last  for  centuries. 
Pieces  of  wrought  iron,  supposed  to  date  from  periods  of  2000  to 
3000  B.C.,  have  been  found  in  pyramids,  tombs,  ruins,  et<.,  in  Egypt, 
Assyria,  Greece,  etc.  While  some  of  these  specimens  went  to  pieces, 
when  exposed  to  the  air,  there  are  a  number  of  others,  preserved  in 
museums,  that  are  in  a  remarkably  good  condition. 

The  oldest  specimen  of  wrought  iron  is,  probably,  a  piece  about 

•  Jour.  New  Euf^nd  Water  Works  Aiwoc.,  1908,  XXII,  p.  43. 
t  P^>er  by  Emil  Kuichling  in  Jour.  New  England  Water  Works  Assoc.,  1910, 
XXIV,  p.  614. 
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2  X  4  X  g  in.  in  size,  in  the  British  museum,  that  was  discovered  in 
1838  in  an  inner  mortar  joint  of  the  stonework  of  the  great  pyramid 
of  Cheops  at  Gizeh,  Egypt.  It  is  supposed  to  have  been  part  of  a 
mason'H  tool. 

A  fragment  of  wrought  iron  was  found  under  the  base  of  the  obdisk, 
which  was  moved  in  1880  from  Alexandria,  Egypt,  to  Centnd  Park, 
New  York.  On  being  analyzed  it  was  fomid  to  contain  the  following 
percentages  of  different  elements:  Carbon,  0.521;  silicon,  0.017; 
sulphur,  0.009;  phosphorus,  0.0048;  manganese,  0.116;  nickel,  cobalt, 
and  copper,  together,  0.161;  lime  and  slag,  0.370;  pure  iron,  98,738. 
Its  tensile  strength  was  found  to  be  54,500  lbs.  per  square  inch,  with 
an  elongation  of  14  per  cent.  The  age  of  this  specimen  is  supposed 
to  be  about  2000  years. 

While  the  specimens  of  iron,  mentioned  above,  were  doubtless  well 
protected  against  corrosion,  there  are  examples  of  pieces  of  iron  last^ 
ing  for  centuries  in  places  where  one  would  expect  them  to  have  been 
destroyed  by  rust. 

Schlicmann  found  in  his  excavations  of  ancient  Troy  in  Asia  Minor  and 
of  Mycente  in  Greece,  a  number  of  wrought  iron  keys,  knives,  etc.,  dating 
from  1400  to  1500  b.c,  which  were  still  in  a  good  state  of  preservation. 

Wrought  iron  pipes  f  in.  and  1  in.  in  diameter  have  been  laid  in 
many  cities  in  all  kinds  of  soil,  as  service-pipes  for  distributing  gas. 
Although  these  pipes  are  not  protected,  as  a  rule,  by  any  preservative 
coating,  they  last  for  long  periods  of  time.  Emil  Kuichling  *  men- 
tions examples  of  such  pipes  in  Rochester,  N.  Y.,  which  had  been  in 
use  for  more  than  55  years. 

483.  The  Rochester  pipe  conduit  (p.  324)  consists  of  24-in.  cast 
iron  mtuns  for  the  first  15^  miles  from  the  intake.  Next  follow  3 
miles  of  riveted  wrought  iron  pipe,  24  ins.  in  diameter;  and  for  the 
remaining  9.62  miles  the  conduit  consists  of  a  riveted  pipe,  36  ins. 
in  diameter,  made  of  wrought  iron  plates,  ^^  to  J  in.  thick,  according 
to  the  pressure  to  be  resisted.  The  pipes  were  protected  against 
corrosion  by  a  thick  coating  of  refined  Trinidad  asphalt  and  coal-tar 
pitch,  mixed  in  equal  proportions  and  applied  at  a  temperature  of 
320°  F.  Where  the  coating  was  injured  by  transportation,  this  was 
remedied  in  the  field,  as  much  as  possible,  by  painting. 

Although  these  pipes  were  laid  in  clayey  soil,  no  signs  of  corrosion 
were  noticed  for  the  first  19  years.  From  1894  to  1900  fifty-six  small 
holes,  none  larger  than  J  in.  in  diameter,  were  discovered  in  the  9.62 
miles  of  36-in.  pipe,  where  the  thickness  of  metal  was  only  fy  in.  The 
holes,  caused  by  rusting,  in  the  course  of  36  years,  occurred  in  about 
■  Jour.  New  En^and  Wnter  Works  Amoo.,  1910,  XXIV,  p.  S26, 
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25  to  30  plates  out  of  about  11,300.  Several  of  the  holes  were  occa- 
Bionally  in  the  same  plate.  They-  were  all  plugged  with  wood,  with- 
out interrupting  the  (low  in  the  pipe.  No  additional  holes  were 
reported  in  this  length  of  pipe  from  1900  to  1910.  Very  few  rust  holes 
occurred  in  the  2.93  miles  of  24-in.  riveted  pipe. 

In  1893-94  a  second  riveted  pipe  was  laid  to  secure  an  additional 
supply  of  water  for  Rochester  from  Hemlock  Pond  (p.  324).  If  ia 
38  ins.  in  diameter  and  26  miles  long.  The  pipe  was  made  of  open- 
hearth  steel  plates,  i  to  |  in,  thick.  For  the  greater  part  of  its  length, 
the  pipe  is  laid  in  stiff,  red  or  blue  clay.  Three  different  kinds  of 
coatings  were  used  to  protect  the  pipe  against  corrosion,  viz.:  Cali- 
fornia asphalt  (maltha);  a  mixture  of  Trinidad  asphalt  and  coal-tar 
pitch,  similar  to  that  used  for  the  first  pipe-line;  and  a  "baked"  or 
"Japan"  coating,  devised  by  Prof.  A.  H.  Sabin,  Although  the  steel 
used  for  this  pipe-line  was  the  beat  available,  and  all  the  work  per- 
formed in  making  and  laying  the  pipe  was  excellent,  the  pipe  began 
to  corrode  badly  in  1901,  seven  years  after  the  completion  of  the  work. 
In  seven  places,  where  the  pipe  was  coated  with  California  or  Trinidad 
asphalt,  perforations,  caused  by  rusting,  were  found.  Prof.  f.  L. 
Kortright,  of  Morgantown,  W.  Va.,  who  made  a  careful  study  of  the 
causes  of  the  corrosion  of  this  pipe  in  1901  and  1902,  reported  that  it 
was  due  to  the  action  of  mill  scale,  oxygen,  and  free  carbonic  acid  in 
the  steel,  being  liberated  at  points  where  the  coating  was  defective, 
and  that  it  was  not  caused  by  gases  in  the  soil  or  ground  water.  He 
advised  thorough  scraping  of  the  metal  where  corrosion  occurred; 
and  then  the  application  of  two  coats  of  mixed  red  lead  and  graphite 
paint,  followed  by  two  additional  coats  of  mineral  rubber  paint  or 
Truscon  special  paint.  Up  to  the  end  of  1907,  the  pipe  was  repaired 
in  this  manner  at  205  places,  where  rust  holes  were  discovered.  With 
one  exception,  these  holes  all  occmred  in  plates  that  were  only  J  in, 
thick.  Two  companies  furnished  the  steel  plates  for  this  pipe-line, 
viz.:  The  Pennsylvania  Steel  Company  and  the  Carnegie  Steel  Com- 
pany. The  plates  of  the  former,  which  were  protected  by  the  Sabin 
Japan  coating,  resisted  corrosion  better  than  those  of  the  latter  which 
were  coated  with  California  or  Trinidad  asphalt.  This  may,  however, 
not  have  been  entirely  due  to  the  difference  in  coating  but  may  have 
been  caused  partly  by  the  fact  that  the  Carnegie  Steel  contained  much 
more  manganese  than  the  steel  of  the  Pennsylvania  Company.  The 
presence  of  this  element  appears  from  present  experience  to  facilitate 
the  corrosion  of  steel, 

484.  The  Bedford  pi-pe-conduit,  laid  in  1896,  is  48  ins.  in  diameter 
and  8.25  miles  long.     The  pipes  were  made  of  steel  plates,  -ft  in-  thick. 
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coated  with  California  asphalt.  Siace  its  completion  this  pii>e  has 
been  carefully  inspected,  as  trouble  with  electroljrsis  haa  been  ex- 
perienced in  the  distributing  system.  In  1901  some  damage  caused  by 
electrolysis  was  discovered  at  a  certain  locality,  but  up  to  1910  no 
rust  holes  were  found.  The  interior  of  the  pipe  was  examined  in 
1908  and  1909.  This  inspection  showed  that  the  asphalt  coating 
had  become  very  brittle  and  that  many  tubercles  had  been  formed, 
especially  at  the  field  jointe.  This  trouble  was  found  to  be  greater 
at  the  bottom  than  upon  the  sides  and  top  of  the  pipe.  Beneath  the 
tubercles  pittii^,  many  of  them  0.075  to  0.095  in.  in  depth,  occurred. 
Many  large  blistera,  filled  with  water,  were  found  in  the  coating,  but 
under  the  water  the  metal  was  free  of  rust  and  pits. 

In  contrast  with  the  cases  mentioned  above,  some  steel  pipes  may 
be  cited  which  appear  to  have  resisted  corrosion  successfully  for  a 
considerable  period  of  time.  The  most  notable  example  of  this  kind 
is  the  pipe  conduit  supplying  the  city  of  Newark,  N.  J. 

486.  The  Newark  Pipe  Conduit.  — In  1890-01  the  East  Jersey 
Water  Company  constructed  a  riveted  steel  pipe,  48  ins.  in  diameter  and 
21  miles  long,  to  supply  the  city  of  Newark,  N.  J.  The  pipe  was  made  of 
plates  i  in.  thick,  coated  with  California  asphalt  (maltha).  No  leakage 
from  corrosion  has  thus  far  been  reported  to  have  occurred  in  this  pipe. 

486.  The  Coolgardie  Pipe4ine  (p.  338).  —  After  having  been  in 
service  for  a  few  years,  this  pipe-line  showed  signs  of  corrosion.  The 
greatest  deterioration  occurred  where  the  pipe  was  buried  in  the 
ground.  Sections  lying  above  the  surface  showed  comparatively 
slight  damage. 

An  interesting  account  of  the  cost  of  maintaining  and  repairing 
the  long  Coolgardie  pipe-line  is  given  in  the  annual  report  for  1914-15 
of  P.  V,  O'Brien,  engineer  in  charge  of  the  Works.*  According  to 
Mr.  O'Brien,  the  cost  of  maintaining  the  pipe-line  from  its  completion 
to  1910  was  as  follows: 

TABLE  LXIIT.  —  COST  OF  MAINTAINING  THE 
COOLGARDIE  PIPE-LINE 


Y«r 

Com 

Y« 

Cort 

1902-3  1 

1903-4  ( 

1904-5 

1905-6 

1906-7 

1907-8 

1908-9 

$83,500 
37,600 
3S,000 
68,700 
96,600 
74,500 

1909-10 
1910-11 
1911-12 
1912-13 
19ia-14 
1914-15 

183,000 
61,200 

83,000 
111,000 
192.600 

248,000 

■  Eng.  Record,  Oct.  21,  1916,  p.  501. 
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In  1914-15  about  $154,000  was  spent  in  uncovering  about  80  miles 
of  the  pipe  and  in  recoating  it  where  the  external  corrosion  was  bad. 
Where  the  pipe  was  above  ground,  it  was  found  to  be  in  a  good  con- 
dition, but  where  it  was  laid  underground,  it  was  genially  in  a  more 
or  less  corroded  condition,  except  at  a  few  places. 

The  corrosion  on  the  outside  of  the  pipe  was  due  to  rusting,  pitting, 
or  scaUng.  Where  the  trench  was  in  iron,  stone,  gravel,  or  sand,  the 
pipe,  although  covered,  was  in  a  good  condition.  In  such  places  it 
was  practically  free  from  pitting  or  scaling,  although  freely  covered 
with  spots  of  rust  under  the  decayed  coating.  This  rusting  was  very 
alight  and  did  not  damage  the  pipe  appreciably.  Where  the  pipe 
was  laid  in,  and  covered  by,  clay  and  loam,  more  or  less  impr^nated 
by  salt  and  generally  damp,  pitting  and  scaling  occurred,  as  a  rule 
in  the  bottom  of  the  pipe,  the  upper  half  being  generally  in  a  uni> 
formly  excellent  condition. 

Pitting  is  due  to  a  combination  of  sev<aBl  factors  and  cannot  occur 
if  any  one  of  them  is  absent.  Scaling  usually  occurs  around  leaky 
joints,  especially  in  a  salt  coimtry.  When  once  started,  it  only  requires 
moisture  to  eat  itself  rapidly  into  the  steel.  According  to  Mr.  O'Brien, 
this  is  the  most  dangerous  type  of  corrtwion.  A  perforation  arising 
from  pitting  alone  is  generally  small  in  area  and  closely  surrounded 
by  steel  of  the  full  original  thickness  of  the  plate.  It  can,  therefore, 
be  easily  plugged,  while  a  perforation  occurring  after  scaling  has 
started  is  generally  much  larger  in  area  and  surrounded  by  thin  metal 
with  an  irregular  surface,  which  makes  repairs  much  more  difficult. 
The  following  table  gives  the  number  of  holes  in  the  pipe  caused  by 
external  corrosion. 


TABLE  LXIV.  - 


HOLES  DUE  TO  EXTERNAL  CORROSION  IN 
THE  COOLGARDIE  PIPE 


Finan™!  yar 

No.otha1« 

n«™a.y«r 

No.o[ho1« 

1904-5 
1905-6 

lWW-7 
1907-8 
1908-9 
1909-10 

2 

27 
54 
55 
91 

177 

1910-11 
191M2 
1912-13 
1913-14 
1914-15 

131 
124 
774 
966 
2078 

A  lai^e  number  of  the  holes  that  occurred  in  the  year  1914^15  broke 
out  while  the  pipes  were  being  scraped,  after  being  unearthed,  and 
would  not  otherwise  have  appeared  so  soon. 

Although  most  of  the  coating  of  the  covered  pipe  had  been  more 
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or  less  decayed  for  several  years,  the  steel  plates  were  found  to  be 
almost  uniformly  good,  with  the  exception  of  the  pitting  and  scaling. 
According  to  Mr.  O'Brien's  report,  the  total  amount  of  corrosion  on 
the  exterior  of  the  worst  sections  of  pipe  is  small,  and  does  not  greatly 
diminish  the  strength  of  the  pipe. 

Teats  of  CarryiTig  Capacity.  —  Tests  were  made  in  the  different 
sections  of  the  pipe-line  to  determine  whether  the  friction  opposed  to 
the  flow  of  the  water  by  the  inner  surface  of  the  pipe  was  increasing. 
This  friction  is  due  to  the  roughness  of  the  inner  surface  of  the  pipe, 
which  is  increased  by  tuberculation  (p.  461).  This  trouble  varies 
considerably  in  the  different  divisions  of  the  pipe-line.  According  to 
the  inspections  made  in  1914-15,  it  appears  that  along  the  greater 
part  of  the  length  of  the  pipe,  at  least  half  of  the  area  of  the  inner 
surface  is  free  from  tubercles,  while  on  the  other  half  they  are  scattered 
over  the  surface  at  rates  varying  from  1  to  40  per  square  foot.  Of 
the  remainder  of  the  pipe-line,  some  sections  are  entirely  free  from  the 
nodules  caused  by  tuberculation,  while  others  are  almost  completely 
covered  by  them.  These  conditions  cause  wide  variations  in  the 
friction  in  the  different  sections  of  the  pipe. 

Experiments  have  been  made  of  late  years  to  deposit  a  layer  of  lime 
on  the  inside  of  the  pipe,  in  order  to  give  the  pipe  an  additional  pro- 
tection against  tuberculation.  The  results  thus  far  obtained  are  in 
favor  of  this  lime  treatment. 

487.  Conclusions  about  the  Corrosion  of  Iron  and  Steel.  —  While 
engineers  and  manufacturers  have  not  yet  reached  final  conclusions  as 
regards  the  relative  resistance  to  corrosion  offered  by  wrought  iron 
and  steel,  experience  up  to  the  present  time  seems  to  prove  that 
wrought  iron  pipes  will  outlast  those  of  steel,  if  both  are  buried  in  the 
ground. 

A  number  of  chemists  have  tried  to  prove  the  contrary  by  accder- 
cUed  corrosion  tests,  made  in  their  laboratories,  in  which  specimens  of 
wrought  iron  and  steel  were  subjected  to  the  actions  of  sulphuric  acid. 
In  some  of  these  tests  steel  resisted  the  action  of  the  acids  better  than 
wrought  iron,  but  it  has  not  yet  been  proved  that  these  tests  are 
equivalent  to  exposure  to  the  elements  for  a  period  of  years,  either 
in  the  ground  or  on  the  surface.  On  account  of  its  cheapness  and 
greater  strength  and  elasticity,  steel  is  generally  used  in  preference 
to  ivrought  iron  for  water  pipes. 
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ELECTROLYSIS 

488.  Chemical  decomposition  caused  by  electricity  is  called  elec- 
trolysis. Reeulting  from  stray  electric  currents  from  trolley  railways, 
it  is  frequently  the  cause  of  serious  corrosion  of  iron  and  sted  pipes. 
This  subject  has  been  very  thoroughly  discussed  by  Prof.  Albert  F. 
Ganz,  M.  E.,  in  a  paper  on  "Electrolysis  from  Stray  Electric  Cur- 
rents," •  from  which  the  following  facts  have  been  abstracted. 

In  a  double  trolley  railway  system,  which  is  rarely  used  on  account 
of  the  expense  it  involves,  the  return  current  from  a  trolley  car  passes 
through  a  separate  wire  to  the  power-station,  and  no  electrolysis  can 
occur.  In  the  single  trolley  system,  the  rails  are  used  as  conductors 
for  the  return  current.     If  the  rails  are  properly  insulated  by  being 


flo.  263.  —  Stray  Eloctric  Currents  from  a  Trolley  Line. 

spiked  to  wooden  ties,  which  are  laid  on  a  ballast  of  broken  stone, 
no  trouble  occurs;  but  if  the  rails  are  in  contact  with  a  soil  containing 
salts,  and  especially  if  this  soil  is  moist,  part  of  the  return  current 
will  pass  through  the  soil  to  any  nearby  iron  pipe,  which  leads  in  the 
right  direction.  The  stray  current  will  follow  the  pipe-line  until  it 
reaches  a  point  —  usually  near  the  power-station  —  where  the  rails 
offer  less  resistance  to  the  electric  current  than  the  pipe.  The  current 
then  leaves  the  pipe,  passes  through  the  ground  to  the  rails  and  through 
them  to  the  power-station.  Fig,  263,  reproduced  from  Professor  Ganz's 
paper,  illustrates  the  paths  followed  by  the  stray  currents.  This  stray- 
ii^  of  part  of  the  current  to  a  water-pipe  and,  later,  back  again  to 
•  Jour.  Ampr.  Water  Works  Aattoc.  for  1912,  p.  159. 
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the  rails,  does  not  cause  any  loss  to  the  railway  company,  but  is,  on 
the  contrary,  an  advantage,  as  the  total  conductivity  of  the  return 
circuit  is  increased,  and  the  voltage  loss  in  the  return  current  is  thus 
diminished.  The  railway  company  gains  in  this  manner  power,  while 
a  serious  damage  is  done  to  underground  pipes,  lead  cables,  etc. 

No  electrolysis  occurs  where  the  stray  current  from  the  rails  reaches 
a  pipe;  but  serious  corrosion,  depending  upon  the  composition  and 
condition  of  the  soil,  takes  place  where  the  current  leaves  the  pipe  to 
return  to  the  rails.  In  some  cases,  electrolytic  corrosion  has  eateu 
through  iron  pipes  in  three  or  four  years,  even  when  the  pressure  of 
the  current  was  only  1^  volts.  Electrolysis  of  wrought  iron  or  steel 
pipes  usually  causes  pita  which  eventually  go  through  the  whole  wall 
of  the  pipe.  In  cast  iron  pipes,  corroded  by  electrolysis,  the  oxides 
of  iron,  mixed  with  graphite,  usually  remain  in  place,  so  that  the  out- 
ward appearance  of  the  pipe  is  unchanged.  In  such  cases,  however, 
the  matoial  resulting  from  electrolysis,  which  usually  has  the  con- 
sistency of  hard  graphite,  can  be  cut  with  aa  ordinary  knife. 

Pure  water  or  dry  soil  will  not  conduct  electricity,  but  when  water 
cont^ns  salt,  even  thoi^  the  percentage  is  small,  or  when  the  soil 
is  moist,  electricity  will  pass  easily  through  either  of  them  by  electro- 
lytic conduction. 

If  the  joints  of  a  pipe-line  offer  a  higher  resistance  to  Hie  stray  cur- 
rent than  the  soil,  the  ciurent  will  pass  around  the  joints  through 
the  soil,  causii^  electrolysis  at  each  joint,  where  the  current  leaves 
the  pipe.  While  the  corrosion  caused  in  this  mann^  at  the  joints 
is  usually  much  lees  than  where  the  current  leaves  the  pipe-line,  to 
return  to  the  rails  near  the  power-station,  it  may  still  cause  serious 
trouble. 

From  investigations  made  thus  far,  it  appears  that  the  corrosion 
produced  by  electrolysis  is  independent  of  the  voltage,  except  ao  far 
as  it  determines  the  amount  of  current  flowing,  and  that  the  smallest 
fraction  of  a  volt  can  produce  corrosion  from  electrolysis  under  suitable 
conditions. 

The  conclusions  of  Professor  Ganz  about  electrolyas  from  stray 
dectric  currents  are  as  follows: 

(1)  There  is  only  one  complete  remedy  for  electrolyas,  namely, 
the  use  of  a  completely  insulated  return  circuit.  This  may  be  ob- 
tained by  double  overhead  trolley  wires,  by  an  insulated  out-going 
and  return  current  in  underground  conduits,  or  by  separate  insulated 
third  and  fourth  rails  for  the  outr-going  and  return  circuit  —  a  system 
used  on  the  Metropolitan  District  Railway  of  London. 

(2)  Where  swious  electrolysis   is   caused   by   stray   currents   from 
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single  trolley  street  railways,  the  greater  part  of  the  trouble  is  due 
to  defective  rail  bonding,  to  ground  connections  from  the  negative 
bus-bar,  and  to  lack  of  return  feedea^  to  bring  the  current  back  from 
the  rails  to  the  power-station. 

(3)  Large  stray  electric  currents  from  railways  can  always  be  re- 
duced to  a  small  fraction  of  their  former  value,  by  removing  all  ground 
connections  of  the  negative  bus-bar,  and  installing  insulated  return 
feeders  proportioned  for  equal  drop  from  radially  disposed  points  in 
the  track  system,  located  at  some  distance  from  the  power  station. 
This  system,  which  is  in  general  use  in  Europe  and  in  a  number  of 
American  cities,  removes  the  root  of  the  trouble  by  draining  the  rails 
of  current,  and  removing  voltage  drop  from  the  rails,  thus  preventing 
leak^e  of  current  through  the  ground. 

Professor  Ganz  states  that  if  the  railway  companies  would  apply  as 
much  et^neering  knowledge  and  money  to  their  negative  circuits  as 
they  do  in  their  positive  circuits  there  would  be  but  little  trouble  from 
electrolysis. 

489.  Preventioii  of  Electrolysis.  —  As  already  stated,  the  imly 
sure  means  of  preventing  electrolysis  is  by  providing  completely  in- 
sulated return  circuits.  Various  other  ways  of  preventing  electrolysis, 
or  at  least  of  reducing  its  effect,  have  been  tried.  Different  kinds  of 
painta,  dips  and  insulating  covers  have  been  put  on  pipes  for  this 
purpose,  but  have  failed  in  wet  soil  to  prevent  electrolysis.  The  only 
kind  of  insulating  covering  which  appears  to  afford  certain  protection 
is  a  layer,  at  least  1  to  2  ins.  thick,  of  a  material  like  coal-tar  or 
asphaltum,  of  such  a  grade  that  it  is  not  brittle  and  yet  hard  enough 
to  remain  in  place.  As  an  additional  protection,  an  insulated  coupling 
should  be  introduced  at  each  end  of  the  section  covered  so  that,  even 
if  the  covering  should  become  defective  at  any  point  or  points,  no 
current  could  reach  the  pipe  and  corrode  it.  The  cost  of  such  a  pro- 
tection would  be  in  most  cases  prohibitive. 

Covering  a  pipe  with  cement  or  concrete  has  been  tried  as  a  pre- 
ventive of  electrolysis,  but  experience  has  shown  that  even  when  this 
coating  was  several  inches  thick  the  pipes  were  corroded  as  rapidly 
by  electrolysis  as  when  they  were  simply  embedded  in  the  ground. 

Current  flow  on  pipe-lines  can  be  practically  prevented  by  using 
insulating  joints  for  every  joint.  Such  joints  may  be  obtained  by 
filling  the  ordinary  joints  of  bell-and-epigot  cast  iron  pipes  with  cement, 
providing  the  contact  of  the  spigot  with  the  metal  of  the  bell  is  pre- 
vented. While  cement  is  as  good  a  conductor  as  ordinary  soil,  it  has, 
compared  with  iron,  a  sufficiently  high  resistance  to  practically  inter- 
rupt the  electrical  continuity  of  the  pipe-line.    Electrolysis  may  occur 
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even  in  pipes  provided  with  cement-joints,  but  in  such  cases  the  stray 
currentH  reach  the  mains  or  service-pipes  from  other  pipes  or  by  other 
paihs. 

Creosoted  wooden  blocks  have  been  used  in  pipe-jointa,  instead  of 
cement,  to  insulate  the  joints.  Fig.  264  shows  the  Macallen  joint 
which  has  been  used  very  successfully  for  insulating  small  wrought 
iron  or  steel  pipes.  A  type  of  insulating  joint  applicable  to  flanged 
pipes  is  shown  in  Fig.  265.  In  this  joint  a  fiber  disc  is  placed  be- 
tween the  surfaces  of  the  flanges, 
the  bolts  are  insulated  with  fiber 
tubing  and  the  bolt  heads  and  nuts 
are  insulated  with  fiber  washers. 

490.  An    electrolysis     survey 
should  be  made  by  expert  electri- 


Fio.  264.  —  Macallen  Insulating  Pipp-      Pio.  265.  —  Insulating  Flange-joint  for 
jwnt  for  8ervice-pip«j.  Water  Mains. 

cians  whenever  there  is  good  cause  to  think  that  underground  pipes  may 
be  damf^ed  by  stray  electric  currents  from  electric  railways.  Such 
currents  coming  from  telegraph  or  telephone  systems  are  too  weak 
to  cause  any  trouble  by  electrolysis.  Direct-current  electric  lighting 
systems  in  which  the  distribution  is  on  the  Edison  3-wire  plan  with 
the  neutral  conductor  grounded  are  in  American  practice  provided 
with  such  large  neutral  conductors  of  copper  that  practically  no  stray 
currents  are  produced  from  such  systems.  This  grounding  of  the 
neutral  conductor  in  such  systems  is  to  serve  as  a  safeguard,  and  is  not 
for  the  purpose  of  using  the  ground  to  carry  current.  Alternating- 
current  lighting  systems,  where  grounded,  generally  also  produce  only 
small  stray  currents,  and  the  electrolytic  effects  from  these  small 
stray  alternating  currents  are  always  negligible. 
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491.  Tools  for  Pipe-laying.  —  Some  of  the  tools  which  are  re- 
quired in  laying  cast  iron  pipes  are  shown  in  Figs,  266  to  269.  In 
making  a  hub-and-spigot  joint,  hemp  yarn  is  first  driven  into  the 
joint  by  means  of  the  yarning. tool,  so  as  to  leave  just  enough  space 
for  the  required  depth  of  lead,  which  varies  in  ordinary  cases  from 
about  1}  ins.  for  a  4-inch  pipe  to  2)  ins.  for  a  4S-inch  pipe.  After 
the  yam  has  been  driven  into  the  joint,  a  piece  of  rope  covered  with 
plastic  clay  is  wound  around  the  pipe  at  the  joint,  in  order  to  keep  the 
lead  in  the  joint,  when  it  is  poured;  or  what  is  known  as  a  pipe- 
jointer  can  be  used.     In  Fig.  266,  A  shows  such  a  jointer  in  position 


utam  rtK  mhim 


& 


B 

Fio.  266.  —  Pipe-jointera. 

and  B  is  another  type  of  jointer,  made  of  a  special  kind  of  packing, 
which  is  reinforced  by  a  brass  band.  This  jointer  can  be  quickly  ad- 
justed against  the  bell  of  a  pipe,  and  is  held  firmly  in  position  by 
means  of  a  clamp,  attached  to  one  end  of  the  jointer. 

After  the  lead  has  been  poured  the  surplus  of  lead  is  cut  off  with 
the  lead  cutting  chisel,  and  the  joint  is  caulked  by  means  of  the 
caulking  irons  and  a  hammer  weighing  about  3§  lbs.  (Fig.  267).  The 
thickness  of  the  caulking  irons  at  the  point  vanes  from  i  to  f  in. 

Cast  iron  pipes  have  occasionally  to  be  cut,  to  obtain  short  lengths 


Digitized  by  Google 


TOOI^  FOR  PIPE-LAYING 


473 


of  pipe,  or  to  remove  a  cracked  part  of  a  pipe.  In  such  cases  the 
pipe  is  placed  on  wooden  blocks  and  revolved  slowly  while  a  slight 
cut  is  made  around  the  circumference  by  means  of  a  diamond-point. 
This  cut  is  gradually  enlai^ed  by  the  diamond-point,  dog-diamond, 
and  pipe-cutting  chisels,  and  after  the  cut  has  been  made  deep  enough 


II 


Pio.  267.  —  Set  of  Caulking  Tools. 

A  to  F,  cauUdng  irons;   F,  cold  chisel;   G,  yamiag  iroa;    H,  lead  cutting  chisd; 

J,  eledge;  O,  caulking  hammer. 

around  the  circumference  of  the  pipe,  it  is  not  difficult  to  snap  off 
part  of  the  pipe,  either  by  placing  a  block  beneath  the  pipe,  at  the 
point  of  the  cut,  and  pressing  down  at  either  end;   or  by  driving  a 


C  —  diamond-point ; 
D — dog-diamond; 


E  — wedfte. 
Fio.  267o.  —  Pipe-cutting  Tools. 

bursting  wedge  into  the  cut,  causing  a  crack  about  the  pipe,  where  pre- 
viously marked  by  the  diamond  point.  The  tools  used  for  cutting  a 
pipe  are  shown  in  Fig.  267a. 

492.  Pipe-cuUers.  —  Several  machines  have  been  invented  for  cut- 
ting cast  iron  pipes  in  a  more  expeditious  and  convenient  manner 
than  is  possible  by  the  simple  method  described  above.  Some  of 
these  machines  are  shown  in  Fig.  268.  The  Rodfeld,  Barnes  and 
Ellis  pipe-cutters  can  be  used  for  cutting  cast  iron  pipes  up  to  12 
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inches  in  diameter.    The  French  pipe-cutter*  (Fig.  268a),  invented 
by  D.  W.  French,  cuts  pipes  having  diameters  from  2  to  48  ins.    The 


machine  is  made 

can  be  used  for  at  least  three 


FlO.  268.  —  Pipe-cutters. 

five  sizes,  varying  from  4  to  48  ins.     Each  machine 
zes  of  pipe. 

The  Saunders  and  small  Beaver 
pipe-cutters  (Fig.  268)  are  used  for 
cutting  wrought  iron  or  steel  pipes, 
2  inches  or  less  in  diameter.  Pipes  of 
this  kind  up  to  6  ins.  in  diameter  can 
be  cut  by  the  larger  Beaver  pipe- 
cutter. 

493.  Pipe-end  Reamers.  —  Fig.  269 
shows  a  pipe-reamer  which  is  used 


Fio.  268a.  —French  Pipe-cutter.  Fio.  269.  —  Pipe-end  Reoma. 

for  restoring  the  original  inside  diameter  of  a  wrought  iron  or  steel 

pipe  after  cutting.    Without  the  use  of  this  tool,  a  certain  per  cent  of 

the  carrying  capacity  of  the  pipe  is  lost,  as  a  result  of  the  obstructions 

*  Manufactured  by  the  A.  P.  Smith  Manufacturing  Co.,  Elast  Orange,  N.  J. 
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resulting  from  the  pipe's  being  forced  inward  under  pressure  of  the 
cutter.  The  construction  of  the  reamer  admits  of  its  use  on  any  pipe 
from  I  to  3  inches  in  diameter. 

494.  Neil  cauUdng  machine  (Fig.  270  *)  is  designed  for  machine 
caulking  on  pipes,  24  inches  or 
more  in  diameter.  It  works 
either  by  steam  or  compressed 
air,  and  can  be  operated  by  one 
man  and  a  boy.  The  machine 
works  uniformly  around  the  pipe, 
and  makes  a  circuit  of  the  joint 
with  each  tool,  before  beginning 
with  the  next.  The  power  of  the 
blow  can  be  varied  from  one  ounce 
up  to  100  lbs.  The  work  done 
by  this  machine  is  said  to  be  su- 
perior to  the  best  hand  work  and 

considerably  cheaper.  On  a  24-in.        ^^  270.  -  NeU  Caulking  Machine, 
pipe-line  more  than  forty  joints 

can  be  caulked  per  day.  The  machine  caulks  as  well  at  Uie  bottom 
as  at  the  top  of  the  pipe. 

496.  Melting  furnaces  of  various  kinds  are  used  for  melting  the  lead 
required  for  filling  the  pipe-joints.     In  the  old  style  of  furnace  (Fig. 


Fig.  271.  —  Lead  Melting  Furnace. 

271),  the  fuel  used  is  wood,  coke,  or  charcoal.  This  kind  of  furnace 
is  heavy  and  unwieldy.  Fig.  272  shows  a  furnace  in  which  gasoline 
is  used  as  fuel.  It  has  three  burners,  which  must  be  replaced,  when 
they  become  clogged  with  the  impurities  which  are  in  the  gasoline. 
'  Manufactured  by  the  A.  P.  Smith  MfR.  Co.,  East  Orange,  N.  J. 
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In  operating  this  furnace,  the  gasoline  is  placed  in  the  retaining  tank 
at  the  bottom,  and  by  means  of  air  pressure,  produced  with  a  rubber 
bulb,  gasoline  is  fed  through  the  three  burners,  vaporized  and  burn- 
ing, producing  an  intense  heat. 
Other  stylee  of  lead  melting  furnaces,  using  kerosene,  or  even  heavier 
oils,  are  manufactured.     Fifi^.  273  and  273a 
show    a    portable    lead    furnace,*    using 
kerosene    as    fuel.      The    tank    is    filled 
with  kerosene  oil  to  the  level  of  the  air 
valve  F,     The  burner  C  is  heated  by 
Uniting  a  little  kerosene  in  the  dish  B, 
the  chimney  /  being  used  to  concentrate 
the  heat  on  the  burner.    The  pump  G  is 
then  given  a  few  strokes  to  force  the  oil 
into  the  burner  C,  where  it  is  converted 
into  gas,  which  issues  from  the  jet  D. 
The  gas  is  ignited,   the  chimney  is  re- 
moved by  the  handle  attached  to  it,  and 
the  pumping  is  continued  until  the  gauge 
shows  a  pressure  of  20  lbs.  per  square 
inch,  which  suffices  for  one  hour. 
The  tank  with  the  burner  is  placed 
under  the  furnace,  the  lugs  HH  engaging  with  corresponding  lugs  on 
the  bottom  of  the  furnace.      The  heat  can  be  regulated  by  the  air 


Fig.  273a.  —  Details  of  Furnace. 

valve  F.    The  manufacturers  claim  that  this  furnace  will  melt  a  pig 
of  lead  in  24  minutes,  and  a  second  pig  in  12  minutes. 

Fig.  274  shows  a  small  lead  furnace  •  which  can  be  placed  on  a  water 
main,  so  that  the  molten  lead  can  be  poured  directly  into  the  joint, 
instead  of  by  means  of  a  ladle. 

*  Manufactured  by  the  A.  P.  Bmith  Mtg.  Co.,  East  Orange,  N.  J. 
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OccaBionally  an  old  lead  joint  has  to  be  melted  out,  in  order  to  make 
it  possible  to  remove  a  pipe.  The  Buckeye  heater  (Fig.  275  *)  can 
be  used  advantageously  for  this  purpose.  Kerosene  or  gasoline  can 
be  employed  as  fuel  in  this  furnace- 


Fig.  274.  —  Small  Portable  Lead  Furnace.  Pio.  27S.  —  Buckeye  Heater. 

496.  The  Smith  Tapping  Apparatus!  for  making  branch  < 
tions,  without  shutting  off  the  water  from  the  main,  is  shown  in 
Fig. -275.     It  can  be  used  for  all  sizes  of  pipe  connections  that  occur 


FiQ.  276.  —  Smith  Tapping  MachiDe  for  Branch- connections. 

generally  on  waterworks,  such  as  48  by  36  ins.,  36  by  36  ins.,  36  by 
30  ins.,  30  by  30  ins.,  etc. 

In  using  this  apparatus  the  first  step  is  to  remove  all  rust  and 
dirt  from  the  pipe  where  the  connection  is  to  be  made.  A  split 
sleeve  (Fig.  276)  is  then  bolted  to  the  main  at  this  place,  and  its 

*  Manufactured  by  Walter  J.  McLeod,  Cincinnati,  Ohio. 

t  Manufactured  by  the  X.  P.  Smith  Manufacturing  Co.,  Eaat  Orange,  N.  J. 
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joints  are  poured  with  lead  and  caulked.  The  spigot  end  of  the 
valve  which  ia  to  be  placed  on  the  branch-connection  is  inserted  in 
the  hub-end  of  the  split  sleeve  and  locked  by  a  slight  turn  to  the 
left.  The  joint  between  the  split  sleeve  and  the  valve  is  then  poured 
and  caulked.  An  extension  piece  corresponding  to  the  size  of  the 
valve  is  connected  to  the  machine,  and  then  to  the  valve,  both  joints 
being  made  with  rubber  gaskets. 

The   valve    is    opened    wide   and    the    shaft    of    the    machine    is 
pushed  forward  until  the  drill  is  against  the  pipe.     The  set-collar  on 


FiQ.  277.  —  Split  Sleeve  and  Gate-valve  for  BraDch-connections, 

the  shaft  is  secured  by  means  of  a  setr-screw.  The  shaft  is  now  ro- 
tated slowly  to  the  right  by  means  of  the  ratchet- wrench  until  the 
cutter  begins  to  cut  the  pipe,  when  the  lever  handle  on  the  ratchets 
wrench  is  used. 

After  the  cut  has  been  made,  the  set  collar  is  released,  and  the 
shaft  is  withdrawn,  bringing  the  drill  and  cutter  back  of  the  valve 
which  is  now  closed.  The  extension  pipe  is  disconnected  from  the 
valve  and  the  connection  is  completed. 

497.  The  Smith  ralve  inserting  machine*  is  used  for  inserting  gate- 
valves  in  pipes,  8  to  36  ins.  in  diameter,  without  shutting  off  the  water. 
The  manner  in  which  this  operation  is  performed  is  as  follows:  First, 
a  double-headed  pipe-cutting  machine  ia  placed  on  the  main,  where 
the  valve  is  to  be  inserted,  and  the  pipe  is  cut  about  half  way  through 

*  Manufactured  by  the  A.  P.  Smith  M(g.  Co.,  East  Orange,  N.  J. 
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at  two  points.  A  special  split  sleeve  is  then  bolted  around  the  pipe, 
with  one  end  within  }  in.  of  the  cutting  tool,  and  the  inserting  ma- 
chine (Fig.  278)  is  bolted  around  the  pipe  and  sleeve,  enclosing  the 
cutting  mechanism  completely.  The  joints  between  the  pipe  and  the 
machine  casing  are  leaded  and  caulked,  and  the  pinion  shaft  is  rotated 
until  the  pipe  has  been  cut  through. 

The  cutting  machine  with  the  section  of  pipe  it  has  cut  out  is  drawn 
up  into  the  dome  of  the  machine,  by  means  of  a  central  rod;  the  hori- 
zontal slide-valve  is  closei 
is  removed,   and  the  cut 
section  are  taken  out.     I 
be  inserted  is  now  plac€ 
machine,  the  cover  is  att; 
opened  and  the  gate  is  lo 
tween  the  ends  of  the  pi 
forced  by  jacks  into  the 
valves,  and  the  motion  is  i 
hub  of  the  gate-valve  hs 
pipe.     Both  hubs  are  pro 
lugs,  which  center  the  pi 
hold  in  place  the  rubber 
temporary     joints     be- 
tween the  pipe  ends  and 
the    gate -valve.      The 
upper  casing  is  removed 
and  the  joints  at  both 
ends  of  the   valve   and 

the     sleeve     joint     are  ,.  ,    .  ,       , 

,     J  J        J  11    J  tio.  2i8.  —  Smith  Valve  InsertinK  Machine. 

leaded  and  caulked. 

498.   Pipe    Derricks.  —  Pipes   of   small   diameters   can   be   easily 

lowered  into  position  in  the  ditch  by  means  of  rope-slings,  but  this 

method  of  handling  becomes  almost  impossible  with  the  larger  sizes 

of  mains.     Fig.  279  shows  the  method  of  lowering  single  lengths  of 

pipe  into  the  ditch  by  means  of  a  derrick,  tongs  and  a  chain  hoist. 

This  method  naturally  requires  much  less  labor.     If  joints  can  be 

made  above  ground,  the  workmanship  will  be  better,  and  to  facilitate 

this  method  of  laying,  two  to  five  sets  of  derricks,  pipe-tongs  and 

chain-falls   can  be  used.     An  apparatus  of  this  kind  presents  great 

labor  and  money  saving  possibilities.     With  five  sets  of  these  derricks 

and   pipe-tongs,  ten   lengths  of   twelve-inch  main,  one  hundred  and 

twenty  feet  in  all,  can  be  caulked  above  the  ground  and  lowered  as 

a  unit. 
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Fia.  279.  ~  Kpe  Derrick. 

499.  Tapping  machines  are  used  for  inserting  corporation  cocka  in 
water  mains,  while  they  are  under  pressure.  The  machine  drilb  a 
hole  in  the  pipe  shell,  cuts  a  thread  in  it,  and  screws  the  corporation- 
cock  into  position.  The  manner  in  which  this  work  is  done  is  explained 
in  detail  in  the  descriptions  of  some  of  the  principal  tapping  machines 
given  below. 

500.  The  Mueller  tapping  machine  {Fig.  280  *)  makes  taps  and  inserts 
corporation-cocks,  §  to  1  in.  in  diameter,  in  mains  under  pressure, 
and  taps  up  to  2  ins.  in  diameter  in  pipes  that  are  dry  or  open.  It 
is  a  strong  machine  with  long  bearings,  made  for  constant  and  heavy 
usage.  The  body  part  F  is  fastened  to  the  pipe,  which  is  to  be  tapped 
by  an  adjustable  chain  G.  A  boring-bar  B,  provided  with  a  ratchet- 
handle  L  for  turning  the  bar,  receives  the  drill  and  the  tap  J.  The 
tool  J  is  forced  down  or  fed  by  turning  the  hand-wheel  K,  which,  by 
means  of  the  yoke  M,  puts  the  proper  pressure  on  the  collar  N.  The 
body  of  the  machine  is  provided  with  a  gate  0,  which  serves  for  closing 
the  upper  part  of  the  machine  from  the  water,  after  the  boring-bar 
and  tool  have  been  drawn  up  from  the  pipe,  to  replace  the  tool  by 
the  corporation-cock.     After  the  gate  0  is  closed,  the  water  in   the 

*  ManuTactured  by  the  H.  Mueller  Mfg.  Co.,  Decatur,  111. 
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Upper  chamber  of  the  machine  is  discharged  though  the  by-pass  R, 
and  the  pressure  in  the  main  keeps  the  gate  O  tightly  on  its  seat. 
This  by-pass  B,  also,  enables  the  operator  to  see  if  the  corporation- 
cock  is  properly  screwed  in,  before  removing  the  screw-pli^.  The 
machine  is  operated  in  the  following  manner.     The  cap  A  is  removed. 


FiQ.  280.  —  Mueiler'B  Tapping  Machine. 

This  takes  out  also  the  boring-bar  B.  The  rubber  gasket  C  is  then 
adjusted  in  the  curve  of  the  saddle  D  and  the  rubber  gasket  E  is  placed 
in  the  saddle.  The  body  of  the  machine  F  is  then  placed  upon  this 
gasket.  If  the  tap  is  to  be  made  on  the  side  of  the  pipe,  instead  of 
in  a  vertical  line,  the  body  F  must  be  set  so  that  the  word  Top  is  up. 
The  machine  is  next  fastened  to  the  main  by  means  of  the  chain  G, 
which  is  put  around  the  pipe.  One  link  of  the  chain  is  hooked  over 
the  bolt  /,  which  is  just  opposite  to  an  eye-bolt,  to  which  the  other 
end  of  the  chain  is  permanently  fastened.  By  means  of  the  nute  on 
these  bolts,  the  machine  is  drawn  tightly  to  the  main,  by  screwing 
down  the  nuts  alternately.  The  machine  must  be  fastened  very 
firmly,  as  a  slight  movement  in  any  direction  is  liable  to  cause  serious 
trouble,  and  to  prevent  the  accurate  centering  of  the  corporation-cock. 
The  tool  J,  which  serves  both  for  drilling  and  tapping,  is  fastened 
in  the  holder  B,  by  means  of  a  setr-screw.  In  operating  the  machine, 
the  hand-wheel  K  is  turned  to  the  right,  as  far  as  it  will  go,  and  the 
boring-bar  is  put  into  the  body  of  the  machine.  Cap  A  is  screwed 
down  until  the  tool  touches  the  pipe;  the  ratchet-handle  is  placed 
in  position  and  turned,  the  tool  being  fed  by  means  of  the  hand-wheel 
K.    When  the  tap  takes  hold,  further  feeding  with  the  hand-wheel  is 
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After  the  hole  has  been  properly  drilled  and  tapped,  the  dog  on 
the  ratchet-wheel  is  reveraed,  the  feed-yoke  M  is  thrown  off  the  collar 
iV,  and  the  tool  is  backed  out  of  the  pipe,  care  being  taken,  especially 
with  high  pressures,  not  to  allow  the  tool  to  be  forced  out  too  sud- 
denly, as  this  might  strip  the  thread  and  strike  against  the  top  of  the 
machine.  The  boring-bar  is  pulled  up,  as  far  as  it  will  go,  and  the  gate 
0  is  closed  by  turning  the  knob  P  to  the  left  or  up.  By  means  of  the 
by-pass  B,  the  pressure  is  released  from  the  upper  chamber  of  the 
machine.  Cap  A  is  then  unscrewed,  the  boring-bar  is  removed  and  the 
tool  is  replaced  by  the  screw-plug  Q,  upon  which  the  corporation-cock 
has  been  screwed.  Cap  A  is  now  screwed  down  again,  the  by-pass 
and  gate  are  opened,  and  the  boring-bar,  with  the  corporation-cock 
attached,  is  pushed  down,  while  the  ratchet-handle  turns  it  to  the 
right  until  the  threads  take  hold.  As  soon  as  the  cock  has  entered 
the  tap-hole,  no  more  pushing  is  required.  After  the  cock  has  been 
screwed  far  enough  into  the  main  —  which  can  be  known  by  the 
squeaking  of  the  threads  —  the  dog  on  the  ratchet-handle  is  reversed, 
and  a  sharp  blow  on  the  ratchet-handle  releases  the  plug  Q,  which  is 
then  unscrewed  from  the  corporation-cock.  Before  unscrewing  the 
plug  Q,  however,  the  by-pass  R  should  be  opened  to  ascertain  whether 
the  corporation-cock  is  properly  set.  After  the  plug  Q  has  been 
unscrewed  and  before  removing  the  machine,  the  by-pass  R  should 
be  ojwned.  If  there  appears  to  be  a  considerable  flow  of  water,  it 
shows  that  in  removing  the  screw-plug  Q,  the  corporation-cock  was, 
also,  unscrewed.  If  this  proves  to  be  the  case,  the  operation  of  in- 
serting the  corporation-cock  must  be  repeated.  When  the  test  shows 
that  no  water  is  flowing  from  the  m^n  through  the  tap-hole,  the 
machine  may  be  removed. 

601.  A.  P.  Smith  tapping  machine  (Fig.  281*)  is  made  in  three 
sizes:  No.  1  is  used  for  }-,  |-,  and  j-in.  corporation-cocks;  No.  2  for 
1-,  IJ-,  and  IJ-in.  insertions,  and  No.  3  for  2-in.  cocks.  The  tapping 
and  making  of  the  connections  is  done  without  interrupting  the  flow 
in  the  main.  The  machine  is  operated  as  follows:  The  corporation- 
cock  H  is  screwed  into  the  carrier  /,  which  is  placed  in  the  slide  /. 
The  tap  F  is  put  into  place,  and  the  machine  is  then  attached  to 
the  main,  as  shown  in  Fig.  281.  During  the  operation  of  drilling  and 
tapping  the  main,  the  feed  should  be  continued  until  the  face  of  the 
ratchet^wrench  D  is  brought  in  contact  with  the  gland  E,  which  de- 
termines the  depth  to  which  the  corporation-cock  is  to  be  inserted  in 
the  pipe.  The  drill-shaft  is  then  withdrawn,  as  far  as  possible,  and 
the  wing-nut  G  is  turned  half  a  revolution,  which  brings  the  corpo- 
*  Mtuiufaclurcd  by  A.  P.  tjmith  Mfg.  Co.,  East  Onuge,  N.  J. 
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ration-cock  into  position  for  insertion.     The  drill  is  then  allowed  to 
drop  into  the  carrier,  and  the  cock  is  screwed  into  the  main. 

602.   Payne's  "New  Eclipse  "  tapping  machine  {Fig.  282*)  taps  a 
pipe  on  the  top,  the  side,  or  at  any  desired  angle.    The  machine  is 


Fig.  281.  —  Smith  Tapping  Machine. 

securely  fastened  to  the  pipe  by  means  of  a  chain  with  end-bolts,  a 
thick  rubber  gasket  being  placed  between  the  pipe  and  the  saddle 
of  the  machine  to  obtain  water-tight- 
ness. The  desired  size  of  taps  is  put  in 
this  machine,  and  the  corresponding 
corporation-cock  placed,  closed,  on  the 
mandrdl.  A  thin  rubber  gasket  is  put 
into  the  saddle  and  the  machine  is 
screwed  tight  on  the  saddle  by  means 
of  the  iron  handle  on  the  machine.  The 
revolving-head  is  next  turned  back  to 
the  right  until  it  strikes  the  stop. 

The  drill  is  pushed  down  until  it  rests 
CD  the  pipe;  the  ratchet,  and  the  yoke 
over  it,  are  put  on,  and  the  tap-hole 
is  drilled.     When  this  hole  has  been 

tapped,  the  drill  is  drawn   up   in  the       ^^   ^^"  mS' '' '^^'^ 
machine,  as  far  as  possible,  a  lengthening 

piece  is  screwed  onto  the  mandrel,  and  the  head  is  revolved  to  the 
left,  until  it  strikes  the  top.  The  cock  is  pushed  into  its  place,  and 
screwed  in  by  means  of  the  mandrel  just  far  enough  to  be  secure,  while 
the  machine  is  being  taken  off. 

•  Manufactured  by  the  Hays  Mfg.  Co.,  Erie,  Penn. 
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The  bolts  attached  to  the  chain  are  loosened,  and  the  machine  is 
removed,  leaving  the  mandrel  in  the  cock,  which  is  now  screwed  tight 
with  a  wrench.  The  mandrel  is  finally  removed  from  the  cock,  which 
may  then  be  connected  to  the  service-pipe. 

The  machine  is  made  of  the  best  bronze  metal  and  the  saddle 
of  malleable  iron.  It  is  simple  in  construction,  having  neither  valve 
nor  pet-cock,  to  get  out  of  order.  The  pressure  of  the  feed-screw  pulls 
directly  on  the  chain,  thereby  relieving  the  machine  of  all  un<lue  strain. 
Two  sizes  are  manufactured,  viz.: 


Numbw 

W«Bht 

Six*  ol  taps, 
inch« 

Saddle. 

1! 

24 

34 
76 

1  and  Ij 

4 

4 

f-in.  corporation-cocks  with  iron  pipe  thread  on  main  end  are  inserted 
with  J-in.  tap.  The  machines  are  regularly  equipped  with  female 
mandrels,  but  can  be  supplied  with  male  mandrels  if  required. 

603.  Wireless  Pipe  Locator.  —  The 
Modem  Iron  Works  of  Quincy,  III.,  man- 
ufacture "The  Wireless  Pipe  Locator" 
shown  in  Fig.  283. 

This  consists  of  a  vibrator,  an  in- 
duction coil,  batteries,  and  a  detecting 
coil  to  which  is  attached  a  telephone 
receiver.     The  terminals  of  the  primary 
coil  are  attached  through  the  vibrator 
to  the  battery  terminals.     The  vibrator 
interrupts  or  changes  the  strength  of 
current  through  the  primary  coil,  and 
the  voltage  is  increased  by  the  second- 
Fia.  283.— Wireless  Pipe  Locator,    ary  coU,   the   terminals  of   which  are 
fastened  to  two  places    on  the  pipe 
or   main   to  be  located.      They  are   connected,   for   instance,   to   a 
hydrant  and  a  house-service.     The  changes  of  current  set  up  an  elec- 
tric flow  in  the  pipe  or  main,  and  the  variation  in  intensity  of  the 
electric  field  about  the  pipe  or  main  causes  a  variable  flow  by  indue- 
tion  in  the  detector  coil,  which  causes  the  telephone  receiver  to  sing. 
The  nearer  the  coil  is  brought  to  the  pipe  or  main,  the  louder  the  tone, 
if  the  detector  coil  is  held  horizontally,  until  it  is  directly  over  the  pipe 
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or  main,  when  no  sound  ia  produced.     At  this  point,  if  the  detector 
coil  is  turned  into  a  vertical  position,  the  loudest  tone  is  given. 

Fig.  284  shows  the  manner  in  which  this  useful  instrument  is  gener- 
ally used.  No  skill  or  knowledge  is  necessary  to  get  good  results, 
and  the  saving  in  expense  and  time,  when  it  is  desired  to  locate  a  main 
or  pipe,  usually  makes  the  use  of  this  instrument  desirable. 


Fig.  284.  -~  Manner  of  Using  Wireless  Pipe  Locator. 
A  and  B  —~  service-pipe,  iron  and  lead;  also,  the  stop-box  or  cut-off,  covered  by 
the  grass. 

C—  the  mains  in  the  street. 

X  —  the  field.    The  arrows  show  the  direction  of  the  current. 

603a.  The  Grove  Electric  Indicator,  invented  by  E.  H.  Grove, 
and  manufactured  by  the  A.  P.  Smith  Mfg.  Co.,  East  Orange,  N.  J., 
is  another  device  for  locating  underground  service-pipes  and  mains 
without  excavation.  This  indicator,  which  was  perfected  in  1912, 
has  been  used  very  successfully  in  Washington,  D.  C,  and  in  other 
cities. 
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CHAPTER  XX[X 

THE   DETECTION   AHD   PREVENTION   OF  WASTE   OF 
WATER 

604.  Waste  of  Water.  —  A  large  percentage  of  the  water  supplied  by 
public  water  works  is  wasted  by  leaky  mains,  service-pipes,  and  plumb- 
ing fixtures,  and,  also,  in  many  places  by  allowing  water  to  flow  continu- 
ously through  faucets  in  winter,  to  prevent  the  water  from  freezing  in 
the  service-pipes,  and  in  sunmier  to  obtain  cool  water  for  drinking.  In 
American  cities  the  loss  of  water  has  been  roughly  estimated  to  be  about 
30  to  50  per  cent  of  the  consumption. 

The  introduction  of  meters  into  private,  as  well  as  into  public,  build- 
ings, checks  willful  waste.  There  still  exists  a  strong  prejudice  in 
America  against  measuring  the  water  used  for  private  consumption,  and 
the  argument  is  often  advanced  that  this  restricts  the  free  use  of  water 
and  is,  therefore,  unsanitary.  The  answer  to  this  objection  is  that  the 
quantity  of  water  allowed  at  the  minimum  rate  should  be  made  large 
enough  to  permit  all  legitimate  uses  of  water,  and  that  any  excess  beyond 
this  should  be  paid  for  additionally.  The  smaller  cities  in  the  United 
States  are  b^inning  to  place  meters  on  all  service-pipes,  and,  in  due 
course  of  time,  water  meters  will,  doubtless,  be  placed  not  only  in  all 
houses,  but  in  every  flat  or  apartment,  just  as  gas  meters  are  now  in- 
stalled. 

Even  where  the  total  supply  of  water  furnished,  and,  also,  the  con- 
sumptions are  accurately  measured,  there  is  usually  a  difference  of  about 
20  to  40  per  cent  between  these  two  quantities.  This  represents  the 
underground  leakage  in  mains,  service-pipes,  gate- valves,  stuffing- 
boxes,  etc. 

The  losses  of  water  by  leakage  in  the  pipe-system,  or  in  the  plumbing 
of  houses,  can  be  discovered  by  systematic  investigation,  by  dividing  a 
city  or  town  into  districts  of  convenient  size,  and  measuring  the  quantity 
of  water  consumed  in  each,  by  means  of  water  meters  or  other  suitable 
instruments.  If  the  consumption  in  any  district,  especially  between 
midnight  and  4  p.m.,  is  found  to  be  abnormally  large,  the  district  must 
be  subdivided  into  sections,  the  consumption  in  each  being  investigated 
in  a  similar  manner  as  that  of  the  whole  district,  until  the  particular 
block  or  house  is  found,  where  the  waste  of  water  occurs.  One  of  the 
first  cities  to  make  such  an  investigation  was  Liverpool,  England. 
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606.  Prevention  of  Waste  of  Water.  —  In  1870,  the  city  of  Liver- 
pool was  suffering  from  a  scarcity  of  water,  which  necessitated  shuttii^ 
off  the  supply  for  about  14  hours  out  of  24,  the  citizens  being  thus  obliged 
to  depend  upon  an  intermittent  service.  After  remedying  all  defective 
plumbing  by  a  house  to  house  inspection,  the  engineer  in  charge  of  the 
water  works,  George  F.  Deacon,  M.  Inst.  C.  E.,  determined  to  look  for 
undet^round  leakage  and  to  suppress  it,  if  found.  For  this  purpose,  he 
divided  the  city  into  a  number  of  districts  and  measured  the  flow  into 
and  out  of  each,  by  means  of  a  special  meter,  which  he  invented  for  this 
purpose  (p.  541).  Where  the  consumption  in  a  district  seemed  abnor- 
mally high,  the  district  was  subdivided,  and  the  consumption  in  each 
of  the  smaller  districts  was  determined  in  a  similar  manner.  In  this 
way,  underground  leaks  were  traced  and  stopped,  and  individual  houses 
found  in  which  too  much  water  was  consumed.  By  this  method,  the 
water  supply  was  conserved  to  such  an  extent  that  it  was  restored  in 
1875  to  a  constant  service,  after  an  intermission  of  five  years,  and  the 
daily  consumption  per  capita  was  reduced  from  35.58  gals,  in  1873  to 
14.26  gals,  in  1877. 

Since  its  first  introduction  in  Liverpool,  Deacon  meters  have  been 
lai^ly  used  in  Europe  for  discovering  water  waste  in  public  supphes, 
and  they  have,  also,  been  used  to  some  extent  in  Boston,  Mass.  Simpler 
and  less  expensive  instruments  have,  however,  been  devised  for  accom- 
phshing  the  same  purpose,  and  have  been  largely  used  within  the  past 
decade  in  the  United  States. 

606,  Prevention  of  Waste  of  Water  in  Washington,  D.  C. — The  city  of 
Washington,  D.  C,  has  been  engaged  for  some  years  in  discovering  and 
suppressing  leakage  in  water  mains,  etc.,  by  means  of  modem  methods. 
The  following  brief  summary  of  what  was  discovered  in  the  year  ending 
June  30,  1911,  gives  some  idea  of  the  different  causes  of  leakage. 

TABLE  LXV.  —  DISCOVERY  OF  LEAKAGE  IN  THE  CITY  OF 
WASHINGTON.  D-  C,   FOR  THE  YEAR  ENDING  JUNE  30,   1911 


Abandoned  service  and  taps  leaking, . 

Iron  aervice^ipes  broken 

Lead  service-pipes  broken 

Wiped  joints  broken 

Couplings  on  service-pipes  leaking 

CurD-cocks  leaking 

Tope  blown  out 

Joint  on  mains  leaking 

Mains  broken 

Valvea  leaking 


305.000 

,438,000 

,302,000 

710,000 

119.000 

85,000 

50,000 

,034,000 

332,000 

89,000 

,364,000 
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607.  PreverUion  of  Waste  of  Water  in  New  York* —  In  1911  the 
city  of  New  York  was  obl^ed  to  adopt  strenuous  measures  to  avoid  a 
water  famine.  During  the  first  half  of  1910  the  rainfall  had  filled  all  the 
storage  reservoirs  of  the  city,  but  from  June,  1910,  to  the  latter  part  of 
August,  1911,  the  precipitation  was  less  than  had  been  recorded  for  the 
same  period  of  time  during  the  preceding  forty-three  years.  The  large 
quantity  of  water  stored  in  the  reservoirs  made  it  possible  to  maintain 
an  ample  supply  during  1910,  in  spite  of  the  drought,  but  by  the  begin- 
ning of  1911,  the  quantity  of  water  in  the  storage  reservoir  had  been  so 
much  reduced  that  radical  measures  became  necessary  to  curtail  the 
consumption  of  water,  and  surveys  were  made  for  increasing  the  supply 
temporarily  bypumping  water  from  Ten  Mile  River,  an  affluent  of  the 
Housatonic  River.  The  measures  adopted  for  reducing  the  consump- 
tion, which  proved  to  be  very  effective,  were  as  follows: 

1.  Public  attention  was  called  to  the  shortage  of  water  through  the 
press. 

2.  Printed  notices  were  sent  to  the  owners  of  all  houses,  ordering 
them  to  repair  all  leaky  plumbing  fixtures,  and  notifying  that  they 
would  be  fined  if  this  matter  was  not  attended  to.  The  use  of  hose 
inside  or  outside  of  the  house  was  prohibited. 

3.  A  house-to-house  inspection  was  made  by  a  force  of  about  150 
special  inspectors. 

4.  The  city  was  divided  into  a  number  of  districts  and  a  corps  of 
engineers  determined  the  consumption  in  each  of  these  districts,  both 
before  and  after  the  house-to-house  inspection.  This  work  was  done 
principally  by  means  of  portable  pitometers  (p.  489). 

•  Paperbyl.M.deVarona  on  "Work  done  (or  the  Prevention  of  Water  Waste  in 
the  City  of  N.  Y.  and  ReBults  accomplished  Thereby,"  in  Proc.  Am.  Water  Works 
Assoc,  for  1913. 


Digitized  by  Google 


CHAPTER  XXX 
PITOT  TUBE  GAUGINGS 

608.  Pitot  tubes,  named  after  M.  Pitot,  the  French  hydraulician 
who  invented  this  device  about  the  year  1730,*  are  used  for  measuriDg 
the  velocity  of  water  in  a  stream  or  pipe,  by  observing  the  corresponding 
head.  In  its  simplest  form,  this  instrument  consists  of  a  small  tube  of 
glass,  brass,  etc.,  having  its  lower  end  bent  at  right  angles  to  the  axis  of 
the  tube.  If  such  a  tube  is  placed  in  the  water  with  its  bent  end  turned 
up-stream,  and  parallel  with  the  current,  the  velocity  head  producing  the 
flow  will  be  transmitted  through  the  tube  and  will  balance  a  column  of 
water  in  the  tube  having  a  height  equal  approximately  to  that  given  by 
the  well-known  fonnula: 

To  compare  this  head  with  the  static  head  of  the  water,  a  second  Pitot 
tube,  having  its  bent  end  turned  down-stream,  is  used.  The  current  of 
water  will,  however,  exert  a  slight  suction  that  will  lower  the  water 
column  in  this  tube  a  trifle  below  the  normal  surface  of  the  water.  For 
this  reason  we  must  introduce'  a  coefficient  c,  based  upon  experiments, 
in  usii^  formula  (101),  in  connection  with  Pitot  tube  observations  and 
the  formula  becomes 

*-c^-  (103) 

By  means  of  Ktot  tubes  the  velocity  of  a  stream  of  water  can  be  observed 
at  different  points  in  its  cross-section  and  the  average  velocity  may  thus 
be  found. 

609.  Recording  Pitometer  (Fig.  285). — Within  the  past  twenty 
years,  much  improvement  has  been  made  in  the  practical  apphcatioD 
of  the  Pitot  tube  principle  to  the  measurement  of  the  flow  of  water. 
John  A.  and  Edward  S.  Cole  have  invented  a  simple  portable  arrange- 
ment of  Pitot  tube,  called  a  rod-meter,  a  glass  U-tvbe,  connected  to  the 
rod-meter  by  suitable  hose,  and  a  mechanical  or  photographic  recorder, 
for  making  a  record  of  deflections  in  the  tubes,  to  which  they  have  given 
the  name  Pitometer-t     These  instruments  have  been  used  very  success- 

•  "Histoire  de  rAcaddmie  dee  Seieneea,"  ]732,  p.  376. 
f  Maniifactiirpd  by  thi-  Pitometer  Company,  New  York. 
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fully  in  a  number  of  cities  in  detcrinining  the  quantity  of  water  flowing 
through  the  pipe-system  at  different  points,  in  order  to  ascertain  the 
consumption,  leakage,  waste  of  water,  slips  of  pumps,  etc. 

The  rod-meter  consists  of  two  small  brass  tubes,  J  in,  in  outer  diam- 
eter, which  are  enclosed  in  a  brass  casing  having  an  oval  cross-section, 


Fio.  285.  —  Recording  Rtometer. 

the  longer  diameter  of  which  is  a  little  less  than  an  inch,  to  make  it 
possible  to  push  the  rod-meter  into  a  water  main  through  a  suitable 
stuffing-box,  which  is  screwed  to  a  standard  1-in.  corporation-cock. 
Each  tube  has  at  its  lower  end  a  curved  phosphor-bronze  ori6ce,  |  in.  in 
diameter,  and  at  its  upper  end  a  metal  piece  called  a  finger,  which  is 
securely  clamped  to  the  tube.     The  fingers  serve  for  turning  the  Pitot 
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tubes  into  the  desired  direction.  A  loose  metal  aleeve  having  two 
notcheB  for  each  finger  slips  over  the  two  fingers  and  locks  them  either 
in  the  position  open  or  dosed,  as  the  case  may  be. 

When  the  rod-meter  is  to  be  pushed  through  a  corporation-cock  into 
a  main,  the  Pitot  tubes  must  be  turned  so  that  their  orifices  point  in- 
ward, in  order  to  be  able  to  pass  them  through  the  corporation-cock. 
When  the  orifices  are  in  the  main,  they  must  be  turned  so  that  one  will 
point  up-fitream  and  the  other  down-stream,  both  being  in  the  same  plane. 

The  rod-meter  is  screwed  to  the  corporation-cock  by  means  of  a 
stuffing-box,  a  suitable  washer  being  placed  in  the  joint,  to  insure  water- 
tightness,  and,  when  in  position  for  observation,  the  longer  diameter  of 
the  rod^neter  must  be  parallel  with  the  center  line  of  the  main.  The 
stuffing-box  on  the  corporation-cock  makes  it 
possible  to  push  the  rod-meter  up  or  down,  with- 
out letting  any  water  escape.  At  the  upper  end 
of  the  rod-meter,  each  Pitot  tube  has  a  small 
stuffing-box,  which  prevents  the  water  from 
passing  out  along  these  tubes.  The  rod-meters 
are  usually  about  3  to  8  ft.  long,  but  can  be 
made  of  any  desired  length. 

The  Pitot  tubes  are  connected  by  heavy  cloth 
insertion  rubber  tubing  with  a  glass  manometer, 
or  U-tvbe,  and  blow-off  cocks  are  provided  for 
removii^  air  from  the  instrument.  The  rubber 
tubing  is  fastened  to  the  pitometer  tubes  and 
to  the  U-tube  by  means  of  small  screw  clamps. 
Two  small  pinch  cocks  are  placed  on  each  meter 
tube,  and  serve  as  stop-cocks. 

The  U-tubes  are  made  of  different  lengths, 
2  ft.  being  the  usual  size.  They  are  half  filled 
with  a  mixture  insoluble  in  water,  consisting  of  redistilled  carbon 
tetrachloride  and  benzene,  mixed  so  as  to  have  a  specific  gravity  of 
1.25  or  1.50.  A  red  coloring  matter  is  added  to  this  mixture.  The 
upper  half  of  the  U-tube  is  filled  with  water.  When  the  rod-meter 
is  inserted  in  a  current  of  water,  the  down-stream  orifice  will  have  the 
static  pressure  on  it,  whereas  the  up-stream  orifice  will  be  subjected  to 
the  static  head  plus  the  velocity  head.  This  difference  in  pressure 
causes  the  red  liquid  in  the  U-tube  to  rise  in  one  leg  and  to  sink  in  the 
other  (Fig.  286).  The  difference  in  the  levels  of  the  red  liquid  in  the 
two  1^^  of  the  U-tube  is  called  the  deflection.  The  two  liquid  columns 
are  evidently  balanced  below  the  line  A' A  "  and,  also,  above  the  line  B'B". 
To  make  columns  A'B'  and  A "B"  balance,  we  would  have  to  add  1  or  J 
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to  the  height  of  the  water  column  A"B",  according  to  whether  the 
Bpecific  gravity  of  the  red  liquid  in  the  U-tube  is  1.25  or  1,50,  as  these 
columns  are  balanced  by  the  velocity  head  in  the  water  stream,  which  is 
evidently  equal  to  i  or  J  the  deflection,  respectively,  for  a  specific 
gravity  of  1.25  or  1,50  of  the  red  liquid. 

If  the  pitometer  observations  are  to  be  continued  only  for  a.  short 
time,  the  deflections  of  the  red  liquid  in  the  U-tube  may  be  measured  on 
that  tube  with  a  two-foot  rule  and  recorded  in  a  field  book.  For  a  longer 
period  of  observation  —  say  of  5  to  10  hours  —  a  graphical  record  of 


Fig.  287.  —  Photo-recorder. 

the  variations  in  the  deflections  of  the  red  liquids  in  the  U-tubc  is  ob- 
tmned  by  a  photographical  or  mechanical  recorder. 

610.  The  Photo-recorder  (Fig.  287)  is  a  device  for  recording  photo- 
graphically the  fluctuations  of  the  deflections  in  the  manometer  (U-tube) 
on  a  chart  from  which  the  total  flow  and  its  continuous  variations  may 
be  computed.  It  consists  of  a  portable  light-tight  box,  containing  a 
drum,  carrying  sensitized  photographic  paper,*  which  is  revolved  by 
clock-work  in  front  of  a  narrow  vertical  slot  between  four  brass  plates, 
called  the  shield,  two  being  on  each  side  of  the  slot,  the  upper  two,  as 
*  Velox  paper  ia  generally  used. 
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also  the  lower  two,  being  attached  to  each  other  by  a  cross-plate.     By 
means  of  clamps  having  slow-motion  screws,  the  manometer  tube  can  b6 
attached  to  the  recorder  box  with  its  high,  or  down-etream,  1^  in  front 
of  the  slot.     An  oil,  electric,  or  other  kind  of  lamp  is  placed  on  a  shelf  in 
the  cover  of  the  recorder  box,  which  opens  on  hinges  and  is  held  open  in 
a  certain  position  by  means  of  a  hook.     The  light  coming  from  the  lamp 
is  made  by  proper  adjustments  to  shine  through  the  high  leg  of  the 
manometer  tube  and  through  the  slot  to  the  photographic  paper.    As 
the  dianometer  tube  filled  with  the  red  liquid  and  water  forme  an  elon- 
gated lens,  it  is  held  by  the  clamps  at  a  distance  from  the  slot,  corre- 
sponding to  its  length  of  focus.     The  slow  motion  screws  of  the  clamps 
serve  to  adjust  the  tube  laterally,  to  make  the  light  from  the  lamp  pass 
through  the  slot.     As  the  drum  revolves,  the 
red  liquid  in  the  tube  intercepts  the  Hght 
from  the  lower  portion  of  the  .photographic 
paper,  while  the  upper  portion  is  exposed  to 
the   full   light   passii^   through   the   water. 
Consequently,  when  the  paper  is  developed, 
the  upper  part  of  the  record  becomes  dark, 
while  the  lower  part,  which  was  not  exposed 
to  light,  remains  light.     The  line  separating 
the  white  from  the  dark  part  of  the  record 
forms  a  curve,  the  ordinates  of  which  corre- 
spond to  the  deAections  in  the  manometer 
tube.     The  photographic  paper  is  automati- 
cally ruled  by  the  light  by  means  of  small  iBFjcfim 
notches  sawed  in  the  two  plates  on  one  side                          W^^^ 
of  the  slot,  on  lines  parallel  with  the  rays  of  ^^^X 
the  hght,  and  spaced  to  correct  for  refraction  ^°-  2^^°-  ~  ^^^^  '^  P™™ 
and  angularity  of  the  light,  so  as  to  represent                  °  ""         ^' 
correctly  the  deflections  in  inches.    The  notches  permit  a  ionger  exposure 
of  the  paper,  where  they  occur,  and  thus  rule  hnea  on  the  record. 

Changes  of  temperature  cause  the  liquid  in  the  manometer  to  expand 
or  contract,  and  thus  to  have  an  effect  on  the  position  of  the  zero  or  no- 
fiow  line  of  the  record,  which  may  introduce  serious  errors  in  cases  of 
very  low  deflections.  This  source  of  error  may  be  eliminated  by  photo- 
graphing simultaneously  both  legs  of  the  manometer,  or  by  making 
corrections  for  the  change  in  specific  gravity  of  the  liquid  used,  due  to 
change  in  temperature.  Both  le^  of  the  manometer  may  be  photo- 
graphed simultaneously  by  means  of  a  double  glass  prism  (Fig.  287a), 
fastened  in  front  of  the  manometer,  which  is  designed  to  refract  the 
light  through  both  legs  of  the  manometer  at  such  angles  that  the  rays 
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will  cross  in  the  plane  of  the  slot-plates.  The  lower  two  slot-plates  can 
be  moved  laterally  by  means  of  a  screw  to  make  the  lower  part  of  the  slot 
coincide  with  the  line  on  which  the  rays  of  light  from  the  prism  craes. 

When  the  recorder  is  adjusted  so  that  the  light  from  the  lamp 
shines  through  the  prism,  the  two  1^  of  the  manometer,  and  the 
slot,  three  intensities  of  exposure  are  produced,  which  cause  the  fol- 
lowing results  when  the  photographic  paper  is  developed.  As  white 
light  has  a  greater  effect  on  sensitized  paper  than  red  light,  the  upper 
part  of  the  record  on  which  light  shone  through  clear  water  becomes 
black;  the  middle  portion,  corresponding  to  the  deflection,  which  re- 
ceived white  light  from  one  leg  of  the  manometer  and  red  light  from  the 
other,  becomes  medium  dark,  while  the  lower  portion,  which  received 
red  light  from  both  1^8  of  the  manometer,  remains  white.  The  width 
of  the  medium  dark  color  on  the  record  gives  the  full  deflection  of  the 
manometer,  without  regard  to  the  location  of  the  zero  line. 

A  record  hke  that  just  described  can  evidently  be  obtained  only 
when  the  deflection  is  sufficiently  small  to  remain  within  the  range 
of  the  prism.  For  greater  deflections  only  one  leg  of  the  manometer 
is  photographed,  and  the  deflection  at  any  point  is  determined  by  taking 
twice  the  distance  between  the  zero  line  and  the  line  marked  by  the 
difference  of  shades. 

When  only  one  leg  of  the  manometer  is  to  be  photographed,  the 
prism  can  be  dispensed  with,  and  the  two  parta  of  the  slot  should  then 
be  brought  into  line.  As  already  atated,  the  record  thus  obtained  is 
liable  to  errors,  caused  by  the  expansion  or  contraction  of  the  liquid 
in  the  manometer,  due  to  changes  of  temperature.  For  accurate 
work  corrections  must  be  made  for  these  changes.  For  this  purpose 
a  metallic  thermometer  is  attached  to  the  recorder  and  actuates  an 
arm  which  moves  up  and  down  in  front  of  the  slot,  producing  a  white 
temperature  line  on  the  record. 

511.  The  Traverse.  —  The  pitometer  gives  only  the  velocity  at  the 
particular  point  in  the  pipe  where  the  orifice  of  the  rod-meter  is  held. 
The  velocity  of  the  water  in  any  transverse  section  of  a  pipe  varies 
greatly,  being,  under  normal  conditions,  least  at  the  wetted  perimeter 
of  the  pipe,  on  account  of  the  retarding  effect  of  friction,  and  greatest 
at  the  center.  In  order  to  obtain  the  average  velocity  at  any  given 
transverse  section  of  a  pipe,  obsCTvations  must  be  taken  with  the 
pitometer  at  a  number  of  points.  This  is  called  takii^  a  traverse  of 
the  pipe. 

The  first  operation  is  to  determine  the  exact  diameter  of  the  pipe, 
which  is  accomplished  by  shoving  the  rod-meter  downward  through 
the  corporation-cock,  with  the  orifices  closed,  until  the  orifices  touch 
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the  bottom  of  the  pipe,  and  then  pulling  it  upward  until  the  manometer 
shows  no  deSection.  The  extent  of  the  motion  can  be  easily  measured, 
but,  in  order  to  get  the  true  diameter  of  the  pipe,  the  amount  of  pro- 
joction  of  the  corporation-cock  into  the  pipe  must  be  added.  The 
exact  diameter  of  the  pipe  may,  also,  be  found  by  means  of  a  special 
caliper-rod  which  can  be  pushed  through  the  stufiBng-box  and  corpo- 
ration-cock into  the  pipe.  The  end  of  this  rod  is  formed  by  means 
of  two  right-angle  bends  into  a  hook  which  can  encompass  the  pro- 
jection of  the  corporation-cock  without  touching  it.  Knowing  the 
diameter  of  the  pipe,  its  area  is  divided  into  four  or  five  concentric 
annular  rings,  having  areas  that  are  either  equal  or  approximately 
so,  which  are  lettered  A,  B,  C,  etc.  (Fig.  288).  Pitometer  readings 
are  then  taken  at  the  center  of  the  pipe  and  at  the  bottom  and  top 
of  each  of  the  rings,  and  the  results  are  plotted  as  shown  in  Fig.  288. 


Fig.  288.  —  Plot  of  Pitometer  Gauging. 

The  diameters  of  the  annular  rings  are  usually  selected  with  a  view 
to  convenience  in  plotting.  By  multiplying  the  area  of  each  ring 
by  the  average  velocity  of  the  water  in  this  ring  and  adding  the  re- 
sults, we  obtain  the  total  dischai^  of  the  pipe.  This  quantity  divided 
by  the  area  of  the  pipes  gives  the  mean  velocity.  For  velocities  that 
are  greater  than  1  ft.  per  second,  the  ratios  of  the  average  velocity 
to  the  center  velocity  is  found,  for  any  particular  case,  to  be  a  constant, 
which,  once  determined,  enables  us  subsequently  to  gauge  the  flow  in 
the  pipe  by  merely  observing  the  velocity  at  the  center  of  the  pipe. 

When  there  are  no  disturbing  influences,  it  is  sufficient  to  make 
one  traverse  of  a  pipe  on  a  vertical  diameter.  Near  bends,  specials, 
gate-valves,  etc.,  the  traverse  curves  become  much  distorted.  In 
such  cases  two  traverses  should  be  taken  on  diameters  at  right  angles 
to  each  other,  and  the  average  of  the  two  observations  should  be  used 
in  determining  the  mean  velocity.  Even  in  cases  of  marked  disturb- 
ance from  normal  flow,  the  ratio  of  mean  to  center  or  to  maximum 
velocity  is  found  to  remain  practically  constant. 
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Thus  far  we  have  assumed  the  discharge  of  a  pipe  to  remain  con- 
stant while  a  traverse  is  being  made.  Considerable  variations  may, 
however,  occur  while  the  pitometer  observations  are  being  made, 
on  account  of  changes  in  the  rate  of  consumption,  etc.  To  take  these 
into  account,  the  velocity  at  the  center  of  the  pipe  must  be  frequently 
token  during  the  pitometer  observations.  If  variations  are  found  to 
occur,  only  those  observations  corresponding  to  the  same  center  ve- 
locity must  be  plotted  in  the  same  curve.  Thus,  a  number  of  differ- 
ent travCTsee  may  be  obtained  during  the  same  series  of  observations, 
on  account  of  variations  in  the  discharge  of  the  pipe.  When  obser- 
vations are  to  be  made  on  two  diameters  at  right  angles  to  each  other, 
an  auxiliary  rod-meter  may  be  kept  with  its  orifices  at  or  near  the 
center  of  one  diameter,  while  a  traverse  is  being  taken  on  the  other, 
the  variations  in  the  flow  at  tJie  center  of  the  pipe  being  frequently  noted. 

612.  The  office  work  in  connection  with  pitometer  measurements 
consists  in  computing  from  the  field  notes  the  pipe-coefficient,  which 
is  the  ratio  of  the  mean  velocity  in  the  pipe  to  the  center  velocity, 
and  in  devdoping  and  interpreting  the  photographic  record.  The 
field  notes  are  plotted  on  ordinary  cross-section  paper  and  give  the 
deflection  curve  from  which  the  corresponding  velocity  curve  (Fig, 
288)  can  be  obtained,  by  converting  the  deflections  noted  in  the  field 
into  velocity  heads  by  the  following  formulas: 

Let  V  =  velocity  in  feet  per  second; 
h  =  velocity  head  in  feet; 

g  =  acceleration  due  to  gravity  =  32.16  ft.  per  second; 
c  =  coefficient  based  upon  experiments  =  0.84; 
d  =  deflection  in  U-tube,  measured  in  inches  =  ^  ft.; 
«  =  specific  gravity  of  liquid  in  U-tube. 

Taking  all  dimensions  in  feet  and  remembering  that  the  deflection 
is  measured  in  a  liquid  having  a  specific  gravity  of  s,  and  that  the 
deflection  is  partly  balanced  by  a  column  of  water  of  equal  height 
as  the  deflection  in  the  other  leg  of  the  U-tube,  formula  V  =  c  ^2  gh 
derived  from  formula  (102)  becomes 


7-0^2 


12^ 


- 1)  -  2.315  cVd  (5-1).  (104) 

Taking  c  -  0.84,  the  value  usually  assumed,  and  9  =  1.25  and 
s  =  1.50,  the  two  specific  gravities  generally  used,  equation  (104) 
becomes  reduced  to: 

8  =  1.25,        V  =  0.972  Vd.  (105) 

s=  1.50,        v  =  1.375  Vd.  (106) 
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From  the  velocity  heads  obtained  by  the  above  formulas,  the  velocity 
curve  is  plotted.  It  is  rarely  found  to  be  a  regular  mathematical  figure, 
and  exact  methods  cannot,  therefore,  be  employed  in  obtaining  the 
mean  velocity.  The  following  approximate  method  is  suiEciently  accu- 
rate for  all  practical  purposes. 

The  diameters  of  the  different  rings  A,  B,  C,  etc.,  where  pitomcter 
observations  were  made,  are  laid  off  on  the  diagram,  and  lines  are 
drawn  through  them  intersecting  the  velocity  curve.  The  mean 
velocity  in  the  upper  and  lower  half  of  each  ring  is  obtained  by  in- 
spection, and  the  average  of  these  two  numbers  is  taken  as  the  mean 
velocity  in  the  ring.  By  multiplying  the  mean  velocity  in  each  ring 
by  the  area  of  the  ring,  adding  these  products,  and  dividing  their 
sum  by  the  area  of  the  pipe,  the  mean  velocity  for  the  whole  pipe  is 
obtaaned.  This  mean  velocity  divided  by  the  center  velocity  gives 
the  pipe-coeffidetU.  If  the  different  rings  into  which  the  area  of  the 
pipe  is  divided  have  the  same  area,  the  work  of  finding  the  pipe  coeffi- 
cient is,  of  course,  simplified. 

When  two  traverses  have  been  taken  on  different  diameters,  the 
pipe-coefficient  is  determined  by  taking  the  average  of  the  pipe  co^- 
cienta  found  for  each  of  the  two  diameters  separately. 

613.  Interpietatioa  of  the  Photo-record.  —  The  photographic 
records  taken  in  the  field  are  developed  in  the  usual  manner.  The 
data  relating  to  the  record  are  either  written  on  its  book  or  on  a 
special  form  which  is  pasted  at  one  comer  on  the  face  of  the  chart. 

A  prism  photo-record  loolw,  after  being  developed,  somewhat  like 
Fig.  289  and  has  neither  a  zero  line  nor  time  divisions  marked  on  it. 
When  both  legs  of  the  tube  are  photographed,  the  height  of  the  pitom- 
eter  hquid  in  the  high-pressure  leg  of  the  tube  is  represented  by  the 
line  dividing  the  light  and  the  medium  shaded  areas,  and  the  hei^t 
of  the  liquid  in  the  low-pressuTe  leg  is  shown  by  the  line  dividing  the 
medium  and  dark  areas.  The  ordinate  between  these  lines  at  any 
point  represents  the  deflection  in  the  U-tube  at  that  point. 

When  the  deflection  increases  beyond  the  range  of  the  prism,  so 
that  only  one  1^  of  the  U-tube,  viz.:  the  low-pressure  Ug'c&n  be  photo- 
graphed —  a  condition  which  obtains  throughout  when  no  prism 
attachment  is  used  —  the  line  of  zero  deflection  must  be  located  on 
the  record  before  the  deflection  at  any  point  can  be  determined.  The 
field  notes  accompanying  the  photo-record  usually  contain  sufficient 
data  for  determining  two  points  on  the  zero  line,  and  the  remuning 
points  must  be  obtained  by  approximation.  When  the  line  of  zero 
deflection  has  been  fixed,  the  ordinate  between  this  line  and  the  de- 
flection curve  represents  one-half  of  the  actual  deflection. 
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The  horizontal  Mncs  appearing  in  a  photographic  record  are  marked 
photographically  by  notches  in  the  shield,  spaced  to  eliminate  instru- 
mental errors.  These  lines  are  about  j  in,  apart,  and  each  division 
represents  j  in.  deflection  when  measuring  an  ordinate  from  the  zero 


Fia.  289.  —  Priam  Photo-record. 

line.  The  deflections  may  be  readily  read  from  the  zero  by  means  of 
a  paper  scale,  the  divisions  of  which  should  be  taken  directly  from  the 
chart. 

The  time  divisions  are  located  by  proportioning  the  interval  be- 
tween the  time  of  starting  and  stopping  the  record,  which  is  given  by 
the  field  notes.  The  time  scale  for  the  prium  portion  of  a  record  is 
in  advance  of  the  time  scale  above  it  by  an  amount  which  is  indi- 
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Gated  at  the  beginning  and  end  of  the  record.  This  is  due  to  the  fact 
that  for  the  prism  portion  of  the  record  the  slot  of  the  shield  is  placed 
midway  between  the  two  legs  of  the  U-tube,  while  the  slot  above  the 
prism  is  placed  directly  behind  one  leg  of  the  tube. 

After  the  zero  line  and  time  divisions  have  been  marked  on  the 
chart  (record),  the  deflection  at  any  point  may  be  ascertained,  but 
the  corresponding  rates  of  flow  are  still  to  be  determined. 
The  daily  rate  of  flow  in  any  pipe  is  given  by  the  formula 

Q  =  AV  X  7.48  X  86,400,  (107) 

where  Q  =  discharge  in  gallons  for  24  hours; 

A  =  area  of  pipe  in  square  feet; 
V  "  mean  velocity  in  feet  per  second; 
7,48  =  gallons  in  a  cubic  foot; 
86,400  =  seconds  in  24  hours. 
The   value   of   V   ia   obtained   by   the  general    pitometer   formula 
V  "  2.315  c  Vd(s  -  1)    (p.  496).  ,  By  substituting  this  value  in  the 
above  equation  we  obtain 

Q  =  1,496,100  AcVdCs-  1).  (108) 

If  we  represent  all  the  constants  which  enter  into  the  above  equation 
by  K,  the  equation  is  reduced  to  the  simple  form: 

Q  =  KcVd.  (109) 

The  computation  of  pitometer  measurements  are  much  facilitated 

by  tables  giving  the  values  of  Kc  for  different  diameters  of  pipe  and 

different  values  of  c.     They  may  be  made  by  the  following  simple  table 

by  multiplying  the  value  in  the  last  two  columns  by  the  traverse  coefficient. 

TABLE  LXVI,  — VALUES  OF  K  FOR  PITOMETER  FORMULAS 
(109),  WITH  TRAVERSE  COEFFICIENT=100 


Sp«ificgmv 

ty  ol  liquid 

SiHolpipe 

I.Zt 

l.SO 

4 

54.8 

77.6 

6 

123.0 

174.0 

8 

219  0 

310.0 

10 

343  0 

485.0 

12 

494.0 

14 

672.0 

95^0 

16 

878.0 

1,2400 

18 

HID  0 

1,570.0 

20 

1370.0 

■  1,940.0 

24 

1970.0 

2,790.0 

30 

3080.0 

4,360.0 

4450  0 

6.290.0 

42 

8050.0 

8,560.0 

48 

7900,0 

11,200  0 
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When  several  records  are  to  be  taken  at  the  same  pitometcr  station, 
it  is  convenient  to  prepare  a  rale-scale.  The  rates  of  flow  correspond- 
ing to  different  deflections  are  marked  on  this  scale,  so  that  by  apply- 
ing the  zero  of  the  scale  to  the  zero  line  of  deflections,  the  rate  of  dis- 
charge at  any  given  time  can  be  read  directly  on  the  scale.     As  already 


Fio.  290.  —  Lanham  Manograph. 

explained,  changes  in  temperature  affect  the  specific  gravity  of  the 
pitometer  liquid  and  thus  cause  different  rate  values  for  given  deflec- 
tions and  corresponding  changes  in  the  elevation  of  the  zero-line. 

614.  The  Lanham  Manograph  *  (Fig.  290)  is  a  very  accurate  and 

simple  form  of  recording  instrument,  for  use  in  connection  with  pitot 

tubes,  for  measuring  flow  of  water  or  gases  through  mains  or  conduits. 

•  Manufaclurccl  by  the  Water  Works  Equipmrnt  Co.,  New  York  City. 
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It  was  devised  a  few  years  ago  by  Paul  Lanham,  in  charge  of 
water  Burveys  for  leakage  in  Washington,  D.  C,  for  use  in  connection 
with  his  work  in  that  city.  It  is  now  being  very  aucceesfuUy  used  in 
Washington,  D.  C,  Baltimore,  Md,,  and  other  cities. 

The  great  difficulty  in  making  an  accurate  recorder,  which  is  to  be 
actuated  by  the  small  differential  pressures  that  have  to  be  measured 
in  Pitot  tube  work  on  mains  under  pressure,  is  that  a  stufi&ng-box,  or 
its  equivalent,  must  be  interposed  between  the  sensitive  column  of 
liquid,  diaphr^m,  float,  or.  other  device,  and  the  chart.  This  intro- 
duces in  the  chain  of  mechanism  a  variable  friction  of  high  value, 
producing  erratic  inaccurate  results.  In  the  manograph  this  diffi- 
culty is  entirely  overcome  by  usit^  electrical  means  to  furnish  the 
comiecting  hnk  between  the  sensitive  mercury  column  and  the  pen 
mechanism,  and  by  actuating  all  moving  parts  with  power  derived 
from  a  small  water  motor,  or  other  similar  device,  forming  an  integral 
part  of  the  recorder.  The  charts  produced  are  exact  records  to  a 
multiplied  scale  of  the  changes  in  level  of  the  mercury  in  the  special 
form  of  glass  U-tube  used.  The  instrument  is  provided  with  a  IT-tube, 
filled  partly  with  mercury  and  partly  with  water.  The  top  of  each 
leg  of  the  U-tube  is  connected  by  a  small  tube  with  the  top  of  one 
of  the  tubes  of  a  pitometer,  which  has  been  inserted  into  a  water  main 
as  described  on  p.  489,  or  to  one  of  the  pressure  tubes  of  a  Venturi 
meter.  By  this  arrangement  the  mercury  in  the  U-tube  will  sink 
in  one  of  the  legs  and  rise  in  the  other,  whenever  the  water  in  the 
main  is  in  motion,  exactly  as  in  the  U-tube  of  a  pitometer.  A  rod 
having  a  fine  platinum  contact  wire  at  its  lower  end  is  made,  by  suitable 
connection  with  the  motor,  mentioned  above,  to  reciprocate  up  and 
down  in  one  of  the  legs  of  the  U-tube.  This  rod  and  wire  form  part 
of  an  electrical  circuit  which  remains  closed  so  long  as  the  wire  is  in 
the  mercury,  but  is  broken  the  instant  the  wire  leaves  the  mercury. 
The  current  for  this  circuit  is  obtained  from  a  storage  battery.  By 
means  of  an  electro-magnet,  the  pen  is  kept  in  contact  with  the  re- 
cording sheet,  so  long  as  the  circuit  is  closed,  but  it  rises  from  this 
sheet  the  moment  the  circuit  becomes  open.  By  this  sensitive  arrange- 
ment the  exact  lengths  of  the  Unes  (ordinates)  marked  on  the  sheet 
are  determined. 

The  level  of  the  m^cury  column  is  visible,  permitting  a  check 
reading  to  be  taken  at  any  time,  to  determine  the  accuracy  of  the 
instrument,  thus  eliminating  any  uncertainty  as  to  the  proper  opera- 
tion. The  accuracy  is  permanent  throughout  the  life  of  the  instru- 
ment, as  there  are  no  calibrated  springs,  floats,  diaphragms,  etc.,  to 
deteriorate. 
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The  manograph  has  all  the  advantages  of  the  simple  U-tube  ma- 
nometer, the  pen  recording  feature  being  added,  without  the  sUghtest 
sacrifice  of  sensitiveness  or  accuracy.  The  principle  of  operation  is 
such  that  absolutely  no  work  is  done  by  the  small  differential  pressures 
under  measurement  beyond  that  required  to  balance  the  mercury  in 
the  U-tube. 

The  instruments  are  made  up  in  a  variety  of  styles  to  suit  the 
conditions  of  operation.  Among  these  are  the  Type  "B,"  portable 
instrument,  weighing  only  six  pounds;  the  Type  "C,"  station  instru- 
ment; the  Type  "A,"  special,  high-speed  instrument  for  water  surveys 
and  tests  of  short  duration;  and  the  Type  "S,"  multiple  chart  re- 
corder for  measurementa  of  flow  through  a  number  of  mains,  such 
as  dischai^  mains  from  pumping  stations,  filter  plants,  etc. 
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616.  Classification  of  Water  Meters.  — Water  meters  are  mechani- 
cal contrivances  for  measuring  the  quantity  of  water  flowing  through 
an  aqueduct,  water  main,  or  service-pipe.  They  can  be  divided  into 
two  general  classes,  nz.:  1.  Positive  displacement  meters,  in  which 
the  volume  of  the  water  is  actually  measured;  2.  Inferential  meters, 
in  which  the  volume  of  the  water  is  inferred  from  the  velocity  of  the 
current,  from  difference  in  pressure  of  the  water  at  certain  points  of 
the  meter,  or  from  the  area  of  an  automatically  adjustable  opening 
in  the  meter  through  which  the  watOT  must  flow. 

According  to  their  mechanical  construction,  meters  may,  also,  be 
divided  as  follows: 

A.    PosiHve  Displacement  Meiers 

1.  Tilting  or  revolving  bucket  meters. 

2.  Reciprocating  piston  meters. 

3.  Rotary  piston  meters. 

4.  Oscillating  piston  meters. 

5.  Nutating  piston  meters  (disc  meters). 

B.    Infereniial  Meters 

6.  Impact  current  meters. 

7.  Reaction  cmrent  meters. 

8.  Differential  pressure  meters. 

9.  Variable  opening  meters. 

We  may,  also,  divide  meters  according  to  the  use  to  which  they 
are  applied : 

1.  Ordinary  service  or  house  meters. 

2.  Meters  for  measuring  the  flow  through  a  vr&tet  main  or  aqueduct. 
The  greatest  demand  for  water  meters  has  been  for  house  meters. 

Much  ingenuity,  and  a  large  expenditure  of  money,  have  been  required 
to  bring  these  meters  to  their  present  state  of  excellence. 

The  first  meter  of  which  we  have  any  record  was  invented  by  Samuel 
Crossley,  who  patented  in  England  in  1825  two  types  of  water  meters. 
In  the  first  (Fig.  291)  two  buckets  are  balanced  on  a  common  axle.. 
Water  flows  into  one  of  the  buckets  until  it  is  nearly  filled,  when  the 
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w«ghb  of  the  water  tilts  and  empties  the  bucket,  and  places  the  second 
bucket  in  position  to  be  filled.    Each  time  the  buckets  are  tilted,  a 


i 


» 


CrosBley  Water  Meter  with  Balanced  Buckets.' 


;to. 


Fia.  291o.  —  CroBaley  Meter  with  Bucket  Wheel. 

definite  quantity  of  water  is  delivered  by  the  meter.  In  the  tj^xt 
shown  in  Fig.  291a  the  moving  part  of  the  meter  consists  of  a  wheel 
having  three  buckets,  which  are  filled  and  discharged  in  succession, 
giving  a  rotary  motion  to  the  wheel.    For  each  revolution  of  the 
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wheel  a  definite  quantity  of  water  is  delivered.  By  a  suitable  arrange- 
ment of  gear-wheels,  each  of  the  types  described  above  records  the 
quantity  of  water  passing  through  the  meter. 

The  Crossley  meters  could  not  be  used  for  dehvoring  water  under 
preaaure  and  were  soon  superseded  by  improved  types.  From  the  time 
Crossley  patented  bis  meter  up  to  1912  more  than  1050  patents  for  water 
meters  have  been  issued  in  England  and  about  1000  in  the  United  States. 
Most  of  these  patents  were  granted  for  improvements  in  house  meters. 

The  construction  of  a  good  meter  for  this  service  is  by  no  means  easy. 
Such  a  meter  should  register  the  quantity  of  water  accurately  with  all 
flows,  from  its  smallest  dribble  to  full  Sow,  imder  all  possible  pressures. 
It  should  require  very  little  effective  head  to  operate  it,  and  should  cause 
but  a  slight  loss  of  pressure  in  delivering  water.  The  meter  should  be 
quiet  in  actioo,  at  all  speeds,  and  free  from  shocks  caused  by  watei^ 
hammer,  etc.  It  should  be  reliable  and  free  from  stoppages,  light  in 
weight,  simple  in  construction,  permitting  ready  access  to  the  work- 
ing parts.  The  roister  should  be  easy  to  read  and  should  record 
fiows  in  either  direction.  The  different  parts  of  the  meter  should  be 
made  of  materials  that  will  wear  well  and  which  will  not  infect  the 
water,  and,  finally,  the  meter  should  be  cheap  in  first  cost  and  main- 
tenance, and  should  have  a  long  life. 

It  is  evidently  impossible  to  make  a  meter  satisfy  all  of  the  above 
conditions  to  the  same  degree,  as  some  of  them  tend  in  opposite  direc- 
tions. Thus,  great  accuracy  may  cause  increased  cost.  In  selecting 
a  meter,  the  importance  of  the  different  conditions  for  any  given  case 
must  be  carefully  weighed.  If  the  water  supplied  is  costly,  it  may  be 
advisable  to  use  a  dear  type  of  meter,  on  account  of  its  accuracy, 
while  with  water  abundant  and  cheap,  some  simple  kind  of  meter, 
lacking  in  accuracy,  may  be  selected,  because  it  is  cheap. 

B16.  Registers.  —  Two  different  types  of  registers  are  made  for 
most  meters,  viz.:  drcular  and  etraighi  reading  roisters.  Th^  are 
shown  in  Fig.  292.  In  the  circular  register,  the  hands  of  the  different 
dials  are  moved  by  a  simple  train  of  gears  in  constant  mesh,  each  gear- 
wheel having  ten  times  the  number  of  teeth  of  the  pinion  which  drives 
it.  In  the  straight  reading  rasters,  the  motion  of  the  disc  is  transmitted 
through  the  intermediate  gears  to  a  shaft  provided  with  a  worm  gear, 
which  revolves  a  horizontal  shaft  on  which  muiihted  gears  are  placed. 
Each  of  these  gears  has  only  enough  teeth  to  make  one-tenth  of  a  revolu- 
tion, while  the  gear  on  its  right  side  makes  a  complete  revolution.  These 
gears  are,  therefore,  in  intermittent  mesh.  While  it  is  easier  to  read 
the  straight  reading  than  the  circular  register,  mistakes  may  occur  in 
reading  the  former  by  some  of  the  figures  becoming  partly  discolored 
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or  dirty.  With  the  circular  registers  the  correct  figure  to  read  in 
any  dial  is  indicated  by  the  position  of  the  register  hand.  As  the 
train  of  gears  of  a  circular  roister  becomes  worn,  it  may  happen  that 
the  hand  of  a  dial  may  be  slightly  behind  the  position  in  which  it 
should  be,  owing  to  lost  motion.     The  correct  number  to  read  in  such 


Fia.  292.  —  Meter  Biters. 

a  case  is  indicated  by  the  position  of  the  hand  of  the  next  lower  dial. 
If  this  hand  has  passed  the  zero  point,  the  hand  of  the  next  higher 
dial  should  be  on  a  number  of  its  dial  or  slightly  beyond  it.  For  this 
reason  it  ia  always  advisable  to  read  the  dials  of  a  circular  register 
from  the  smallest  to  the  highest.  The  dial  giving  fractions  of  a  unit 
is  only  used  for  testing  purposes  and  is  disr^arded  in  the  regular 
reading.  In  the  next  dial,  marked  10,  one  revolution  of  the  hand 
indicates  10  units  (gallons,  cubic  feet,  etc.).  In  the  circle  marked 
100  one  revolution  of  the  hand  indicates  100  units  and  so  on  for  the 
other  circles;  the  number  of  each  denotes  the  units  flowing  through 
the  meter  for  each  revolution  of  the  hand. 

The  registers  of  water  meters  are  made  to  indicate  U.  S.  gallons, 
imperial  gallons,  cubic  feet,  or  many  other  units  of  measurement  that 
may  be  ordered.  In  commercial  practice  one  cubic  foot  of  water  ia 
taken  to  be  equal  to  7.5  U.  S.  gallons. 

To  avoid  errors  being  made  by  inexperienced  or  careless  employees 
in  reading  water  meters,  a  special  meter-book  ip  made  by  the  Pittsburgh 
Meter  Company,  in  which  the  person  readii^  the  meter  marks  the 
position  of  each  of  the  hands  of  the  dials.  This  makes  it  possible  to 
check  the  reading  when  it  is  handed  in. 

616a.  Dial  Extensions. — When  water  meters  are  set  in  sidewalks, 
boxes,  or  walls,  where  they  cannot  he  easily  read  from  the  surface,  a 
dial  extension,  like  that  shown  in  Pig.  293,  is  used.  It  is  made  in 
standard  lengths  of  3  ft.  of  wrought  iron  pipe  provided  with  an  iron 
base  and  top,  all  thoroughly  galvanized.  Inside  of  this  casing  a  phos- 
phor bronze  spindle,  when  attached,  acts  as  an  extension  to  the  main 
driving  spindle  of  the  meter. 
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617.  Setting  Water  Meters.  —  All  water  meters  should  be  set  in 
placee  where  they  are  accessible  for  inspection  or  repairs,  and  where 
freezing  cannot  occur.  They 
should  not  be  set  more  than  3J  ft. 
above  the  floor  and  should  be  pro- 
vided with  suitable  couplings  to 
make  it  easy  to  disconnect  them 
from  the  service-pipes.  A  stop- 
cock should  be  placed  on  each 
side  of  the  meter.  Meters,  1  in. 
or  more  in  diameter,  which  may 
be  tested  on  the  premises,  should 
have  a  test-tee  and  check-valve  on 
the  outlet  side  of  the  meter,  be- 
tween the  meter  and  the  stop- 
cock, and  it  is,  also,  advisable  to 
place  a  relief-valve  on  the  outlet 
side  of  the  meter. 

No  red  or  white  lead  should  be 
used  in  making  the  joints,  as  some 
of  it  might  get  into  the  meter.  In 
starting  the  meter,  the  water 
should  be  turned  on  very  slowly 
until  the  working  parts  are  in  equi- 
librium and  the  air  has  been  ex- 
hausted from  the  meter. 

617a.  Fish-traps. —  When  the 
water  carries  much  sand,  or  or- 


Fio.  393.  —  Extenaion  Dial. 


ganic  matter  or  other  materials  that  may  clog  the  meter,  it  is  advisable  to 
insert  a  fish-trap  in  the  service-pipe.     Fig.  293a  shows  such  a  trap  made 
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by  the  Neptune  Meter  Company.  It  consists  of  a  large  cast  iron 
cliamber  provided  with  heavy  cast  iron  struners.  The  sediment,  etc., 
coming  through  the  service^pipe  is  intercepted  by  the  trap  and  must 
be  periodically  removed. 

618.  Description  of  Water  Meters.  —  More  ingenuity  has  been 
spent  in  inventing  and  improving  water  meters  than  has  been  devoted 
to  any  other  device  connected  with  water  works.  For  measuring 
water  within  a  Umit  of  about  2  per  cent,  plus  or  minus,  some  type  of 
piston  meter  must  be  used;  but  where  water  is  cheap  and  an  error 
of  roistering  of  5  per  cent,  plus  or  minus  can  be  permitted,  preference 
is  given  to  current  meters,  on  account  of  their  cheapness.  In  the 
followit^  pages  we  shall  describe  the  principal  water  met^s  used  in 
America  and  in  Europe. 

American  Water  Meters 

619.  Piston  Meters.  —  The  first  type  of  water  meter  that  was  put 
into  actual  use  is  the  reciprocating  piston  meter.  It  consists  of  a 
water-tight  piston  which  is  moved  up  and  down  in  a  cylinder  by  the 
water  flowing  through  the  meter.  For  each  stroke  a  fixed  quantity 
of  water  flows  through  the  meter.  The  motion  of  the  piston  actuates 
a  suitable  r^stering  mechanism.  Instead  of  one  cylinder,  two  or 
more  may  be  used.  While  accurate,  piston  meters  are  costly,  heavy, 
and  difficult  to  keep  water-tight.  They  are  used  largely  in  England, 
Belgium,  and  France,  but  have  been  almost  entirely  replaced  in  America 
for  ordinary  service  by  rotary-piston,  disc-piston,  and  current  meters. 
We  describe  below  the  only  reciprocating  piston  meter  manufactured 
in  the  United  States,  and,  also,  the  principal  kinds  of  rotary  and  disc 
meters. 

620.  The  Worthington  Duplex  Piston  Meter.  —  Henry  Worthington, 
of  New  York,  and  his  successors  have  manufactured  piston  meters 
for  over  fifty  years.  The  latest  form  of  these  meters  is  the  duplex 
piston  meter  (Fig.  294)  which  is  similar  to  the  duplex  pump  made 
by  the  same  manufacturers.  The  design  of  the  latter  was  really  based 
upon  the  construction*  of  the  former.  In  the  duplex  meter,  two  hori- 
zontal cylinders  are  placed  side  by  side.  Each  has  a  plunger  which 
moves  forward  and  backward  through  bronze  linings,  carrying  a  shde- 
valve  over  ports  in  the  bottom  of  the  meter.  Through  these  ports, 
the  cylinder  on  each  side  of  the  plunger  is  alternately  connected  with 
the  inlet  and  outlet  of  the  meter.  The  register  is  operated  by  a  lever, 
which  receives  a  reciprocating  motion  from  one  of  the  plungers  and 
actuates  a  spindle  and  ratchet.  By  this  arrangement  the  dial  pointers 
of  the  register  are  moved  once  for  every  four  strokes  of  the  plungers. 
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As  all  water  passing  throi^h  the  meter  must  enter  one  of  the  cyUnders 
and  be  displaced  by  the  plunger,  the  reRister  records  accurately  the 
quantity  of  water  flowing  through  the  meter.     An  over-registration  is 


—  Crown  Wftt*r  Meter. 


not  possible,   because  the  phingers  cannot  move  without  displacing 
the  water  in  the  cylinders. 

The  cylinders,  bottom,  cap,  and  heads  are  made  of  cast  iron.  The 
other  parts  of  the  meter  are  made  of  a  special  brass  composition.  No 
intermediate  train  is  required  for  this  meter,  owing  to  the  large  vohime 
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of  water  displaced  for  each  movement  of  the  lever  that  operates  the 
register. 

This  meter  is  especially  adapted  for  large  and  heavy  waterworks 
service,  and  is  made  for  pressures  up  to  175  lbs,  per  square  inch.  It 
is  not  affected  by  hot  water,  which  sometimes  backs  up  in  service- 
pipes. 

621.    The  Crown  Meier  *  (Figs.  295  and  296),  invented  and  patented 
by  Lewis  H.  Nash  in  1879,  is  the  first  rotary  piston  displacement  meter 
manufactured  for  measuring  water.     A  gear-wheel  with  internal  teeth, 
called  the  crown,  is  fitted  closely  in  a  casing,  having  an  inlet  and  an 
outlet  spud.     The  rotary  piston  is  provided  with  teeth  and  acts  as 
an  internal  gear  in  the  crown.     A  top-head  and  a  boltom-head  fit  water- 
tight upon  the  piston.     The  space 
between  the  two  heads  forms  the 
measuring  chamber.      It  is  divided 
into  a  receiving  and  a  discharging 
chamber  by  the  piston,  which  fits 
so  closely  in  the  crown  as  to  form 
practically  a  wat«r-tight   partition 
between   the  two  divisions  of   the 
measuring  chamber.     As  the  piston 
is  revolved   by   the  water   flowing 
through  the  meter,  the  positions  of 
the  receiving  and  the  dischai^ng 
chambers  are  constantly  changing. 

The  water,  after  passing  through 
a  screen,  placed  in  the  bottom 
of  the  casing,  flows  through  a  central  hole  in  the  bottom-head  into 
the  measuring  chamber  and,  after  revolving  the  piston,  is  discharged 
from  the  measuring  chamber  through  a  central  hole  in  the  top-head. 
Both  heads  have  a  number  of  passages  or  ports,  each  of  which  b^ns 
with  a  small  opening  near  the  central  hole  of  the  head  and  terminates 
in  a  s^inental  hole  between  two  consecutive  teeth  of  the  crown.  The 
number  of  these  ports  in  each  head  is  one  less  than  the  number  of  teeth 
in  the  crown.  Each  port  serves,  alternately,  to  let  water  into  and  out 
of  the  measuring  chamber.  The  top  and  the  bottom  of  the  piston 
act  as  rotary  slide-valves,  respectively,  for  the  ports  in  the  top-  scad  the 
bottom-heads,  connecting  each  port,  alternately,  with  the  inlet  and 
outlet  of  the  measuring  chamber.  To  enable  the  piston  to  act  in  this 
manner,  a  central  and,  also,  an  annular  recess,  are  cut  both  in  the  top 
and  the  bottom  of  the  piston.  Each  of  the  central  recesses  is  connected 
*  Manufactured  by  National  Meter  Co.,  New  York. 
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with  the  annular  recess  on  the  opposite  side  of  the  piston  by  small 
holes.     There  are  as  many  of  these  holes  as  the  piston  has  teeth. 

The  manner  in  which  the  ports  are,  alternately,  connected  with  the 
inlet  and  the  outlet  of  the  measurii^  chamber  is  seen  in  Fig.  296,  which 
shows  sections  of  a  meter  having  seven  ports.  Three  ports  (1,  2,  and 
7)  are  open,  admitting  water  to  the  measuring  chamber,  while  three 
other  ports  (3,  i,  and  5)  are  discharging  water  into  the  outlet.    One 


Fig.  297.  —  Empire  Water  Meter. 

port  (6)  is  closed.  As  the  piston  revolves,  each  port  serves,  alternately, 
as  an  inlet  and  an  outlet  passage. 

The  casing,  crown,  and  heads  are  made  of  bronze  and  the  piston  is 
of  hard  rubber,  to  give  it  a  specific  gravity  but  slightly  in  excess  of 
that  of  water.  The  meter  is  very  sensitive,  and  remains  accurate  for 
a  long  time,  as  the  large  openings  in  the  measuring  chamber  will  hold 
sediment,  etc.,  that  passes  through  the  screen.  When  the  top  or  bottom 
of  the  piston  wears  off  appreciably,  water-tightness  can  easily  be  re- 
stored by  grinding  down  the  crown. 

The  National  Meter  Company,  of  New  York,  was  the  first  concern 
to  manufacture  and  sell  crown  meters.  Some  of  these  meters,  made 
25  years  ^o,  are  still  in  use.     The  rotary  pistons  made  by  this  company 
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have  one  tooth  less  than  the  crown.  This  causes  a  coastant  change  of 
the  teeth  which  engage  with  each  other  and  produces  a  uniform  wear. 
The  Hereey  Manufacturing  Company,  of  Boston,  Mass.,  makes  a 
crown  meter,  not  called,  however,  by  that  name,  which  differs  from  the 
one  described  above  in  the  form  of  the  tooth,  and  in  the  fact  that  the 


FiQ.  298,  —  Portions  of  Piston  ot  Ebipire  Water  Meter. 

piston  and  crown  are  given  the  same  number  of  teeth.  With  this 
arrangement  each  point  of  the  piston  follows  a  circular  path,  which 
rennains  constant. 

622.    The  Empire  Met^  *  was  invented  and  patented  by  Lewis  H. 

Nash  in  1884.    It  belongs  to  the  class  of  positive  displacement  meters. 

The  manner  in  which  it  acts  will  readily  be  understood  from  Figs.  297 

and  298.    In  a  cyKndrical  casing  A,  a  piston  consisting  of  a  split  ring 

*  Manufactured  by  National  Meter  Co.,  New  York. 
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of  cylindrical  form  is  placed.  A  diaphragm  attached  to  the  inside  of 
the  casing  fits  into  the  slot  of  the  piston.  At  the  center  of  the  casing, 
the  hollow  cyUndrical  abutment  B  is  placed,  and  is  provided  at  its 
center  with  a  roller  revolving  on  a  pin.  A  pin  is  fastened  to  the 
piston  at  its  axis,  and  fits  closely  between  the  inside  of  the  abutment 
and  the  roller.  This  pin  guides  the  piston  in  its  motion,  and  prevents 
it  from  bearing  hard  against  the  casing.  The  path  this  pin  describes 
is  circular,  but  the  motion  of  the  piston  itself  consists  of  oscillations 
from  one  side  of  the  casing  to  the  other,  forwards  and  backwards. 
Suitable  heads  close  the  top  and  bottom  of  the  casing  and  fit  water- 
tight upon  the  piston.  The  inlet  and  outlet  porta  are  placed  in  the 
two  heads,  the  inlet  ports  of  the  two  heads  being  connected  bv  a  oaasage 
in  the  casing. 

The  water  enters  by  port  D  and  leaves  by  port  E.  The  piston  and 
the  diaphragm  divide  the  space  between  the  two  heads  of  the  casing 
into  two  receiving  and  two  discharging  chambers,  which  are  constantly 
changing  in  size  as  the  piston  oscillates.  Two  of  these  chambers  are 
inside  and  the  others  outside  of  the  pistons.  The  water  flows  in  a 
steady  stream  through  the  measuring  chamber,  causing  the  piston  to 
oscillate  as  described  above.  For  each  complete  oscillation,  a  definite 
quantity  of  water  is  measured.  The  motion  of  the  piston  ia  com- 
municated in  the  usual  way,  through  an  intermediate  gear-train  to 
the  r^stering  device. 

The  casing  with  its  piston  is  placed  in  a  suitable  casting,  the  cover 
of  which  has  the  inlet-  and  the  outletr-spuds.  A  screen  is  provided  at 
the  bottom  of  the  casing,  to  interrupt  sediment,  etc.  The  main  casting, 
the  cafiing,  and  its  covers  are  made  of  bronze,  but  the  piston  is  made  of 
hard  rubber,  to  obtain  as  much  lightness  as  possible.  Half-way  be- 
tween its  ends,  a  perforated  web,  to  which  the  guide  pin  is  attached, 
is  placed.  The  abutment  is  cast  in  the  two  heads  and  fits  water-tight 
on  the  web  of  the  piston.  E^h  head  is  provided  with  inletr  and  outlet- 
ports. 

The  Empire  Meter  is  exceedingly  sensitive.  It  is  simple  in  con- 
struction, and  any  wearing  of  the  ends  of  the  piston  can  be  remedied 
by  grinding  down  the  casing.  If  the  surface  of  the  piston  has  been 
worn  off,  the  substitution  of  a  slightly  larger  roller  pin  makes  the  piston 
again  water-tight. 

623.  Disc  Meters.  —  In  1830  the  brothers  Dakeye,  of  England,  in- 
vented a  new  type  of  steam  engine,  in  which  they  substituted  for  the 
usual  steam  piston  a  circular  disc,  supported  on  a  spherical  bearing. 

Frank  Lambert  patented  in  the  United  States  in  1884  a  typewriter 
in  which  the  disc  action  is  used  as  a  multiple  key.      In  1887  James 
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Dayies,  of  England,  invented  the  first  disc  water  meter,  which  was 
similar  in  many  respects  to  the  disc  steam  engine.  Two  years  later 
Davies  patented  this  device  in  the  United  States.  This  meter  proved 
to  be  a  failure,  mainly  because  it  had  only  one  casing,  which  was  sub- 
jected to  the  full  pressure  of  the  water.  Any  distortion  of  this  casing 
stopped  the  disc  from  oscillation. 

Lewis  H.  Nash  designed  the  first  disc  meter  in  the  United  States, 
and  obtained  a  patent  for  this  invention  on  March  20,  1888.  John 
Thomson  and  the  above-mentioned  Frank  Lambert  invented  jointly 
certain  improvements  in  oscillating  disc  water  meters,  for  which  they 
obtained  a  United  States  patent,^  soon  after  Mr.  Nash  obtained  his 
patent.  The  most  important  of  these  improvements  consisted  in 
providii^  a  special,  inner  casing,  or  measuring  chamber,  for  the  disc. 
The  manufacture  of  these  meters,  called  the  Thomson  meter,  was 
begun  in  January,  1889,  by  the  Water  Waste  Prevention  Company, 
This  concern  was  reoi^anized  as  the  Thomson  Meter  Company,  and 
is  still  extensively  engaged  in  the  manufacture  and  sale  of  disc  meters. 
With  the  improvements  made,  the  meter  now  manufactured  by  this 
company  is  known  as  the  Lambert  Meter.  In  this  meter  the  disc 
is  made  flat,  while  in  the  design  patented  by  Lewis  H.  Nash  it  is 
conically  shaped. 

On  account  of  the  simplicity  of  its  construction,  its  durability, 
cheapness,  and  the  small  loss  of  head  it  occasions,  the  disc  meter  was 
soon  favorably  received,  and  it  is  now  more  extensively  used  in  America 
for  services  of  i|  to  6  ins,  than  any  other  type  of  meter. 

624.  The  Lambert  Disc  Meter  •  (Fig.  299)  consists  of  the  following 
principal  parts:  (1)  The  main  casting,  having  the  inlet-  and  outlet- 
spuds;  (2)  an  inner  casing,  forming  the  measuring  chamber;  (3)  the 
disc-piston,  which  is  placed  in  the  inner  casing;  (4)  the  intermediate 
gear-train;  and  (5)  the  registering  device. 

The  main  casting  and  the  casing  are  made  of  bronze,  in  halves  which 
are  bolted  together.  The  casing  fits  closely  in  the  main  casting.  This 
clearance  serves  the  purpose  of  a  screen,  and  permits  only  very  small 
particles  of  sediment,  etc.,  to  get  into  the  measuring  chamber.  The 
volume  which  the  disc  generates  by  its  oscillation  forms  the  inside 
of  the  casing.  It  consists  of  a  spherical  socket  at  the  center;  two 
frustums  of  cones,  with  their  small  ends  towards  each  other;  and  a 
spherical  zone  at  the  perimeter  of  the  casing.  The  disc  remains  always 
in  contact  with  the  top  and  bottom  cones,  and  its  edge  clears  the 
spherical  zone  by  only  about  tAh  ^f  ^^  inch,  so  as  to  make  a  practi- 
cally water-tight  joint.  Two  inlet-ports  and  one  outlet-port  let  the 
•  Manufactured  by  Thomson  Meter  Co.,  Brooklyn,  N.  Y. 
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water,  respectively,  into  and  out  of  the  measuring  chamber,  both  from 
above  and  below  the  disc.  A  radial  diaphragm  placed  between  the  inlet* 
and  outlet-ports,  together  with  the  disc,  which  is  provided  with  a  slot 
that  fits  over  the  diaphr^^,  divides  the  inside  of  the  casing  into  two 
chambers  above  and  two  below  the  disc.    Those  to  the  right  of  the 


Fia.  299.  —  Lambert  Disc  Meter, 

disc  receive  the  water,  while  the  other  two  discharge  it.  At  one  par- 
ticular position  of  the  disc  the  two  lower  chambers  merge  into  one  and 
the  same  occurs  for  another  position  with  the  two  top  chambers. 

The  disc  is  made  of  hard  rubber  and  is  reinforced  by  an  inner,  per- 
forated steel  plate  {Fig.  300)  to  prevent  it  from  breaking.  This  plate 
is  held  firmly  in  the  disc  by  the  rubber  filling  the  perforations,  which 
becomes  hard  by  the  vulcanizing.  The  central  ball-bearing  of  the 
disc  (Fig.  301)  is  made  in  halves  which  are  bolted  together  by  the 
spindle  of  the  disc. 
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A  conical  rubber  roller  is  attached  to  the  top  of  the  dlBc-spindle. 
It  bears  against  a  conical  tube,  which  forms  the  journal  of  the  first 
spindle  of  the  intermediate  gear.  The  latter  spindle  has,  attached  to 
its  lower  end,  a  two-arm  lever,  which  is  turned  by  the  roller  of  the 
disc-spindle,  as  the  disc  oscillates. 

The  intermediate  gear-train  consists  of  four  pinions  and  four  gear 


Flo.  300.  — Disc,  Fig.  301.— Central  BaU-bearing. 

wheels.  The  former  are  made  of  the  hardest  grade  of  phosphor  bronze, 
and  the  latter  of  semi-bard  bronze  composition.  All  of  the  spindles  of 
this  train  are  made  of  the  hardest  wire-drawn  phosphor  bronze,  and 
turn  freely  in  composition  bearings. 

The  register  records,  by  a  suitable  arrangement  of  pinions,  gear 
wheels,  etc.,  the  quantity  of  water  flowing  through  the  meter  either 
on  a  number  of  dials  or  by  a  self-reading  counter  (p.  506).  In  the 
former  case  the  hands  of  all  dials  are  made  to  turn  in  the  same  direction 
as  those  of  a  clock,  so  as  to  avoid  errors  in  reading  the  meter. 

The  inlet-  and  outletr^puds  of  the  f-,  J-,  and  1-in.  meters  have  male 
threads;  those  of  the  IJ-,  1§-,  and  2-inch  sizes  have  female  threads. 
AH  meters  above  the  2-in.  size  are  connected  to  the  service-pipes  by 
flanges  and  bolts. 

626.  The  Trident  Disc  Meier  *  (Fig.  302)  consists  of  four  self- 
contained  units  which  can  be  easily  assembled:  The  main  castings  or 
housing  —  having  the  inlet-  and  outlet-spuds;  the  measuring  chamber, 
containing  the  disc  piston;  the  gear-train,  and  the  roister. 

For  localities  where   freezing  may  occur,  the   housing  is  a  heavy, 

hollow  bronze  casting  made  in  one  piece,  the  bottom  being  closed  by 

*  ManufacLured  by  Neptune  Meter  Co.,  New  York. 
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ft  cast  iron,  brass-lined  cftp,  and  the  top  being  covered  by  the  register 
casing.  The  bottom  cap  has  four  arms  which  are  slotted  out  to  facili- 
tate the  placing  of  the  bolts  which  attach  its  cap  to  the  housing.  These 
bolts  have  T  heads  which  fit  closely  to  the  main  casting  and  prevent 


Fio.  302.  — Trident  Disc  Meter. 

the  bolts  from  turning.  The  arms  of  the  bottom  cap  are  calculated 
to  break  under  a  pressure  of  about  400  lbs.  per  square  inch.  By  this 
simple  arrangement,  the  damage  resulting  from  freezing  is  limited  to 
the  breaking  of  the  bottom  cap,  which 
can  be  replaced  at  a  trifling  cost.  Where 
there  is  no  danger  of  freezing,  the  break- 
able bottom  is  omitted  and  the  housing 
made  in  two  parts,'  forming  what  is 
known  as  a  split  cate. 

By  removing  four  bolts,  the  upper  part 
of  the  casing,  and  all  the  moving  parts  of 
the  meter,  can  be  removed  without  dis- 
connecting the  meter  from  the  service- 
Fto.303.-Diac,  DiaphnM^,  and    pipe- Thelowerpartof  thecasingcanbe 
Antifriction  Roller  R.  closed  by  a  cap  and  service  can  be  con- 

tinued while  the  meter  is  being  repaired. 
The  measuring  chamber  of  the  meter  is  made  of  bronze  in  two  halves, 
which  are  pressed  together  after  the  piston  has  been  inserted  and  are 
then  placed  in  the  casing.  The  disc-piston  and  its  spherical  center 
are  made  of  hard  rubber.  The  wear  of  the  edge  of  the  disc  is  prevented 
by  setting  in  the  disc  an  anti-friction  roller  (Fig.  303)  which  rotates 
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in  a  recess  in  the  wall  of  the  measuring  chamber,  the  wearing  surface 
being  liberally  proportioned  to  sustain  the  pressure. 

The  gesj-train,  complete  in  itself,  is  held  in  the  casing  by  a  single 
unit.  The  pinions  and  gears  are  made  of  compositions  that  resist  the 
chemical  action  of  the  hardest  water,  and  are  cut  accurately  by  auto- 
matic machinery.  The  train  contains  only  eight  parts,  each  of  which 
can  be  duplicated. 

The  raster  is  made  of  non-corrosive  materials  and  the  number  of 
stock  parte  has  been  'reduced  to  about  a  minimum.  The  top  and 
bottom  plates  are  fitted  with  hard  rubber  bushings  for  all  the  spindles. 
A  bearing  is  thus  provided  which  is  non-corrosive,  and  which  reduces 
friction  to  a  minimum.  The  registers  are  made  circular,  or  straight 
reading,  as  desired.  The  testing  band  revolves  in  a  circle,  having 
almost  the  diameter  of  the  dial  plate.  This  facilitates  close  reading 
during  tests. 

626.  Manufacturers  of  Disc  Meters.  —  Almost  every  manufac- 
turer of  water  meters  in  the  United  States  makes  at  least  one  style 
of  disc  meter.  While  based  upon  the  same  general  principle,  the 
different  makes  of  disc  meters  vary  in  the  details  of  construction  and 
materials. 

The  greatest  trouble  experienced  with  the  early  disc  meters  was 
the  breaking  of  the  disc  ■ —  which  is  made  of  vulcanized  rubber,  to  give 
it  hghtness  —  under  continuous  high  speed.  Various  expedients  have 
been  adopted  to  remedy  this  defect. 

The  names  of  the  manufacturers  of  disc  meters  in  the  United  States 
and  the  trade  names  of  the  meters  are  given  in  the  following  table: 


TABLE  LXVm.  — AMERICAN'  DISC  METERS 

T™d.™.of™ur 

Lambert 

Thomson  Meter  Co.,  Brooklyn,  N.  Y. 

Trident 

Neptune  Meter  Co.,  New  York 

KeyatoM 

Pittsburgh  Meter  Co.,  Pittsburgh,  Pa. 

Worthington 

Henry  R.  Worthington 

Nash  disc 

National  Meter  Co.,  New  York 

Heraey 

Hersey  Meter  Co.,  Boston,  Mass. 

King 

Union  Meter  Co.,  Worcester,  Mass. 

Watch  doi 

Gannon  Meter  Co.,  Newark,  N.  J, 

Badner 

Badger  Meter  Co.,  Milwaukee,  Wis. 
Buffalo  Meter  Co.,  Buffalo,  N.  Y. 

American  • 

Niagara  • 

Buffalo  Meter  Co.,  Buffalo,  N.  Y. 

:«  nudo  Aooordioc  to  thfl  h 


627.  Current   meters  belong  to  the  class  of  inferential  meters. 
They  indicate  the  volume  of  water  flowing  through  them  by  measuring 
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its  velocity.  Good  meters  of  tbis  type  will  measure  the  volume  of 
water  correctly  within  2  to  5  per  cent,  according  to  circumfitances. 
Owii^  to  their  cheapDess,  these  meters  are  used  where  the  coat  of 
water  is  low.  Some  of  the  principal  American  current  meters  are 
described  below. 

628.  The  Gem  Meter  •  (Fig.  304),  introduced  in  1870,  has  a  hard 
rubber  spiral  propeller  which  is  placed  in  a  case-chamber  having  a 
slightly  larger  diameter.     The  propeller  is  mounted  on  spindles,  the 


thrust  of  which  is  taken  by  hardened  steel  points,  which  are  placed 
in  the  end  of  bearings,  where  no  injury  from  water  is  possible.  The 
water,  after  passing  through  a  screen,  flows  upward  through  the 
chamber  of  the  propeller,  revolving  the  latter,  in  proportion  to  the 
pitch  of  its  blades.  The  meter  thus  indicates  the  velocity  of  the  water, 
from  which  the  quantities  passing  through  the  propeller  chamber  can 
be  inferred.  The  revolutions  of  the  propeller  are  transmitted  to  the 
dial  by  suitable  mechanism. 

•  MAHufactured  by  National  Meter  Co.,  New  York. 
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629.  The  Nilo  Meier  ■  (Fig.  305)  measures  the  flow  of  the  water  by 
means  of  a  hard  rubber  piston  revolving  at  a  speed  proportional  to  the 
velocity  of  the  flow.  The  piston  has  two  sections,  the  upper  one  hav- 
ing right-hand,  and  the  lower  one,  left-hand  helical  vanes.  A  deflector- 
plate    separates    the    two 

halves  of  the  piston,  and  in- 
sures equal  discharges  of 
water  from  both  halves  of 
the  piston,  and  maintains  an 
equality  of  thrust.  The  vanes 
are  encased  in  a  rubber  shell 
which  protects  them  against 
breakage.  The  piston  is 
mounted  on  a  bronze  shaft 
which  has  a  jewelled  bearing. 
The  motion  of  the  piston 
is  transmitted  through  an  in- 

tennediate  gear-train  to  the  ^^  „  __„,_,  ^^^  ^^^ 

register.     The  gear-train  is 

placed  in  a  dome,  which  can  be  turned  around  so  as  to  facilitate  the  reading 
of  the  raster.  A  screen  of  the  bar  type  is  placed  at  the  inlet.  The 
water,  as  it  enters  the  meter,  is  divided  into  two  equal  streams,  and  flows 
respectively  downward  and  upward  through  the  piston  chamber,  and  is 
deflected  to  the  outlet  by  the  deflector  mentioned  above. 

630.  The  Trident  Crest  Meter  j  (Figs.  306  and  307)  consists  of  a 
main  casting  having  an  inlet-  and  an  outlet-spud,  the  measuring  device, 
the  gear-train  and  the  register.  The  main  casting  has,  at  the  bottom, 
a  Wow-off  opening  provided  with  a  cap,  and  is  closed  at  the  top  by  a 
bronze  cover  to  which  the  gear-train  and  register  are  attached. 

The  measuring  device  consists  of  two  hard  rubber  propellers,  one 
a  right-hand  and  the  other  a  left-hand  helix,  mounted  on  a  vertical 
spindle  of  phosphor  bronze  in  a  bronze  casing,  which  rests  on  an  accu- 
rately machined  seat  in  the  main  casting.  Each  propeller  is  placed  in 
a  water-tight,  hollow  chamber  in  the  casing,  and  is  protected  by  a  cage 
that  serves  as  a  strainer.  The  spindle  is  carried  on  an  agate  bearing, 
and  revolves  in  hard  rubber  bushings,  which  keep  the  propellers  con- 
centric with  their  housing.  It  is  connected  loosely,  but  positively,  with 
the  driving  pinion  of  the  gear-train,  which  is  placed  in  a  recess  in  the 
bottom  of  the  bronze  cover  of  the  main  casting.  The  registter  is  at- 
tached to  the  top  of  this  cover. 


'  Manufactured  by  Union  Wftter  Meter  Co.,  Worceeter,  Maas. 
t  Manufactured  by  Neptune  Meter  Co.,  New  York. 
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As  the  water  enters  the  meter,  it  is  divided  by  a  projection  in  the 
main  caatii^  into  two  equal  streams,  which  flow  with  the  same  velocity- 
through  the  two  propellers,  revolving  them.  The  two  streams  of 
water  react  upon  each  other,  radiate  in  ail  directions,  and  flow,  at  right 
angles  to  the  line  of  impact,  through  porta  to  a  large  chamber,  just 
back  of  the  outlet-spud.    As  the  weight  of  the  propellers  with  their 


Fid.  306.  Fid.  307. 

Trident  Greet  Meter. 

spindle  is  but  slightly  greater  than  the  water  they  displace,  and  as 
the  action  of  one  propeller  balances  that  of  the  other,  there  is  practi- 
cally no  weight  or  thrust  upon  the  agate  bearii^.  Friction,  and  con- 
sequently wear,  is  thus  reduced  to  a  minimum. 

The  water  passages  and  chambers  are  all  made  of  ample  dimensions 
so  as  to  avoid  loss  of  head.  The  restriction  caused  by  the  propeller 
spaces  can  be  increased  or  diminished,  according  to  the  desired  degree 
of  sensibility.  All  the  moving  parte  of  the  meter  can  readily  be  taken 
out  through  the  opening  at  the  top  of  the  main  casting,  without  dis- 
connecting the  meter  from  the  service-pipe.  For  high  dviy  service,  the 
crest  meter  is  made  extra  strong. 

Placed  in  a  housing  especially  adapted  for  the  purpose,  the  Trident 
crest  meter  is  used  as  a  stand-pipe  and  water  cart  meter.  For  this 
purpose  it  is  made  in  two  sizes  (Ij  and  2  ins.).  The  inlet  opening  ia 
made  at  the  bottom  and  the  delivery  at  one  side.  The  water  cart 
meter  is  provided  with  lugs  for  bolting  it  directly  to  the  wood  work 
of  the  tank. 

631.    The  Turbine  Meter  *  (Fig.  308)  is  a  development  of  the  well- 
known  Worthington  turbine  pump.      It  measures  the  velocity  of  the 
•  Manufactured  by  Hciuy  R.  Worthington,  New  York. 
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water  passing  through  the  meter  by  means  of  a  double  turbine  wheel, 
having  two  seta  of  vanes,  one  right-hand  and  the  other  left-hand.  This 
wheel  is  placed  in  the  main  casting  of  the  meter  in  a  chamber  of  the 
volute  pattern,  which  provides  at  all  points  of  the  circumference  the 
exact  cross-sectional  area  required  to  pass  the  volume  of  water  dis- 
charged by  the  wheel,  without  reducing  the  velocity  of  the  water 


Fig.  308.  —Turbine  Water  Meter. 

column.  The  turbine  wheel  is  made  of  hard  rubber,  so  as  to  weigh 
but  a  trifle  more  than  the  same  volume  of  water.  It  is  mounted  on  a 
vertical  shaft  of  bronze,  having  a  jeweled  bearing  at  it«  lower  end. 

The  water  entering  the  meter  passes  first  through  a  sliding  screen, 
and  is  then  divided  by  the  wheel  chamber  into  two  equal  streams, 
one  of  which  flows  downward  through  the  turbine,  while  the  other 
flows  upward.  By  this  arrangement  the  pressure  on  the  turbine  wheel 
is  balanced  and  friction  is  reduced  to  a  minimum. 

The  motion  of  the  wheel  is  communicated  through  an  intermediate 
gear  to  the  register.  The  meter  is  provided  with  two  hand  holes, 
closed  by  suitable  caps.  Through  one  the  screen  can  be  removed, 
while  the  turbine  wheel  with  its  shaft  can  be  taken  out  through  the 
other.  The  meter  can,  therefore,  be  easily  repaired  without  discon- 
necting it  from  the  service-pipe. 

Turbine  meters  are  made  in  sizes  of  2  to  12  ins.  While  principally 
designed  for  measuring  large  flows  of  water  with  a  minimum  loss  of 
pressure,  they  are,  also,  sensitive  to  small  flows. 
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632.  The  Eureka  Meter  *  (Fig.  309)  measures  the  velocity  of  the 
water  by  means  of  a  wing-wheel.  The  water  entering  the  meter  Sows 
first  through  a  strainer,  and  then  through  ports,  located  diametricaUy 
opposite  to  each  other,  into  a  compartment  that  surrounds  the  meas- 
uring chamber.  From  this  compartment  it  passes  through  tangential 
ports,  spaced  equally  around  the  walls  of  the  chamber,  into  the  meas- 
uring chambers,  where  its  impact  rotates  the  vanes  of  the  wing-wheel 
in  a  horizontal  plane  at  a  speed  that  is  proportional  to  the  velocity 
of  the  water.     The  motion  of  the  wheel  is  communicated  through  a 


Fig.  309.  —  Eureka  Water  Meter. 

crank  on  the  top  of  the  wheel  to  an  intermediate  gear,  and  from  this 
to  the  register  placed  on  top  of  the  meter.  After  its  contact  with 
the  vanes  of  the  wheel,  the  water  divides  into  two  equal  streams  which 
leave  the  measuring  chamber  through  outlet-ports  provided  in  the  top 
and  bottom  plates  of  the  measuring  chamber,  and  thus  reaches  the 
outlet  passage  of  the  meter. 

The  wing-wheel  is  made  of  hard  rubber  and  is  mounted  on  bearings 
which  are  designed  to  minimize  the  friction.  The  inlet-ports  to  the 
measuring  chamber  direct  the  inflowing  water  against  the  blades  of 
the  wheel  in  a  manner  which  increases  the  meter's  senaibility. 

The  strainer  is  placed  sufficiently  far  from  the  inlet  of  the  meter 
to  form  a  fish-trap  for  intercepting  foreign  matter  carried  by  the 
water. 

•  Manufactured  by  Pittsburgh  Meter  Co.,  East  Fittfibui^,  Pa. 
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633.  The  Torrent  Meter*  (Fig.  310).  — The  velocity  of  the  water 
passing  through  the  meter  is  measured  by  a  horizootal  piston  with 
curved  vanes,  shaped  Uke  a  water  whed,  which  is  revolved  by  the 
impact  of  the  water.  This  piston  is  made  of  vulcanized  hard  rubber, 
and  is  mounted  on  a  spindle  of  phosphor  bronze,  with  a  vulcanized 
hard  rubber,  removable  bearing.  It  is  placed  in  a  bronze  measuring 
chamber,  which  can  be  removed  from  the  outer  casing,  which  is  made 
of  galvanized  cast  iron.     This  ca.ting  is  provided  at  the  inlet  opening 


F»i.  310,  —  HiTMey  Torreul  Met«r 

with  a  strainer  or  fish-trap,  which  can  be  cleaned,  without  disturbing 
the  working  parts  of  the  meter. 

The  water  entering  the  meter  passes  first  through  the  strainer,  and 
then  flows  upwards  into  the  wheel,  where  a  deflector  turns  it  into  a 
horizontal  direction  to  the  outlet-ports,  thus  avoiding  a  vertical  thrust 
through  the  moving  parts.  The  motion  of  the  piston  is  transmitted 
to  the  register  by  an  intermediate  train. 

634.  Proportional  Meters.  —  In  this  class  of  meters,  a  large  volume 
of  water,  flowing  at  a  relatively  high  velocity,  is  measured  by  a  disc 
meter  placed  in  a  by-pass.  Within  certain  practical  limits,  the  flow  of 
water  through  the  by-pass  will  be  a  fixed  percentage  of  that  through 
the  main  pipe.  By  a  suitable  arrangement  of  gearing,  the  r^ist^  of 
the  disc  meter  is  made  to  indicate  the  quantity  of  water  flowing  through 
the  main  pipe. 

636.    The  Hersey  Proportional  Meter'  (Fig.  311)  is  the  only  meter 

of  this  class  that  is  manufactured.     Model  PM  meter  consists  of  a 

*  Made  by  the  Hereey  Mfg.  Co.,  South  Boston,  Mass. 
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piece  of  flanged  galvanized  cast  iron  pipe,  of  the  same  diameter  as  the 
water  main,  except  at  two  points,  where  the  diameter  is  slightly  re- 
duced by  two  friction-rings.  Model  P  meter  has  only  one  friction  ring. 
By  means  of  these  rings,  a  portion  of  the  water  passing  through  the 
main  is  diverted  into  a  by-pass,  in  which  an  ordinary  disc  meter  is 


Fig.  3U.  —  Hersey  Proportional  Meter. 

placed.  The  register  of  this  meter  indicates  the  Sow  through  the  main 
pipe. 

These  meters  are  made  in  sizes  of  3  to  12  ins.  diameter,  according 
to  model  P,  and  from  6  to  12  ins.,  according  to  model  PM.  For 
model  P  the  disc  meter  is  placed  on  top  of  the  pipe,  forming  the  main 
part  of  the  proportional  meter,  and  the  by-pass  is  formed  in  this  pipe 
by  suitable  cores.  In  model  PM,  the  by-pass  ia  formed  of  two  pieces 
of  flanged  galvanized  cast  iron  pipe,  and  is  placed  with  its  disc  meter 
on  one  aide  of  the  main  pipe.  A  gate-valve  is  set  on  each  aide  of  the 
disc  meter,  to  make  it  possible  to  remove  the  meter  without  stopping 
the  flow  in  the  main  pipe.  A  connection  may  be  provided  at  the 
disc  meter,  for  turning  the  water  flowing  through  the  meter  into  a 
suitable  receptacle,  when  the  down-stream  gate-valve  is  closed.  By 
weighing  the  water  received  by  the  receptacle,  the  accuracy  of  the 
meter  can  be  tested  in  the  field. 

636.  Fire-line  Meters.  —  In  order  to  protect  factories  and  other 
important  buildings,  a  special  line  of  pipes,  called  a  flre-line,  is  fre- 
quently laid  from  a  street  main  to  a  point  near  the  buildings,  whore 
one  or  more  hydrants  are  set.  This  line  should  be  unobstructed,  in 
order  to  insure  good  fire-streams,  but  it  is  generally  necessary  to  place 
a  meter  of  some  kind  in  the  fire-line,  to  register  the  quantity  of  water 
consumed.  The  meter  set  in  a  fire-line  must  be  able  to  measure  the 
small  quantities  of  water  used  for  domestic  supply,  and  to  provide 
an  unobstructed  passage  for  the  flow  of  a  full  stream  of  water,  in  case 
of  a  fire.  Two  types  of  meters  which  are  well  suited  for  these  pur- 
poses are  described  in  the  following  pEiges. 
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637.  The  Hersey  Detector  Meter  •  (Fig.  312)  is  especially  designed  for 
fire  service,  or  for  combioed  manufacturing  and  fire  services,  in  which 
the  meter  must  register  low  rates  of  flow  for  general  use,  and  high  rates 
of  flow  in  case  of  fires,  without  obstructing  the  flow  or  causing  much 
loss  of  pressure.  The  meter  is  a  combination  of  model  P  proportional 
meter  with  a  disc  meter,  placed  in  a  horizontal  by-pass  at  one  side  of 
the  main  pipe,  and  has,  in  addition,  an  automatic  check-valve,  which 
opens  only  for  large  flows.  For  ordinary  use,  this  valve  remains  closed, 
and  the  water  flows  through  the  horizontal  by-pass,  and  is  registered  by 
its  disc  meter.  For  large  flows,  the  check-valve  opens  automatically, 
as  described  below,  and  the  water  has  practically  an  unobstructed 
passage  through  the  main  pipe,  except  at  the  friction-ring,  which  causes 


Fig.  312.  —  Hersey  Detector  Meter. 

a  certain  proportion  of  the  flow  to  pass  upward  through  a  second  by- 
pass, provided  on  top  of  the  main  pipe,  in  front  of  the  friction  ring. 
A  disc  meter,  placed  in  this  by-pass,  has  ite  register  arranged  to  indi- 
cate the  total  flow  of  water  passing  through  the  main  pipe.  Ab  soon 
as  the  flow  is  sufficiently  reduced,  the  check-valve  closes  automatically, 
and  the  water  passes  again  through  the  horizontal  by-pass.  The  com- 
bined readings  of  the  two  disc  meters  gives  the  total  quantity  of  water 
passing  through  the  meter. 

The  check-valve  which  controls  the  flow  through  the  main  pipe  has 

a  grooved  seat  which  is  open  to  the  atmosphere,  thus  creating  an 

initial   resistance  or  back  pressure  equal  to  about  six  per  cent  of  the 

static  pressure.     Leakage   through   the  atmospheric   opening  is   pre- 

*  Made  by  the  Hereey  Mfg.  Co.,  South  Boalon,  Mass. 
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vented  by  a  small  auxiliary  valve,  which  is  located  in  the  grooved 
seat,  and  which  is  operated  by  the  automatic  check-valve,  so  as  to  be 
open  when  the  check-valve  is  closed  and  vice  versa. 

When  the  flow  through  the  horizontal  by-paas  is  sufficiently  large 
to  reduce  the  pressure  on  the  outlet  side  of  the  check-valve  six  per 
cent,  this  valve  opens  automatically.  A  hollow  brass  ball,  weighted 
with  shot,  and  attached  to  the  check-valve,  makes  this  valve  close 
quickly,  when  the  flow  through  the  meter  has  been  sufficiently  re- 
duced. 

The  manufacturers  claim  that  this  meter  is  accurate  within  5  per 
cent  for  all  flows,  and  that  it  has  a  very  low  friction  loss,  which  amounts 
in  a  6-in.  meter  to  only  1  lb.  for  a  flow  of  1000  gals,  per  minute. 

638.  The  Tridenl  Protectus  Meter  *  (Fig.  313)  consists  of  three 
units:  a  pipe  with  a  sensitive  check -valve,  which  opens  for  large  flows 


Fiu.  313.  —  Trident  Protectua  Meter. 

of  water,  and  closes  for  small  flows;  a  by-pass  on  one  side  of  the  pipe, 
for  the  passage  of  small  flows;  and  a  by-pass  on  the  other  side  of  the 
pipe,  which  forms  with  the  main  pipe  a  proportional  meter.  The 
first-mentioned  by-pass  is  provided  with  a  Trident  disc  meter  for 
measuring  small  flows,  while  the  other  by-pass  has  a  Trident  Crest 
Meter  for  measuring  the  proportion  of  a  large  stream  of  water  which 
passes  through  the  meter. 

The  check-valve  is  adjusted  to  open  quickly  when  the  flow  reaches 
a  flxed  rate  of  dischai^e  and  to  close  the  moment  the  rate  of  flow 
becomes  less. 

639.  Compound  meters  consist  of  combinations  of  current  meters 
with  positive  displacement  meters,  the  former  measuring  large  flows, 
while  the  latter  indicate  the  small  flows.  The  positive  displacement 
meter,  which  is  usually  of  the  disc  tjfpe,  is  placed  in  a  by-pass.     A  con- 

*  Mftnufartured  by  the  Neptune  Meter  Co.,  New  York. 
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troUing-valve  is  installed  in  the  main  pipe,  and  is  bo  constructed  that 
it  remains  closed  for  small  flows  and  opens  automatically  for  lar^ 
flows.  The  efficiency  of  a  compound  meter  depends  entirely  upon  the 
controlling-valve. 


Flo,  314.  —  Hersey  Compound  MeMr. 

The  Hersey  Compound  Meter*  (Fig.  314)  is  a  combination  of  the 
Hersey  torrent,  and  disc  meters.  The  controlling-valve  is  of  the  sliding 
check,  differential  type.  The  by- 
pass is  provided  with  suitable  valves 
which  permit  its  removal  for  repairs 
or  test,  without  shutting  off  the  main 
supply. 

The  Trident  Compound  Meter  t 
'Fig.  315)  is  a  combination  of  the 
Trident  crest  and  disc  meters,  which 
are  so  connected  that  the  former 
measures  the  large  flows  while  small 
flows  are  indicated  by  the  latter. 
The  change  from  one  meter  to  the 

other   is   made    automatically.     The   Pia.  315.-Trident  Compound  Meter, 
sum    of    the    readings   of  the  two 

meters  gives  the  total  quantity  of  water  that  has  passed  through  the 
main  pipe. 

■  The  Hersey  Mt((.  Co,,  South  Boston,  Mass, 

t  Manufactured  by  Neptune  Motor  Co.,  New  York. 
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The  Empire  Compound  Meter*  is  a  combination  of  the  Gem  and 

Empire  meters,  the  latter  being  placed  on  a  by-pass  to  measure  small 

flows,  while  the  former  is  used  to  measure  large  flows.     The  flow 

through  the  Gem  meter  is  controlled   by  a  valve  of  peculiar  form, 

arranged  like  a  pop-valve.     When  this  valve  once  lifts,  it  is  held  open 

by  a  pressure  much  less  than  that  required  to  lift  it  from  its  seat.     The 

flow  through  the  Gem  meter  is,  therefore,  obstructed  only  in  a  very 

small  measure  by  the  valve,  which  has  a  cushioned 

effect  in  seating  which  makes  it  assume  its  closed 

position  without  a  shock. 

The  Union  Water  Meter  Co.  makes  a  compound 
meter  in  which  the  disc  meter  is  used  for  small 
streams  and  the  Nilo  meter  for  lai^  flows. 

540.  Meters    for  Vertical  Pipes.  —  A  meter 
has  sometimes  to  be  connected  with   a   vertical 
service-pipe.     The  Union  Meter   Company  has 
Fig.  316.  —  Vertical    modified  the   King  disc   meter,   by   bringing   the 
'"^  "   ^'      inlet  and  outlet  connections  into   vertical   align- 

ment to  make  it  possible  to  connect  them  easily  with  a  vertical  service- 
pipe  (Fig.  316),     The  mechanism  in  this  meter  remains  in  its  normal 

Fio.  317.  —  Side  View. 


Section,  Venturi  Water  Meter. 


position.  These  meters  are  made  in  sizes  from  |  to  1  in.,  inclusive. 
They  can  be  placed  at  a  convenient  height  for  reading. 

641.  The  Venturi  Water  Meterf  (Figs.  317  and  318t),  invented 
by  Clemens  Herschel,  M.  Am.  Soc,  C.  E.,  in  1886,  consists  of  two  units: 
the  meter-tube,  and  the  indicating,  recording  or  registering  instrument. 
The  former  is  essentially  formed  by  two  conica    pipes,  joined  at  their 

•  Manufactured  by  the  NalioTinl  Meter  Co.,  New  York. 

t  Trans.  Am.  Soe.  C.  E..  18R7,  XVII.  p.  228;  The  ETiginetT.  London,  Auftuat  27. 
18S7;  C<Msier'»  ^faga^ne.  March,  1899. 

t  Manufactured  by  Builders  Iron  Foundry,  Providenoe,  R  I. 
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smalltf  ends  by  a  short  cylindrical  pipe  of  the  same  diameter,  called 
the  throat.     The  conical  pipes  are  made  of  any  kind  of  convenient 
material,  usually  of  cast  iron,  and  have  the  same  diameter  at  their 
two  outer  ends  as  the  pipe,  the  discharge  of  which  is  to  be  measm^. 
When  the  flow  of  water  is  always  in  one  direction,  the  conical  pipe  at 
the  inlet  into  the  meter  is  made  shorter  than  the  one  at  the  outlet, 
but  when  the  flow  has  to  be  measured  in  either  direction,  both  pipes 
are  made  alike.    The  throat  is  usually 
made  of,  or  lined  with,  bronze  or  brass. 
An  annular  passage,  called  a  pressure- 
chamber,  is  provided  both  at  the  inlet 
and  at  the  throat.    Four  or  more  small 
openings  connect  this  chamber  with 
the  inside  of  the  pipe.    Openings  for 
pipe-connections  to  the  instrument 
are  provided  at  the  inlet  and  throat 
pressure-chamber  of  the  meter-tube. 

The  meter-tube  forms  part  of  the 
pipe-line  the  discharge  of  which  is  to  be 
measured.  Its  action  is  based  upon  the 
principle,  first  observed  by  the  Italian 
philosopher  Venturi,  about  1791,  that 
water  flowing  through  a  converging 
pipe  loses  pressure  as  it  gains  velocity, 
and,  conversely,  that  in  passing 
through  a  divei^ng  pipe  it  gains  pres- 
sure as  it  loses  velocity.  If  the  joints 
made  by  the  converging  and  diverging 
pipes  with  the  throat  are  rounded  off, 
so  as  to  offer  the  least  possible  resist- 
ance to  the  flow  of  the  water,  the  head 
lost  from  the  inlet  to  the  throat  will  be 
almost  entirely  recovered  at  theoutlet, 
the  only  loss  being  that  caused  by  the 
friction  in  the  meter-tube.  ^"'-  S"- V^ntun  Register. 

By  placing  piezometer  pipes  at  the  inlet  and  the  throat,~the  change  of 
pressure  of  the  water  while  passing  through  the  meter  is  clearly  seen. 
In"  practice,  small  tubes  are  connected  to  the  met«r,  instead  of  piezom- 
eter pipes,  at  the  two  points  mentioned  above,  and  arc  led  to  an  instru- 
ment where  the  quantity  of  water  flowing  through  the  meter  is  recorded 
by  means  of  the  difference  of  pressure  in  the  tubes  at  the  inlet  and 
throat.  This  instrument  (Fig.  319),  called  the  register,  may  be  placed 
at  any  convenient  place  within  500  ft.  of  the  meter. 


Digitized  by  Google 


532  WATER  METKRS 

At  the  back  of  the  register  there  are  two  large  vertical  wells,  con- 
nected at  the  bottom  by  a  small  pipe.  One  of  these  wells  is  con- 
nected to  the  inlet  pressure-chamber,  and  the  other  to  the  throat 
pressure-chamber,  by  two  small  pipes.  In  each  well  there  is  a  heavy 
float,  resting  upon  mercury,  a  part  of  which  flows  from  one  well  to 
the  other,  in  direct  proportion  to  the  difference  in  the  two  pressures. 
This  causes  one  float  to  rise  and  the  other  to  descend,  the  movement 
being  transmitted  through  substantial  rack  and  spur  gearing  to  the 
indicator  dial-hand  shaft.  A  cam  on  this  shaft  controls  the  position 
of  the  pen  on  the  chart,  and,  also,  the  amount  of  the  movement  of 
the  counter  dial  figures. 

The  instrument  is  provided  with  three  dials.  The  indicator  dial 
shows  the  exact  rate  of  flow  in  pounds  per  hour,  gallons  per  day,  etc. 
It  is  over  30  inches  in  circumference,  and  can  be  read  within  an 
accuracy  of  IJ  per  cent.     It  is  of  great  value  in  making  short  tests. 

The  courtier  dial  shows  the  total  quantity  of  water  passing  through 
the  meter,  expressed  in  gallons,  cubic  feet,  pounds,  etc.  When  flow 
occurs  through  the  meter  tvbe,  a  movement  of  the  long  dial  band  — 
which  is  the  most  rapidly  moving  hand  —  is  readily  perceptible. 
Inside  of  the  graduations  of  the  large  dial,  there  are  four  smaller 
dials,  which  show  the  graduations  for  smaller  periods.  All  of  the 
dial-bands  revolve  in  a  clockwise  direction,  rendering  the  counter- 
totals  easy  to  read,  and  the  movement  is  continuous. 

The  chart  recorder  dial  contains  a  large  circular  chart,  12  inches  in 
diameter,  which  gives  a  continuous  autographic  record  of  the  rate  of 
flow  throi^h  the  meter  tube.  This  record  is  completely  visible  at 
all  times. 

In  general  practice,  Venturi  meters  are  ordinarily  used  to  measure 
water  flowing  in  one  direction  only.  When  they  were  introduced  in 
London,  which  was,  at  that  time,  supplied  by  e^ht  different  water 
companies,  it  became  necessary  to  make  the  meters  register  water 
Sowing  in  either  direction  so  that  the  water  furnished  by  either  of  two 
adjoinii^  companies  to  the  other  might  be  ascertained.  To  accom- 
plish this  purpose,  both  conical  pipes  were  made  alike,  and  each  was 
furnished  with  a  pressure-chamber  like  that  provided  for  the  throat. 
By  means  of  a  system  of  cocks,  the  pressure-chambers  of  the  conical 
pipes  were  so  connected  with  the  recording  apparatus  that  either 
might  be  used  or  shut  off. 

The  velocity  of  the  wat«r  at  the  throat  may  be  found  by  the  fol- 
lowing formulas,  and  by  multiplying  the  area  of  the  throat  by  the 
velocity  the  total  discharge  is  obtained.  This  computation  is  not 
necessary  when  a  register  is  used. 
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Let  P  =  static  pressure  at  meter  in  feet  of  water  (water  at  rest) ; 
Pi  =  pressure  at  inlet  in  feet  of  water  (water  flowing) ; 
Pt  =  pressure  at  throat  in  feet  of  water  (water  flowing); 
H,  -=  Pi  -  Pi  =  the  Venturi  head; 

Bi  =  velocity  at  inlet  in  feet  per  second;  ■ 

vt  =  velocity  at  throat  in  feet  per  second. 

Assuming  the  area  of  the  throat  to  be  J  of  the  area  of  the  pipe;  we 
have  Di  =  9  Pi.     The  heads  producing  the  velocity  at  the  inlet  and  at 


2ff' 


-=//.. 


2s' 

p  -  p   =^_^=     ^"»* 
'         '      2(7      2ff      81X2ff' 

Velocity  at  throat  =  Vji  \^2gH,  =  1.0062  y/2gH..       (110) 

Experiments  with  Venturi  meters  12,  48,  and  108  ins.  in  diameter 
give  J>  =  0.90  to  1.02  VigH,  for  extreme  values  within  the  limits  in 
which  these  meters  can  be  used.  For  more  than  three-quarters  of  the 
extreme  range  of  capacity  of  the  meter,  the  coefficient  for  the  three 
meters  mentioned  above  is  only  0.94  to  1.00.  After  a  meter  has  been 
properly  rated,  it  will  record  the  flow  within  a  small  fraction  of  one 
per  cent. 

The  loss  of  head  due  to  friction  in  these  meters  may  usually  be  kept 
at  leas  than  one  foot  of  water  pressure.  Venturi  meters  installed  by 
the  Eiast  Jersey  Water  Co,  (p.  337)  in  a  48-in,  pipe-Lne  lost  only  4  infl. 
head  in  passing  25,000,000  gals,  per  day.  A  meter  of  the  same  size, 
used  by  the  East  London  Water  Co.,  passes  37,000,000  gals,  per  day 
with  a  loss  of  1  ft.  head,  and  60,000,000  gals,  with  a  loss  of  2\  ft.  head. 

The  great  advantage  possessed  by  the  Venturi  tube  is  that  it  has 
no  inner  parts  that  might  get  out  of  order.  It  will  pass  fish  and  any 
object  that  can  float  through  the  throat,  and  may  be  used  for  sewage, 
hot  brine,  etc.  The  meter  will  measure  the  discharge  of  any  pipe 
from  i  in.  to  20  ft.  or  more  in  diameter,*  the  only  objection  to  its  use 
in  the  small  pipes  (say  6  ins.  or  less  in  diameter)  being  the  fact  that  the 
cost  of  the  roister  is  independent  of  the  size  of  the  pipe,  and  is  the 
same  for  any  size  of  pipe, 

*  Venturi  meters  17.5  ft.  is  diameter  have  been  placed  in  tbe  Catskill  aqueduct 
(p.  312). 
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642.  First  VetUuri  Meters.  —  The  East  Jersey  Water  Co.,  which 
supphes  Newark  and  several  other  towns  in  New  Jersey  with  water, 
measures  the  total  quantity  of  water  received  through  its  two  48-in. 
riveted  steel  pipes  by  two  48-in.  Venturi  meters  and  the  water  sold  to 
the  consumers  by  ten  similar  meters,  12  to  48  ins.  in  diameter.  The 
quantity  regist^^d  by  these  ten  delivery  meters  agrees  usually  within 
J  to  1  per  cent  of  that  recorded  by  the  two  receiving  meters. 

The  Venturi  meters  installed  by  this  company  in  1890  were  the 
first  of  this  type  to  be  put  into  actual  use,  and  are  still  in  service  in 
good  condition.  Since  then  Venturi  meters  have  been  introduced  ex- 
tensively in  water  works  in  different  parts  of  the  world. 

643.  Venturi  Meter  Waste-detector  (Fig.  320). —The  Venturi 
meter  has,  also,  been  used  as  a  waste-detector.    For  this  purpose, 


Pig.  320.  —  Vpnturi  Waate-detector. 

two  small  Venturi  tubes  of  different,  but  overlapping,  capacity  ranges 
are  mounted  on  the  same  stand,  and  connected  by  suitable  pressure- 
pipes  and  valves  to  a  manometer  with  two  scales,  one  for  each  of  the 
meter  tubes.  The  manometer  is  of  the  barometric  type.  Its  base 
is  a  well,  connected  to  the  inlet  end  of  each  tube,  and  the  top  interior 
of  the  glass  tube  communicates  with  the  throat  chamber.  By  means 
of  suitable  valves,  either  one  of  the  Venturi  tubes  can  be  connected,  at 
a  time,  with  the  manometer. 

In  using  this  waste-detector,  the  district  to  be  investigated  is  cut 
off  after  midnight  from  the  rest  of  the  distribution  system,  and  the 
waste-detector  is  connected  by  a  hose  to  a  hydrant  outside  of  the  dis- 
trict, and  to  one  inside.  The  meters  are  then  used  to  obtain  the  flow 
of  water  into  the  district.    The  larger  Venturi  tube  is  first  used,  and 
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if  the  flow  is  too  small  to  be  measured  satisfactorily  with  this  tube, 
the  smaller  Venturi  tube  is  used.  Knowing  what  would  be  a  reason- 
able consumption  at  night  in  the  district  in  question,  the  detector  will 
indicate  the  waste  of  water,  if  any  exists. 

The  larger  Venturi  tube  has  a  3-in.  inlet  and  a  Ij-in.  throat.  The 
inlet  and  throat  of  the  smaller  meter  are,  respectively,  2  ins.  and  |  in. 
The  baae  of  the  detector  measures  17i  by  80  ins.  The  instrument 
measures  96  ins.  over  all,  has  a  height  of  20  ins.,  and  weighs  about 
800  lbs.  This  waste-detector  was  first  used  in  1915  in  St.  John's, 
Newfoundland,* 

644.  The  Premier  Meter  t  (Fig.  321),  invented  by  Arthur 8.  Tuttie, 
M.  Am.  Soc.  C.  E.  in  about  1901,  and  manuf.ictured  by  the  National 


Fig.  321.  —  Premier  Meter. 

Meter  Company  of  New  York,  is  a  proportional  meter  for  use  on 
large  mains  in  which  the  discharge  is  determined  by  the  actual  meas- 
urement of  the  flow  through  a  by-pass,  this  bearing  a  certain  definite 
relation  to  that  through  the  main.  It  consists  of  two  Venturi  tubes; 
one  of  which  is  inserted  in  the  main  and  the  other  in  the  by-pass, 
which  are  joined  together  at  their  throats,  the  down-stream  cone  of 
the  main  tube  being  common  to  both  tubes.  The  flow  through  the 
by-pass  is  Icept  within  such  Umits  as  to  permit  of  its  measurement  by 
an  ordinary  displacement  meter,  the  Empire  piston  type  meter  being 
generally  used  for  this  purpose.  By  this  simple  arrangement,  the  quan- 
tity of  water  passing  through  a  water  main  at  ordinary  velocities  can 
be  accurately  measured.  The  register  of  the  positive  displacement 
meter  is  of  the  straight  reading  type,  and  is  arranged  to  indicate  the 
dischaige  of  the  main  pipe.  It  should  be  enclosed  in  a  manhole 
chamber  large  enough  to  permit  access  for  inspection. 

The  throats  of  the  main  and  auxiliary  Venturi  tubee  are  made  of 
brass,  and  are  encased  in  a  cast  u-on  chamber,  to  protect  them  from 

*  Eng.  T^euis,  June  15,  1916,  p.  1160;  Engineering  and  Contraeling,  i\\ae2\,  1916, 
p.  555. 

t  Eng.  News,  May  19,  1904,  p.  472;  Eng.  Record,  May  21, 1B04,  p.  662. 
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injury.  The  remainder  of  the  meter,  with  the  exception  of  the  regis- 
tering apparatus,  ia  built  of  cast  iron.  The  main  tube  is  made  with 
flanged,  hub,  or  spigot  enda,  as  may  be  desired.  The  meter  is  equipped 
with  a  gate  on  each  side  of  the  registerir^  device,  to  make  it  possible 
to  remove  and  test  the  latter,  without  interrupting  the  flow  through  the 
main  pipe.  The  registering  apparatus  is  provided  with  a  flah-ecreon 
and  a  hand-hole  for  tho  removal  of  foreign  matter. 

The  operation  of  the  meter  is  based  upon  the  well  established 
principle  that  the  temporary  loss  of  head  at  the  throat  of  Venturi 
tubes  of  similar  design,  but  of  different  sizes,  is  the  same  in  each  for 
any  given  throat  velocity.  It  fallows,  therefore,  that  when  the  same 
temporary  losses  of  head  exist  at  the  throats  of  each  of  two  similar 
tubes  of  this  character,  the  velocity  in  each  main  must  be  the  same, 
and  that  the  flow  through  the  tiibe.s  must  be  in  direct  proportion  to 
their  respective  areas.  In  order  to  overcome  the  slight  friction  of  the 
recording  apparatus,  some  special  features  are  introduced  in  the  meter, 
to  make  the  velocity  in  the  by-pass  somewhat  less  than  in  the  main  pipe. 
This  removes,  also,  the  danger  of  floating  bodies  entering  the  by-pass. 
The  accuracy  of  the  Premier  meter  has  been  prov^  by  many  experi- 
ments* and  service  records  show  that  it  is  maintained  in  long  continued 
usee. 

While  the  establishment  of  the  proportional  flow  through  the  by- 
pass is  controlled  by  the  design  of  the  meter  and  can  be  determined 
by  the  application  of  hydrauUc  laws,  in  order  that  this  may  be  un- 
questionably established,  each  meter  is  invariably  subjected  to  tests 
before  leaving  the  factory,  the  tests  consisting  of  weir  measure- 
ment for  the  larger  meters  and  of  tank  measurement  for  the  smaller 
sizes. 

645.  Siiiy>lex  Water  Meter.  —  The  Simplex  Valve  and  Meter 
Company,  of  Philadelphia,  Pa.,  devised  in  1904,  and  Anally  perfected 
in  1909,  a  roister  which  indicates  the  rate  of  flow,  and  records  the 
quantity  of  discharge,  of  "water  passing  throi^h  a  Venturi  tube,  pipe, 
conduit,  canal,  or  over  a  weir.  The  great  advantage  of  this  device  is 
that  it  will  measure  with  equal  accuracy  flows  varyii^  in  velocity,  from 
as  low  a  rate  as  half  a  foot  per  second  to  the  highest  velocity. 

The  essential  part  of  this  device  consists  of  a  r^pster  (Pig.  322) 
which  has  suitable  pipe  connections  with  a  Venturi  tube,  Pitot  tubes, 
an  orifice,  a  rectangular  or  V  notch  weir.  The  basic  principle  is  a  mer- 
cury vessel  on  which  rests  a  float,  so  shaped  that  its  vertical  position 
is  in  direct  ratio  to  the  flow  of  water  through  the  Venturi  tube,  orifice, 

•  Proc,  Amer.  Water  Works  Assoc.,  1908,  p.  247.  Eng.  Record,  June  18,  1904, 
p.  777;  Eng.  !feto»,  June  16,  1904,  p.  569. 
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FiQ.  322— Simplex  Meter. 

weir,  etc.  The  de^ifrn  of  this  float  involves  a  beautiful  principle  of 
higher  mathematics  and  is  in  every  case  entirely  rational.  In  the  case 
of  the  \'enturi  tube,  orifice,  or  Pitot  tubes,  the  float  is  hollow,  and  the 
equation  of  the  section  of  ita  inner  surface  of  revolution  is: 
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In  the  case  of  the  re<!t,angular  weir: 


"(.4.-) 


In  the  case  of  the  triangular  notch  weir: 


&-) 


(112) 


In  all  of  these  equations, 
X  =  the  abscissa ; 

y  =  the  ordinate  of  the  section  of  the  float; 
a,  b.  and  c  are  constants. 

The  development  of  these  three  equations  constitutes  as  ingenious 
a  work  in  apphed  calculus  to  general  geometry  as  are  those  classical 
curves  of  antiquity  known  as  the  Cissoid,  Conchoid  and  the  Witch 
of  Agnesi. 

It  is  stated  by  the  designer  that  in  every  case  where  the  float  was 
made  strictly  according  to  the  curve  plotted  from  the  equation,  that 
the  actual  practical  results  were  correct  within  the  ordinary  limits  of 
observation.  In  the  case  of  the  Venturi  tubes  and  orifices,  however, 
it  was  found  that  the  flow  was  not  proportional  to  the  square  root 
of  the  Venturi  head  for  low  velocities,  and  therefore  the  float,  mathe- 
matically designed,  was  modified  to  suit  these  varyii^  coefficients 
from  a  throat  velocity  of  4  ft.  per  second  down  to  zero.  Above  4  ft. 
per  second,  however,  the  actual  velocity  curve  follows  the  mathemat- 
ical curve.  By  means  of  this  achievement,  the  necessity  of  cams  and 
other  limiting  and  friction  causing  devices  is  eliminated. 

The  movement  of  the  float  actuates  a  revolving  shaft,  to  which  is 
attached  a  hand  pointing  to  a  fixed  dial  with  uniform  graduations. 
A  pen  is  attached  to  the  shaft  and  moves  in  proportion  to  the  angular 
deflections  thereof.  It  is  in  contact  with  a  rectangular  chart,  which  is 
wrapped  on  a  revolving  cylinder.  A  traction  wheel  is,  also,  attached 
to  the  shaft,  and  is  geared  to  a  train  of  wheels  operating  a  series  of 
small  dials,  similar  to  those  of  other  water  meters.  This  traction  wheel 
passes  over  the  face  of  a  revolving  disc.  This  disc,  and  also  the  cylin- 
der to  which  the  chart  is  attached,  are  operated  by  an  eight-day  marine 
clock. 
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Ki<i.  323.  —  Dptails  of  Venturi  Tube  and  Simplex  Meter  Register. 
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The.  entire  periphery  of  the  traction  wht-el  is  made  up  of  a  series  of 
rollers  which  eliminate  rubbing  friction,  while  in  contact  with  the 
face  of  the  disc.  The  pen  is  capable  of  operating  for  months  with  a 
single  charge  of  ink,  without  blotting,  flooding,  or  failing  to  mark.  A 
delicate  spiral  spring,  whose  tension  is  easily  adjusted,  keeps  the  pen  in 
contact  with  the  chart  (Fig.  323),  which  is  uniformly  graduated,  the 
abscissas  representing  hours  and  the  ordinates  the  rate  of  flow.  The 
area  comprised  between  the  datum  line  and  the  line  described  on  the 
chart  by  the  pen  is  in  direct  ratio  of  the  total  flow.  It  can  readily  be 
measured,  and  by  multiplying  it  hy  the  proper  coefficient,  the  total  dis- 
charge per  24  hours  is  obtained  in  gallons,  cubic  feet,  or  any  other  desired 
unit.  The  planimeter  may,  however,  be  set  so  that  its  reading  corre- 
sponds to  some  multiple  of  ten  times  the  unit  of  the  chart  and  all 
calculations  are  thus  obviated. 

A  glasN  dome,  weighing  less  than  six  pounds  and  resting  on  a  felt 
gasket,  covers  the  rate  of  flow  dial,  chart  recorder  and  total  flow  register 


Fig.  324.  —  Battery  of  Water  Meters. 

and  protects  them  from  dust.  By  this  ariangement  the  whole  mecha- 
nism is  at  all  times  exposed  to  view.  A  neat  metal  c&ver  is  supplied  when 
desired. 

The  Simplex  register  described  above  can,  also,  be  well  used  in  con- 
nection wiCh  a  Venturi  tul«  or  with  Pitot  tube?. 

546.  Tiie  B  ittery  System  of  Water  Meters.  —  Small  flows  of  water 
an'  measured  more  accurately  by  small  water  meters  than  by  large 
ones.  For  this  reason,  greater  accuracy  is  attained  by  usii^  a  bat^ 
tery  of  two  or  more  small  meters  instead  of  a  large  meter  (Fig.  324). 
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In  1910  such  an  arrangement  was  installed  at  Bay  City,  Mich.,  for 
measuring  the  discharge  of  an  S-in.  water  main  by  means  of  two  6-in. 
Lambert  disc  meters.  The  8-in.  main  is  continued  for  a  short  dis- 
tance by  two  6-in,  branch  pipes,  each  provided  with  a  disc  meter,  and 
these  pipes  are  joined  again  to  the  8-in.  main.  A  gate-valve  is  p1ace:l 
on  each  side  of  each  meter. 

The  advant^^  claimed  for  this  arrangement,  known  as  the  battery 
system,  are:  (1)  Great  accuracy  by  the  use  of  small  meters,  which 
can  be  easily  tested  before  leav- 
ing the  factory;  (2)  ease  in 
handUng  and  setting,  the  bulk 
being  divided;  (3)  the  advan- 
tage of  being  able  to  shut  off 
and  repair  either  met«r,  with- 
out stopping  the  supply.  For 
a  10-in.  line,  three  6-in.  disc 
meters  would  be  needed  and  for 
a  12-in.  line,  four  6-in.  disc 
meters  would  be  required. 

The  use  of  a  number  of  meters, 
each  placed  in  a  branch  pipe 
and  provided  with  gates,  in- 
creases the  cost,  and  in  such 
cases  it  is  preferable  to  use  either 
a  Venturi  meter  or  some  good 
type  of  current  meter. 

European  Water  Meters 

647.  The    Deacon   Meter* 

{Fig.  325),  invented  about  1875 

by  George  F.  Deacon,  Borough  p,,,  335.  _  Deacon  \Vm*r  Meter, 

and  Water  Engineer  of  Liver- 
pool, is  placed  directly  in  the  line  of  a  water  mafn,  or  on  a  by-pass,  for 
ascertaining  the  quantity  of  water  flowing  through  the  main.  It  consists 
of  a  cast  iron  body  having  either  flanges  or  hubs  at  its  ends,  for  con- 
necting it  with  the  water  main.  Inside  of  the  meter,  a  conical,  brass 
gauge-tube  is  placed,  with  its  larger  end  at  the  bottom.  A  horizontal 
disc,  having  the  diameter  of  the  smaller  end  of  the  gauge  tube,  is  sus- 
pended in  this  tube.  It  is  attached  to  a  counterweight,  as  described 
below,  and  closes  the  gauge-tube,  when  no  water  is  passing  through 
the  meter.  When  water  flows  through  the  meter  it  forces  the  disc 
*  Manufactured  by  Palatine  Engineering  Co.,  Liverpool,  England. 
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down,  and  passes  throi^h  the  annular  space  between  the  disc  and  the 
gauge-tube.  As  the  flow  increases,  the  disc  is  moved  farther  down  by 
the  water,  and  thus  provides  a  larger  opening  for  the  water  to  escape. 

The  disc  ia  attached  to  a  stem  whinh  is  kept  vertical  by  a  guide 
tube.  A  fine  wire  is  fastened  to  the  upper  end  of  the  stem.  This 
wire  passes  through  a  practically  water-tight  packing-gland  in  the 
upper  part  of  the  body  of  the  meter,  and  ia  then  connected  to  a  car- 
riage, holding  a  metallic  pencil,  which  marks  the  motions  of  the  disc. 
To  the  other  side  of  the  carriage  is  fastened  a  rope  which  passes  over 
a  pulley  and  is  then  attached  to  the  counterweight,  made  just 
heavy  enough  to  draw  the  disc  to  the  top  of  the  gauge-tube,  when 
no  water  is  flowing.  The  movements  of  the  pencil  are  recorded  on 
diagram  paper  placed  on  a  cylindrical  drum,  which  is  revolved  by 
clockwork.  By  changing  the  gears,  the  drum  can  be  made  to  revolve 
once  in  six  hours,  twenty-four  hours  or  seven  days,  as  may  be  desired. 

The  difference  in  pressure  between  the  water  on  the  two  sides  of 
the  disc  is  just  sufheient  to  balance  the  weight  of  the  disc  with  the 
stem  and  the  pencil  carriage,  and  equals  about  six  inches  of  water. 
As  this  difference  remains  constant,  the  flow  through  the  meter  is 
nearly  proportional  to  the  area  of  the  annular  opening  between  the 
disc  and  the  gauge  tube.  The  exact  quantity  of  water  passing  through 
the  meter  for  each  position  of  the  disc  is  determined  empirically,  and 
the  diagram  paper  is  divided  accordin^y  and  graduated  to  read  the 
rat«  of  flow  in  gallons  per  hour. 

As  the  drum  revolves,  the  pencil  records  automatically  the  rate  of 
flow  at  a  given  time  and  the  total  quantity  of  water  flowing  during  a 
given  period  can  be  obtained  by  averaging  the  rates  of  flow  per  hour 
and  multiplying  this  averse  by  the  number  of  hours  in  the  given 
period.  The  total  quantity  of  water  passing  through  the  meter  can, 
also,  be  obtained  by  means  of  an  int^rating  mechanism,  attached  to 
the  meter. 

Deacon  meters  are  manufactured  in  sizes  of  3  to  36  ins.  diameter, 
the  largest  size  having  a  capacity  of  passing  about  16,000,000  gals, 
per  day.  They  have  been  used  extensively  in  Great  Britain  and  to 
some  extent  in  America  in  connection  with  detection  of  waste  of  water. 

548.  Reciprocating  Piston  Meters.  —  The  Kennedy  piston  water 
meter  *  (Fig,  326)  has  long  been  favorably  known,  and  is  used  ex- 
tensively in  Great  Britain  and  on  the  continent.  It  consists  of  a 
vertical  cylinder  of  metal,  in  which  a  piston  of  vulcanite  a  is  moved 
alternately  up  and  down.  By  means  of  a  ring  of  pure  Para  rvhber, 
which  rolls  between  the  body  of  the  piston  and  the  internal  surface 
*  ManuTactured  by  the  Kennedy  Patent  Water  Meter  Co.,  Kilmaogock,  Scotland. 
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of  the  cylinder,  the  piston  is  given  a  practically  water-tight  joint, 
which  causes  scarcely  any  friction.  At  each  end  of  the  cylinder,  an 
India  rubber  seat  b  is  placed,  on  which  the  piston  forma  a  water- 
tight joint,  in  case  it  should  be  forced  by  back  pressure  to  either  end 
of  the   cylinder.     This   prevents 

undue  pressure  being  thrown  on  — 

the  piston  roller. 

The  pi.ston-rod,  after  passing 
through  a  stuffing-box  in  the 
cylinder  cover,  is  attached  to  a 
rack  c,  which  gears  into  a  pinion, 
fixed  on  the  shaft.  This  shaft  is 
turned,  alternately,  in  opposite 
directions  by  the  upward  and 
the  downward  stroke  of  the 
piston.  The  rack  is  kept  in  gear 
and  guided  in  a  vertical  line  by 
an  anti-friction  roller,  which  ia 
carried  by  a  stud  proiecting 
from  one  of  the  shaft-bearing 
brackets. 

The  water  is  directed  through 
suitable  water  passages  h,  alter- 
nately, above  and  below  the  piston 
by  the  cock-key  d,  placed  in  the 
same  axial  Hne  on  the  shaft,  and 
is  fitted  with  a  duplex  lever 
which  is  actuated  by  a  weighed 
lever  e,  carried  loosely  on  the 
shaft,  and  caused  to  fall,  alter- 
nately, on  each  arm  of  the  duplex 
lever.  After  reversing  the  cock, 
the  weighted  lever  falls  on  a 
buffer,  faced  with  India  rubber, 
which,    yielding    before    it    and 

traveling    in     the     same     curve,        Fw.  326.  —  Kennedy  Water  Meter, 
gradually  brings  it  to  rest. 

The  reciprocating  motion  of  the  pinion  shaft  is  converted  into  a 
circular  motion  in  one  direction  by  means  of  a  ratchet,  which  is 
interposed  between  the  pinion  and  the  registering  gear,  and 
arranged  to  indicate  the  quantity  of  water  that  passes  through  the 
meters. 
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649.  The  Frager  piston  meter  is  shown  in  Fig.  327.  It  consists  of 
two  vertical  cylinders  G  and  of  a  top  piece  in  which  the  water  passages 
are  placed,  through  which  the  water  flows  into  each  cylinder,  alter- 
nately, above  and  below  a  water-tight  piston  K  which  is  moved  by 
the  water  pressure  up  and  down  in  the  cylinder.  By  means  of  the 
piston-rod  k,  the  motion  of  each  piston  is  transmitted  to  a  vertical 


Fio.  327.  —  Frarer  Water  Meter. 

slide-valve  ,S,  which  regulates  the  flow  into  the  adjoining  cylinder. 
As  the  motion  of  the  piston  is  greater  than  that  of  its  shde-valve, 
the  piston-rod  is  placed  in  a  tube  attached  to  the  piston,  in  which  it 
remains  idle,  except  near  the  end  of  the  stroke  of  the  piston,  when 
it  is  shoved  up  or  drawn  down  by  the  ends  of  the  tube,  as  the  case 
may  be.  The  reciprocating  motion  of  one  of  the  piston-rods  is  trans- 
mitted by  a  suitable  arrangement  of  a  ratchet  and  gear  wheels  to  the 
train  of  the  register  L,  which  is  placed  near  the  top  of  one  of  the 
cylinders. 

This  type  of  meter  is  used  extensively  in  Paris,  France.  In  1909 
more  than  30,000  of  these  meters  were  in  service  in  that  city  and, 
also,  about  45,000  of  an  earlier  type  of  this  meter  in  which  the  cylin- 
ders were  placed  horizontally. 
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660.  The  Frost-Tavenet  wcUer  meter  *  (Fig.  328)  has  one  vertical 
cylinder,  in  which  a  piston  having  a  leather  packing  moves  up  and 
down.  The  meter  consists  of  three  parts.  The  double-acting  pis- 
ton K  moves  in  the  bottom  part  U;  the  middle  part  M  contains  the 
slide-valve,  water  passages,  etc.,  by  means  of  which  the  up  and  down 
motion  of  the  piston  is  controlled;  and  the  top  part  0  forms  the 
cover  of  the  meter.    The  wat«r  is  admitted,  alternately,  below  and 


Fia.  328.  —  Frost-Tavenet  Water  Meter. 

above  the  piston,  by  the  shifting  of  the  horizontal  slide-valve  F, 
which  is  actuated  by  a  small,  auxiliary  piston  H.  This  piston  itself 
is  moved  by  a  vertical  slide-valve  having  a  cam  JV  on  its  back.  The 
slide-valve  is  moved  up  and  down  by  the  projections  aa  on  the  rod 
K  of  the  main  piston.  Two  other  projections  Kn,  attached  to  the 
rod  of  the  main  piston,  move  the  lever  A  forwards  and  backwards. 
This  lever  moves  the  pawl  of  a  ratchet-wheel  and  thus  changes  the 
reciprocating  motion  of  the  piston  into  a  circular  motion  which  is 
communicated  to  the  train  of  the  register  L.  The  inlet  and  outlet 
of  the  water  are,  respectively,  on  the  front  and  back  of  the  middle 
piece  M  of  the  meter. 

•  MiinuTacturtxl  by  Michel  &  Company. 
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661.  Current  Meters.  —  The  Everett  turbine  water  meter  (Fig. 
329).  The  water  flows  through  the  meter  in  the  direction  indicated 
by  the  arrows  and  moves  the  cylindrical  drum  C,  in  whose  outer 
surface  spiral  grooves  are  cut,  as  in  axial  turbines.  On  the  spindle 
of  this  drum  there  is  a  worm-gear  which  communicates  the  motion 
through  a  train  of  gear-wheels  to  the  register. 

662.  The  Michel  turbine  water  meter  (Fig.  330)  is  made  by  the 
Compagnie  Michel  of  France.     After  passing  through  a  screen,  the 


Fig.  329.  —  Everett  Water  Meter. 

water  fiows  through  the  guide  wheel  b  to  the  runner  a  which  is  made 
of  hard  rubber.  After  leaving  this  wheel,  the  water  flows  out  in  an 
axial  direction.  The  motion  of  the  wheel  is  transmitted  by  a  worm- 
gear  to  the  wheel-train  of  the  register. 

663.  The  Andrae  wing-wheel  water  meter  (Fig.  331)  has  an  equal 
number  of  symmetrical  tangential  inlet-  and  outlet-ports,  by  means 
of  which  the  water  is  admitted  and  discharged  uniformly  over  the 
whole  wheel.  The  motion  of  the  wheel  is  communicated  by  a  train 
of  gears  to  the  register. 

The  outlet-ports  are  placed  opposite  the  inlet-ports,  but  at  a  higher 
level.  The  ports  are  bored  in  a  housing  in  which  the  wheel  is  placed. 
They  all  have  the  same  diameter,  and  are  on  the  same  tangential 
angle,  but  that  of  the  outlet^ports  is  in  the  opposite  direction  of  the 
angle  of  the  inlet-ports.     The  symmetrical  arrangement  of  the  porta 
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prevents  all  one-aided  reaction  of  the  wheel,  in  whatever  direction 
the  water  flows.  In  case  of  back  presaure,  the  porta  change  their 
functions,  the  outlet-ports  becoming  the  inlet-ports,  and  vice  versa. 
la  this  case,  the  register  is,  also,  worked  backwards,  the  quantity  of 
water  flowing  from  a  house  being  thus  deducted  from  the  total  quan- 
tity that  had  been  previously  recorded  as  being  delivered. 


Pio.  331.  — Andrae  Water  Meter  (with  Wet  Regiater). 

For  smalt  meters  up  to  40  mm.  in  diameter  (about  li  ins,),  the 
casing  is  made  of  bronze;  but  for  larger  meters  good  cast  iron,  suit- 
ably protected  against  corrosion,  is  used.  The  gearing  of  the  register 
is  made  either  wel  or  dry,  as  desired. 

This  meter,  which  is  the  first  one  in  which  the  register  was  arranged 
to  work  forwards  or  backwards,  was  first  introduced  in  1896.  It  is 
very  accurate  and  is  largely  used  in  Germany. 

S64.  The  Von  Sckinzel  water  meter  {Fig.  332)  is  manufactured  in 
Vienna  and  is  used  extensively  in  Austria.  It  is  made  largely  of  hard 
rubber,  which  is  used  for  the  register  case,  the  sides  and  bottom  of 
the  measuring  chamber  of  the  wheel,  and  the  gear-wheels.  The 
pinions,  the  spindles,  and  the  wheels  are  made  of  delta  metal.* 

*  This  compoeitioQ  is  made  of  copper  and  line,  with  about  three  per  cent  of  iron. 
It  shines  like  gold,  is  as  hard  aa  steel,  and  does  not  rust  nor  become  coated  with  verdigris. 
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The  covering  of  the  iiiciisuriiig  cliaiubci  has  radiuting  ribs,  which 
prevent  all  eddies.  The  meter  has  no  regulating  device.  For  water 
carrying  deposits,  the  meter  is  provided  with  a  sand-pot  at  the  bot- 
tom. 

The  meter  shown  in  Fig.  332  has  a  dry  register,  but  thb  meter  is, 
also,  made  with  a  wet  register.  In  the  latter  case  the  measurii^ 
chamber  is  made  of  hard  rubber,  and  the  casing  of  the  register  of 
tinned  bronze. 

666.  Siemens  A  Halske  Water  Meters.  —  The  firm  of  Siemens  & 
Halske,  of  Berlin,  Prussia,  has  been  engaged  in  the  manufacture  of 
water  meters  since  1858,  and  has  developed  a  number  of  types  of 
these  devices.  The  earlier  meters,  made  by  this  firm,  were  made 
with  dry  registers,  but  the  later  models  have  all  wet  registers. 


Fig.  332.  —  Schinsel  Water  Meter.  Flo.  333.  —  Siemens-Hokke  Water  Meter. 


Fig.  333  shows  a  current  meter  made  by  the  above-mentioned 
firm,  according  to  one  of  its  models.  The  water  enters  at  the  bot- 
tom of  the  meter,  and  it  passes  through  a  horizontal  strainer 
depositing  all  solid  matter  in  a  sedimentation  box,  without  clogging 
the  strainer.  The  water  then  flows  through  a  number  of  equally 
distributed  tangential  ports  into  the  measuring  chamber,  where  it 
turns  the  runner,  which  is  a  wheel  having  straight  blades. 

The  spindle  of  this  runner  rests  on  an  agate  bearing.  Above  the 
runner  there  are  baffle-plates,  which  revolve  on  horizontal  axes. 
They  serve  to  check  the  rotation  of  the  runner,  when  the  water 
supply  is  shut  off,  and,  also,  to  regulate  the  meter.  This  regulation 
does  not  reduce  the  capacity  of  the  meter. 

666.  Siemens  and  Halake'a  Compound  Water  Meiers.  —  In  this  meter 
large  flows  pass  through  the  main  pipe,  and  are  measured  by  a  current 
meter,  placed  in  this  pipe,  while  small  flows  are  turned  into  a  by- 
pass, which  is  provided  with  a  meter  capable  of  measuring  small 
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quaatities  of  water.  By  adding  the  readings  of  the  two  meters,  the 
total  quantity  of  the  water  flowing  through  the  pipe,  in  a  given  time, 
is  obtained. 

In  the  American  compound  water  meters  (p.  528),  the  change  of 
flow  from  the  main  pipe  to  the  by-pass,  and  vice  versa,  is  effected  by 
ao  automatic  valve,  which  closes  quickly,  when  the  flow  has  been 
reduced  to  a  certain  quantity.     If  this  valve  does  not  open  wide 
enough,  at  the  proper  time,  or  should  open  and  close  a  number  of 
times,  when  the  pressures  on  it  are  in  equilibrium,  a  certain  quan- 
tity of  water,  too  small  to  be  measured 
by  the  main  meter,  might  flow  through 
the    pipe,   without  being   registered. 
Siemens  and  Halske  have  avoided  this 
difficulty  in  their  compound  meter  by 
using  two  automatic  valves,  one  placed 
in  the  main  pipe  and  the  other  in  the 
by-pass.     By  a  suitable  arrangement, 
one  of  these  valves  is  always  closed, 
when  the  other  is  open,  and  thus  the 
whole  flow  must  either  pass  through 
the  main  pipe  or  through  the  by-paas. 
In  order  to  make  the  automatic  valves 

open  and  close  quickly,  the  weight  of  Fio.334.~WoltmannCurTentMetfir. 
each  valve  is  lai^ely  reduced ,  as  it  starts 

to  open,  and  correspondingly  increased  as  it  is  about  to  close.  This 
makes  the  valves  very  sensitive  and  insures  a  quick  opening  and  closing.  * 

867.  WoUmann  Water  Meter. — The  application  of  the  Woltmann 
current  meter  to  a  water  meter  was  first  made  by  A.  Thiem,  of  Leipzig, 
Germany,  in  1897,  in  connection  with  the  water  works  of  Naunhof, 
Germany,  where  large  quantities  of  water  had  to  be  measured  with  a 
minimum  loss  of  pressure,  f  This  meter  was  manufactured  by  H. 
Memecke,  of  Breslau,  Prussia,  now  a  stock  company  under  the  name 
of  "  Die  Breslauer  Metallgiesserei,"  and  an  extensive  scries  of  tests 
of  different  sizes  of  this  meter  were  made  by  Heir  Rother,  of  Leipzig, 
Germany.! 

Figure  334  shows  a  Woltmann  water  meter.  It  consists  of  a  piece 
of  flanged  pipe,  which  is  made  of  bronze  for  the  smaller  sizes  of  meters, 

•  For  a  full  description  <A  these  valves  see  Otto  Lueger,  "Die  WaBBerversoipmg 
der  Stfidte,"  Band  2,  S.  415,  Leipug,  1B08. 

t  A.  Thiem,  "Der  Woltmann  FlQgel  als  Waesermesser,"  Journal  fOr  GaHbe- 
Iciichtuog  und  WasaerverBorfiiung,  1898,  S.  260. 

t  Rother,  "Ueber  Fortschritte  in  der  Vervendui^  Woltmannscher  FIOkpI  iut 
WMsermessung,"    Journal  ttir  Gasbeleuchtung  und  WasBervereorgung,  1900,  S.  725. 
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and  of  cast  iron  for  the  larger  sizes.  One  of  the  well-known  Wolt- 
mann  current  meters  is  placed  in  the  center  of  this  pipe,  the  journals 
of  its  spindle  being  supported  by  suitable  frames,  A  worm  on  this 
spindle  transmits  the  motion  of  the  wheel  to  an  intermediate  gear, 
placed  on  top  of  the  pipe,  and  this,  in  turn,  moves  the  wheel  train  of 
the  register,  which  ii  kept  dry,  and  is  separated  from  the  interme- 
diate gear  by  proper  packing.  The  wheel  itself,  with  the  exception 
of  its  metal  spindle,  is  made  of  celluloid  and  is  hollow.  Its  specific 
gravity  is  practically  the  same  as  that  of  water,  and  the  shape  of  the 
wheel  is  such  that  the  number  of  revolutions  it  makes  corresponds 
almost  exactly  to  the  quantity  of  water  flowing  through  the  pipe. 
This  relation  is  given  mathematically  by  the  formula: 

Q  =  hXaXr  =  cubic  feet  per  second,  (113) 

where 

A  ==  pitch  of  screw; 

a  —  area  of  pipe  in  square  feet,  less  the  area  of  a  cross-section  of 
the  wheel; 

r  =  revolutions  per  second. 

One  of  the  advantages  of  this  type  of  water  meter  is  its  extreme 
sensitiveness,  which  enables  it  to  record  very  small  flows  of  water. 
Its  superiority,  in  this  respect,  over  an  ordinary  current  meter  is 
shown  by  the  following  comparison  of  these  meters  given  by  Lueger, 
in  "  Die  Wasserveraorgung  Der  Stadte,"  Band  2,  S.  417,  Leipzig. 


COMPARISON 

OF  WATER  METERS 

Typ.ol«l«n»W. 

Liun  per  Meoad 

Woltmann* 

100 

250 

500-600 

500-600 

0.75 

jirn  aim  w  Che  Msini 


From  the  above  table  it  appears  that  a  Woltmann  water  meter  of 
100  mm.  (3.67  ins.)  diameter  passed  the  same  quantity  of  water  as 
an  ordinary  current  mister  of  250  mm.  (9.14  ins.)  and  showed  much 
greater  accuracy  in  registering  both  small  and  large  flows.  The 
former  meter  ia  much  cheaper  than  the  latter.  These  advantages 
are  also  found  in  the  larger  sizes  of  the  Woltmann  water  meter. 

Strainers  and  fish-traps  or  sediment  boxes  are  not  generally  needed 
for  these  meters,  as  any  ordinary  amount  of  sediment,  etc.,  can  pass 
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through  the  meter  without  causing  damage.  When  these  metei.^ 
are  used  for  measuring  water  carrying  a  large  quantity  of  foreign 
matter  —  such  as  that  coming  from  newly  driven  wells,  etc.  —  the 
work  attached  to  the  main  spindle  of  the  meter,  and  the  gear-wheel 
it  drives,  are  protected  by  a  proper  box. 

The  Woltmann  meter  cannot  be  used  to  advantage  for  smaller 
diameters  than  50  mm.  (1.83  ins.).  It  is  manufactured  in  various 
.■fizes  from  50  to  500  mm.  (1.83  to  18.3  ins.)  in  diameter,  the  weights 
of  these  two  extreme  sizes  being  respectively  7.5  and  200  kil<^rams 
(16.53  to  441  lbs.). 

This  meter  is  well  adapted  for  measuring  large  quantities  of  water 
going  to  diiferent  districts  of  a  water  supply  system,  to  large  fac- 
tories, etc.,  and,  also,  for  testing  the  capacity  of  pumps.  It  can  be 
made  either  of  the  same  diameters  of  the  main  in  which  it  is  to  be 
placed,  or  it  can  be  given  a  smaller  diameter,  and  form  the  throat  of 
a  Venturi  meter.  With  this  arrangement  there  should  be  a  straight 
piece  of  pipe,  about  1.5  to  3.5  ft.  long,  back  of  the  meter,  and  a  similar 


Fia.  335. 

piece  of  pipe,  about  10  to  20  ft.  long,  in  front  of  the  meter,  in  order  to 
insure  as  regular  a  flow  at  the  meter  as  possible. 

Experiments  have  shown  that  this  type  of  the  meter  can  be  placed, 
also,  in  a  vertical  pipe-line,  without  impairing  appreciably  its  accuracy. 

By  means  of  an  electrical  contact,  made  in  its  register,  the  Wolt- 
mann meter  can  be  made  to  record,  on  graduated  paper,  mounted 
cji  a  drum,  the  variations  in  the  quantity  of  water  flowing  through  a 
water  main,  and  the  total  quantity  per  day.  The  drum  is  made  by 
clockwork  to  revolve  uniformly  once  in  twenty-four  houi-a.  The  hori- 
zontal lines  on  the  paper  denote  the  rates  of  flow,  while  the  vertical 
lines  mark  the  different  hours. 

For  larger  mains,  having  a  diameter  of  more  than  8  ins.,  the  flow 
may  be  measured  accurately  by  passing  the  water  through  two 
smaller  pipes,  each  provided  with  a  meter.  Further  on  these  pipes 
arc  joined  again  (Fig,  335).  By  this  arrangement,  a  greater  sensi- 
tiveness for  small  flows  can  be  obtained  than  would  be  secured  by 
using  one  large  meter.  Gate-valves  should  be  placed  on  each  side  of 
the  met«rs,  and,  also,  a  fish-trap  (sediment  box)  on  the  up-stream  side. 
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668.  Meter  Boxes.  —  Water  meters  are   usually  placed  in.  the 
basements  of  buildings,  but  occasionally  they  are  set  outside  of  a 
building,  and  protected  by  a  suitable  box.    There  are  some  advan- 
tages in  adopting  the  tatter  plan.     It  makes  the  meters  always  acces- 
sible to  the  officials  of  the  water  works,  and  prevents  tampering  with 
them.     It  also   protects  the   meters  from   injury  when   fires   occur. 
Meters  placed  in  ordinary  cellars  are  apt  to  freeze  in  very  cold  weather. 
This  does  not  occur  when  the 
meter  is  placed  in  a  good  box 
outside  of  the  building. 

The  Ford  Meter  Box  Corn- 
party,  of  Wabash,  Ind.,  manu- 
facture the  meter  box,  shown 
in  Fig,  336,  which  is  provided 
in  cold  latitudes  with  a  double 
cover.  It  is  known  as  the 
Wabash  box.  The  meter  is 
attached  to  the  water  pipe 
without  any  threaded  fittings, 
the  joint  between  the  meter 
spuds  and  the  inlet  and  outlet 
fittings  being  made  by  com- 
pression, A  patented  yoke 
servos  to  hold  the  meter  se- 
curely in  position,  and  can  be 
removed  in  one  minute's  time. 
Fig.  S36.  —  Ford  Meter  Box.  without  the  use  of  tools.     This 

box  protects  the  meter  pipes 
and  fittings  securely  against  freezing,  fire,  and  tampering.  The  lid  can 
be  removed  by  turning  a  special  bolt  provided  with  a  pentagonal  head. 
The  Clark  Meter  Box,  manufactured  by  the  H.  W.  Clark  Company 
of  Mattoo,  111,,  is  shown  in  Fig.  337.  On  account  of  its  roomy  con- 
struction, all  sorts  of  necet^sary  appliances  can  be  installed  in  this 
box,  and  the  lai^e  volume  of  air  about  the  meter  gives  perfect  pro- 
tection against  frost.  This  object  is  also  assisted  by  the  small  area 
of  cover  exposed  to  the  air.  These  boxes  are  made  in  over  a  hundred 
different  types,  to  fit  all  climatic  conditions. 

The  Jersey  Meter  Box  '  (Fig.  338)  consists  of  a  cast  iron  top  which 
is  set  on  a  concrete  or  tile  housing  in  which  the  meter  is  placed. 
It  is  provided  with  a  locking  device  consisting  of  a  lever  which  en- 
gages beneath  a  horizontal  lug.      When  released,  it  rides  up  on  an 
•  Manufactured  by  the  S.  E.  T.  Valve  and  Hydrant  Co.,  New  York. 
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inclined  plane  or  lug  which  helps  to  push  out  the  cover  against  frost 


669.   Testing   Water    Meters.  —  In   selecting   water   meters,    the 
different  types  of  metera  should  be  compared  as  regards  sensitiveness, 


Fia.  337.  —  aark  Meter  Box. 

accuracy  of  registration,  loss  of  pressure  between  the  inlet  and  outlet, 
and  endurance.  The  simplicity  of  construction  and  facility  of  making 
repairs  should,  also,  be  considered. 

In  testing  fourteen  different  types  of  meters,  J.  W.  Hill,  M.  Am. 
Roc.  C.  E.,  found  that  several  of  the  |-in.  meters  would  register  a  flow 
of  10  to  12  gala,  per  hour  with  less  than  10  per  cent  error.  *  For  a  flow 
of  10  gals,  per  minute  the  loss  of  pressure  was  6  to  8  lbs.  per  square 
inch  in  disc  meters,  and  7  to  13  lbs.  in  piston  meters.     For  a  flow  of 

•  Trans,  Am.  .So«.  C.  E.,  1899,  XLI,  p.  325. 
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5  gals,  per  minute  these  losses  of  pressure  were  reduced  respectively 

to  2  to  2^  and  2  to  3  lbs. 
J.  Waldo  Smith,  M.  Am.  Soc.  C.  E.,  obtained,  in  testing  seven 

2-in.  meters,  a  registration  of  95  per  cent  of  the  flow  with  rates  of 
3  to  24  gals,  per  hour.*  These  experi- 
ments showed,  also,  that  after  deliver- 
ing quantities  of  water  corresponding  to 
a  service  of  35  to  45  years,  the  best 
meters  had  lost  little  of  their  sensitive- 
ness or  accuracy  of  registration.  The  loss 
of  pressure  in  the  f-in,  meters  ^tested 
by  Mr.  Smith  varied  from  3  to  12  lbs. 
per  square  inch  for  a  rate  of  flow  of  10 

gals,  per  minute.      For  a  flow  of  5  gals. 
Fifl.  338.-^e  Jeraey  Meter    ^^  ^^^^^  ^j^^  ,^  ^j  ^^  ^^^  ^^^ 

1  to  3  lbs. 

Otto  Poetsch  tested  in  1911  in  Milwaukee,  Wis.,  a  large  number 
of  house  meters,  averaging  about  }  in.  in  size.t  He  found  the 
average  slip  for  3431  piston  meters  to  be  3.15  per  cent,  and 
the  average  for  1955  disc  meters  to  be  0.6  per  cent.  The  piston 
meters  had  been  in  service  from  15  to  23  years,  prior  to  the  tests 
lieing  made,  while  the  disc  meter  had  been  in  use  for  about  10 
years. 

Tests  made  by  J.  A.  Cole  in  Des  Moines,  Iowa,  on  1064  meters, 
which  had  been  in  service  for  1  to  15  years,  showed  a  loss  of  only 
H  P^r  cent  in  accuracy  of  registration.  X 

In  tests  of  water  meters  made  in  East  Orange,  N.  J.,  in  1908  and 
1909,  two  |-in.  Trident  disc  meters  and  two  f-in.  Empire  meters  ran 
constantly  under  full  pressure  for  10^  months,  without  failure  or 
loss  in  accuracy  of  registration.  The  quantities  of  water  discharged 
by  the  meters  were  equivalen  to  what  would  be  used  by  a  family  of 
5  persons  in  about  95  years.  § 

All  water  meters  should  be  carefully  tested  before  being  installed, 
and  a  card  index  should  be  kept  giving  the  history  of  each  meter, 
and  the  results  of  tests  made.  After  being  in  service  for  a  certain 
number  of  years,  or  after  having  passed  a  quantity  of  water  exceeding 
the  average  consumption  equivalent  to  such  a  number  of  years' 
service,  a  meter  should  be  retested.     The  minimum  frequency  with 

■  Tnms.  Am.  Soc.  C.  E.,  1899,  XLI,  p.  359. 

t  Eng.  Record,  Jan.  13,  1912,  p.  31. 

t  Technology  Quarterly,  June,  1907. 

i  Report  of  B<Hid  <rf  Water  CommiasionerB  of  East  Orange,  N.  J.,  1909. 
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which  Buch  periodical  tests  should  be  made,  as  regards  either  the 
years  of  service,  or  the  quantities  of  water  discharged,  is  given  in  the 
following  table : 

TABLE  LXVIII.  —  PERIODICAL  TESTS  OF  WATER  METERS 


^'"'"-^^JS^SSSS"^"^ 

a»otnH*tii.i>.*. 

v«.^_,™ 

200,000 

6. 

200,000 

6 

300,000 

5 

1 

400,000 

4 

u 

1,000,000 

3 

2 

1,000,000 

3 

2,000,000 

2 

4 

6  or  iargpT 

In  testing  meters,  care  must  be  taken  to  distinguish  errors  due  to 
faulty  testing  apparatus  from  those  due  to  the  meter  itself.  For 
volumetric  tests,  the  tank  that  receives  the  water  dischai^ed  by  the 
meter  should  be  accurately  calibrated.  If  the  water  in  the  tank  is 
to  be  weighed,  the  tester  must  make  sure  that  the  scales  are  correct 
and  sensitive  within  a  pound.  In  weighing  one  cubic  foot  of  water, 
an  error  of  one-half  pound  would  cause  an  error  of  nearly  1  per  cent 
in  the  results. 

If  possible,  enough  water  should  be  dischai^ed  through  the  meter 
to  make  the  hand  of  the  test  dial  make  one  or  more  complete  revo- 
lutions, so  03  to  eliminate  inaccuracies  in  the  subdivisions  of  the 
dial,  which  sometimes  exist,  and  may  introduce  an  error  as  high  as 
20  per  cent  in  the  registration. 

The  temperature  of  the  water  must  be  considered  in  testing  hot 
water  meters,  but  may  be  neglected  when  only  cold  water  is  passed 
through  the  meter. 

If  a  meter  does  not  register  correctly,  the  error  may  be  due  to 
two  causes:  faulty  construction  of  the  meter,  or  improper  gear  re- 
duction. In  all  types  of  positive  displacement  meters,  there  is  a 
certain  amount  of  piston  clearance.  Although  this  clearance  is  usu- 
ally only  about  0.002  in.,  it  will  permit,  even  in  small  size  meters,  a 
rate  of  flow  of  about  100  gals,  per  day  to  pass  through  the  meter 
without  moving  the  piston.  If  the  flow  of  water  is  just  sufBcJent  to 
move  the  piston,  about  80  per  cent  of  the  flow  may  leak  past  the  piston. 
As  the  rate  of  flow  increases,  the  leak^e  becomes  less  until  a  flow  is 
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reached  at  which  the  leakage  is  a  minimum.  If  the  flow  becomes 
still  greater,  the  leakage  will  increase  slightly  again,  until  the  capacity 
of  the  meter  is  reached. 

On  account  of  this  variable  piston  leakage  for  different  rates  of 
flow,  it  is  evidently  impossible  to  put  in  a  meter  spur-gearing  which 
will  transmit  to  the  roister  gear-train  correct  indications  for  all  rates 
of  flow.  The  spur^earing  must,  therefore,  be  selected  to  give  the 
desired  accuracy  of  registration  at  average  rates  of  flow. 

Fig.  339  shows  an  average  accuracy  curve  for  new  j-in.  disc  meters- 
According  to  this  curve,  meters  of  this  size  and  type  will  register 


y^Ay^mge  Mccuracy  Q/irehr/^i^f'i^scfM^ 

,c'--- 

■    do/ac^rffC 

ye  erfi^r/MerAei  been  h 

■ierr/ceomml>eri^yeari 

, 

s> 

^1 

■^ 

^ 

*'■ 

fTow  ffirough  Mtffr  m  Cubic  Feef  per  Minufs 
Flo.  339.  —  Average  Accuracy  Curves  for  a  New  l-isch  Disc  Meter. 

within  98-102  per  cent  of. the  total  amount  of  water  passing  through 
them,  for  flows  varying  from  about  0.07-2.5  cu.  ft.  per  minute. 

After  one  or  two  years  service,  the  registration  will  increase,  in  most 
cases,  from  one  to  two  per  cent,  as  fine  particles  of  suspended  matter 
in  the  water  settle  upon  the  disc  and  disc  chamber,  thus  reducing 
the  amount  of  piston  clearance  and  causing  the  piston  to  make  a 
greater  number  of  revolutions  per  unit  quantity  discharged.  After 
four  or  five  years  of  ordinary  service,  wear  of  the  moving  members 
will  begin  to  have  an  effect  upon  the  accuracy  of  the  registration, 
in  the  manner  indicated  by  the  lower  curve  in  Fig.  339. 

When  a  meter  fails  to  pass  the  desired  test,  the  cause  may  be 
due  simply  to  faulty  spur-gcaring,  and  by  changing  the  spur  reduction, 
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the  meter  may  be  made  to  pass  the  required  test.  For  this  reason  a 
water  company  should  always  keep  on  hand  a  number  of  changes  of 
spur-gearing  for  the  different  types  of  meters  which  it  installs. 

The  toss  of  pressure  varies  greatly  in  different  makes  of  meters. 
At  flows  equal  to  their  nominal  capacities,  f-in.  disc  meters,  made 
by  different  manufacturers,  lose  about  8  to  30  lbs.  pressure  per  square 
inch.  In  general,  the  pressure  loss  in  any  meter  should  not  be  much 
greater  than  15  lbs.  per  square  inch  with  a  flow  corresponding  to 
the  nominal  capacity  of  the  meter. 

The  practical  testa  required  in  different  water  works  as  regards  accu- 
racy of  registration  vary  somewhat.  In  the  following  table  we  give  the 
standard  tests  for  water  meters  required  by  the  Department  of  Water 
Works,  Gas  and  Electricity  of  the  city  of  New  York. 


TABLE  LXIX.- TESTS 

OF  WATER  METERS  REQUIRED  BY  THE 

CITY  OF  NEW 

YORK 

P«e« 

nquimdi 

tbemMw 

Di™. 

HotWBtW 

iaiDK. 

c^Tii. 

nmeun 

Cunan 

msten 

New 

New 

«-     A 

ind 

repaired 

tewlfwl 

1 

A 

1 
1 

98-102 

95 

ss" 

M 

98-102 

98-102   ■ 

) 

f 

1 
1 

1 

98-102 

96 

"ss" 

'85' 

'sd" 

1 

1 

10 

1 

1 

98-102 

98-102 

9»-102 
95 

98-102 

"85" 

IS-1 
RS' 

e  95-105 

"sb" 

1 

10 

98-102 

98-102 

98-102 

■(-1 

2  95-105 

1! 

1 

1 

1 

1 

10 

98-102 

95 

98^102 

'95^105 

95^165 
95-105 

H 

10 

98-102 

98-102 

98-102 

98^162 

95-105 

■' 

! 

1 

1 

98-102 

95 

98^162 

9&^i65 

95^165 

10 

3 

1 

1 

98-102 

95 

10 

98-102 

95-105 

95-105 

1 

98-102 

98-102 

■A 

100 

98-102 

98-102 

98-102 

98-102 

95-105 

4 

4 

10 

98-102 

95-105 

98-102 

95-105 

100 

98-102 

98-102 

98-102 

98-102 

95-105 

4 

100 

fiS-102 

98-102 

98-102 

98-102 

95-105 

6 

1, 

10 

98-102 

95-ia5 

98-lOSf 

95-105 

? 

100 

98-102 

98-102 

98-102 

98-102 

95-106 

6 

100 

9»-102 

98-102 

98-102 

98-102 

95-105 

Noti.  —  Tba  water  pnaure  at  tha  diffarent  metar  lastiac  Maliou  roriaa  from  about  iS  to  U  lba>  par 
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In  the  city  of  Cleveland,  Ohio,  where  great  attention  has  been  given 
to  the  subject  of  water  meters,  the  following  accuracy  of  registration 
is  required: 


8^„.™^,i-. 

DiuiwUr  of  orilin 

Rale  o(  flow  iipproi,.  cu,  fi. 

1 

1 

0.111     '/ 

0,042     ;■■ 

98-101 

98 
90 

^ 

Y"' 

9 

1.25  or  over 

o.in 

0.042 

98-101 
99 
98 
85 

1)  and  2 

1    and  2 
it 

14  and  25 
1.25  or  over 
0.312 
0-111 

98-101 

99 
98 
97 

3 

3 

40 
1,25  or  over 
0.312 
O.IU 

98-101 
99 
97 
09 

4 

4 

2  or  over 

i 

SO 

98-101 

1.25 
0.312 

95 
80 

6 

6 

2  or  over 

1 

1.40 

98-101 

1.25 
0-312 

95 
70 

In  Rochester,  N.  Y.,  |-in.  rate  meters  are  required  to  register 
between  99  and  101  per  cent  of  the  quantities  discharged,  when 
working  under  a  static  pressure  of  50  lbs.  per  square  inch,  both  for 
full  discharge  and  a  flow  through  a  J-in.  orifice. 

For  a  flow  of  0.02  cu.  ft.  per  minute,  the  meters  must  register  within 
98  to  102  per  cent  of  the  correct  dlschat^e. 

Special  machines  are  made  for  testing  water  meters.  Some  of  these 
meter  teaUtrs  are  described  below. 

Meters  tan  also  be  tested  on  the  premises  by  means  of  a  test  meU^r 
which  is  connected  to  the  meter  whose  accuracy  of  registration  is  to 
l>e  ascertained.  In  such  tests  the  same  quantity  of  water  is  passed 
through  the  two  meters  and  the  quantities  of  flow  indicated  by  their 
i-egLsters  are  compared.  An  apparatus  for  testing  meters  in  this  man- 
ner ia  described  on  page  566. 
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660.  A  water  meter  tester,  manufactured  by  the  H.  Mueller  Manu- 
Facturing  Company,  of  Decatur,  III,,  is  shown  in  Fig.  340.  It  consists 
of  an  iron  base,  suitably  mounted.  The  meter  to  be  tested  is  placed 
on  the  adjustable  meter-rest  with  the  outlet  toward  the  tank.  Reduc- 
ing bushingB  are  provided  so  that  any  size  of  meter  up  to  two  inches 


can  be  accommodated.  On  the  table  is  also  mounted  the  head-block 
which  brings  the  inlet-pipe  into  [H)sition  and  the  flow  is  controlled  by 
the  inlet^valve.  Upon  the  table  is  also  mounted  the  spindle-bracket 
provided  with  the  spindle-wheel,  which  adjusts  the  spindle  to  the 
meter.  The  outlet-pipe  is  taken  from  the  spindle-bracket  and  dis- 
chai^s  into  the  tank.     In  order  that  the  meter  may  be  tested  conven- 
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iently  with  various  flows,  the  outlet-pipe  is  provided  with  a  revolving 
disk  muItipIe-cock,  which  controls  the  size  of  the  stream  passing 
through  the  meter  and  may  be  regulated  from  one-thirty-second  of  an 
inch  to  two  inches  in  size.  The  receiving  tank  is  provided  with  an 
outlet,  so  that,  when  the  test  is  completed,  the  water  may  be  readily 
drained.  This  receiving  tank  rests  on  scales  which  are  of  standard 
design,  equipped  ordinarily  for  this  work  with  a  special  double-bar 


Fio.  342.  —  Trident  Meter  Tester. 

scale-beam,  graduated  in  pounds,  cubic  feet,  and  gallons,  and  with  an 
auxiliary  per  cent  bar  which  gives  the  percentage  error  in  the  meter 
readings  without  any  calculations. 

Figure  341  shows  the  method  of  testing  meters  which  are  more  than 
two  inches  in  diameter  with  this  same  size  of  tester.  In  this  case 
the  meter  is  mounted  upon  a  truck  as  shown,  and  the  branch  connec- 
tion is  placed  in  the  meter  tester  in  position  the  same  as  the  meter 
would  be  placed.  With  this  arrangement  meters  as  large  as  twelve 
inches  can  be  accurately  tested. 
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661.  The  Trident  Meter  Tester*  consists  of  a  test-bench  for  sup- 
porting one  to  six  small  meters  in  series,  and  of  a  calibrated  taidc, 
provided  with  a  graduated  gauge,  in  which  the  water  is  measured  by 
volume.  The  bench  is  joined  to  a  water  main  and  to  the  tank,  which 
has  usually  a  capacity  of  one  or  ten  cubic  feet,  by  suitable  connec- 
tions. Quick-acting  wedge-and-lever  stop-gates  placed  on  the  inlet- 
and  the  outlet-pipe  control  the  flow,  and  are  used  in  starting  and 
stopping  the  test. 

The  rat«  of  flow  is  regulated  by  means  of  different  size  orifices, 
varying  from  ■},  in.  diameter  to  the  full  size  of  the  .service-pipe,  which 
are  placed  in  the  discharge  pipes  ahead  of  the  quick-acting  valve. 


Fio   343.  —  Clark  Meter  Tealpr. 

For  testing  only  one  meter  at  a  time,  the  tester  is  made  as  shown 
in  Fig.  342.     Two  sizes  of  this  tester  are  made,  one  for  meters  |  to 

1  in.  in  diameter,  and  the  other  for  meters  having  diameters  of  j  to 

2  ins.  With  these  testers  the  tank  is  placed  on  a  sensitive  scale,  and 
the  discharge  is  measured  by  weight.  The  scale  is  fitted  with  a 
special  percentage-beam  for  testing  water  meters,  the  per  cent  of  error 
being  indicated  directly  on  this  beam,  without  any  computation. 

662.    The    Clark  Meter  Tester  f    (Fig.   343)   is   a  solid,   efficient 
machine,  which  is  made  in  the  following  sizes: 

■  Matiufacturpd  by  the  Npplunp  Meter  Co.,  New  York. 
f  Manufactured  by  the  H.  W.  Clark  Co.,  Mattoon,  III, 
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TABLE  LXXI.    CLARK  METER  TESTERS 


8i» 

Cm«ily.  Dumba  Bod  nw  of 

Clark  ipeeuJ  tcM  valng.  number 

WbIstiwI 

°sr.?/ 

nornlxr 

Dwtan 

udmiaofcfMiuiiii 

oS-b^ 

cubic  bBt 

0 

One,  i".  f"  or  1" 
One,  i",  J"  or  1" 
Three,  f ' 

Three,  A",  A",  i" 

1 

3-75 

Three,  A".  A",  i" 

1 

3.75 

2 

Three,  A",  A"!  i" 

10 

15.75 

Two,  i"  or  1" 

3 

Three,  i" 
Two,rorl" 

Four,  A",  A",  i",  i" 

10 

15.75 

One,  U"  or  2" 

4 

Six,  i" 

Five,  !" 
Four,  1" 

Three,  A",  A",  i" 

10 

15.75 

' 

Five,  1" 
Four,  1" 
Two.  U"  or  2" 

Four,  A",  A",  i",  i" 

10 

15  75 

6 

One,  3",  4",  6",  or  8" 

Four,i",:r,i",r 

100 

160.00 

The  testers  are  provided  with  slow  opening  inlet-valves  and  with 
quick  opening  outlet-valves.  The  outlet-valve  is  of  the  Clark  frac- 
tioTud  fiow  type,  fitted  with  indicating  quadrant,  which  facilitates 
testing  meters  for  all  fractional  flows. 

Each  machine  is  provided  with  Clark  Special  Non-dogging  Sensi- 
bility Teat  Cocks  and  has  gauges  to  show  the  initial  pressure  and  fric- 
tional  loss. 

The  scale  has  three  beams  graduated  in  cubic  feet,  gallons  and  pounds 
avoirdupois,  with  separate  percentage-beam  graduated  for  24  per  cent 
each  way. 

663.  The  Ford  Meter  Tester*  is  made  in  different  sizes.  The 
No.  1  tester  is  an  inexpensive  machine  in  which  only  one  meter  can 
be  tested  at  a  time.  Fig.  344  shows  a  larger  machine  with  a  Fair- 
banks special  meter  testing  scale.  For  larger  cities  a  special  testing 
machine  is  made. 

663a.  The  National  Meter  Company,  of  New  York,  manufactures 
a  very  compact  and  convenient  apparatus  for  testing  water  meters 
(Fig.  344a).  It  is  arranged  as  a  stand,  with  clamping  devices  to 
hold  from  )  to  1  in.  meters,  the  clamping  of  the  meter  being  accom- 
plished with  a  hand-operated  nut  which  clamps  a  bronze  screw, 
containing  the  outlet-pipe  of  the  meter.  To  this  outlet  is  attached 
a  pipe  with  a  full-size  1  in.  outlet-cock  and  with  additional  outlets  in 
.sizes  of  j  in.,  }  in.,  ^  in.  and  jV  i"-  1^>b  pip^  discharges  into  a  tank 
of  approximately  twelve  gallons  capacity,  which  is  arranged  on  the 


•  Manufactured  by  the  Ford  Meter  Box  Co.,  Wabaah,  Ind. 
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Fio.  344a. — Tcniing  Apparatus  (rf  National  Meter  Company. 
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Fio.  344ft.  —  Portable  Meter  Testing  Apparatus  (Neptune  Meter  Co.) 
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platform  of  a  sensitive  scale  by  means  of  trunnions  which  allow  the 
tank  to  be  dumped  into  an  enlarged  funnel  or  hopper  that  is  iaeor- 
porated  in  the  stand  on  which  the  meter  is  set.  The  funnel  or  hopper 
is  attached  to  a  sewer  connection  for  disposing  of  the;  surplus  water. 
The  scale  is  arranged  with  a  percentage-beam,  and  is  provided  with 
weights  for  either  gallons  or  cubic  feet,  as  may  be  deBired, 

This  testing  plant  ia  particularly  adapted  for  water  works  of  aver- 
age size.  Larger  meters  can  be  tested  by  means  of  a  smaller  test 
meter  which  has  been  carefully  cahbrated  on  the  testing  apparatus. 

663b.  Testily  Meters  on  the  Premises.  —  Instead  of  testing  a 
meter  in  a  special  machine,  like  those  described  above,  it  may  be 
tested  on  the  premises  by  comparing  its  discharges  for  different  size 
openings  with  those  of  an  accurate  test  meter.  This  method  saves 
much  expense  and  inconvenience. 

The  Neptune  Meter  Company  makes  a  portable  testing  apparatus 
(Fyi;.  3446)  for  testing  meters  on  the  premises.  In  using  it,  the 
outlet-spud  of  the  house  meter  is  connected  by  means  of  a  hose  with 
a  test  meter  of  the  Trident  disc  type,  whose  accuracy  has  been  deter- 
mined in  a  testing  machine.  The  outlet  of  the  test  meter  is  connected 
with  a  piece  of  hose  of  sufficient  length  to  dischai^e  the  flow  into  a 
sewer,  gutter,  etc.  A  quick-acting  valve  is  attached  to  the  outlet- 
spud  of  the  test  meter.  The  outlet  side  of  the  test  meter  is  provided 
with  a  short  goose-neck,  near  the  end  of  which  is  placed  an  orifice  of 
the  size  required  for  the  test.  The  flow  is  controlled  by  the  quick- 
acting  valve. 

For  large  size  meters  which  are  to  be  tested  on  the  premises,  it  is 
convenient  to  place  a  test  tee  followed  by  a  stop-cock  in  the  service- 
pipe  on  the  outlet  aide  of  the  house  meter,  in  order  to  avoid  discon- 
necting the  meter  when  it  is  to  be  tested. 
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664.  Various  devices  have  beea  invented  for  recording  the  height 
of  the  water  surface  in  a  stand-pipe,  tank,  or  reservoir.  The  simplest 
contrivance  which  may  be  used  for  a  stand-pipe  or  tank  is  a  float 
attached  to  a  rope  which' passes  over  a  pulley  and  has,  at  its  free 
end,  a  pointer  for  indicating  the  position  of  the  water  surface.  This 
simple  apparatus  has  been  used  extensively  for  water  tanks  of  rail- 
roads, but  occasionally  gets  out  of  order. 

Some  of  the  improved  devices  which  have  been  introduced  of  late 
are  described  in  the  following  pages. 

666.  Bristol's  recording  water  level  gauges  are  used  extensively 
for  recording  automatically  and  continuously  the  depth  or  levels  of 
water  in  rivers,  reservoirs,  water  towers,  etc.,  and,  also,  for  recording 
the  rate,  of  flow  of  water  over  weirs.  These  gauges  may  be  used  when 
the  recording  station  is  above  or  below  the  water  surface,  whose 
fluctuations  in  level  are  to  be  charted. 

The  complete  outfit  (Fig.  345}  consists  of  a  bulb-casting  of  bronze, 
having  some  perforations  on  the  lower  side,  a  suitable  length  of  flexible 
connecting  tube,  and  a  recording  instrument.  A  flexible  diaphragm 
of  thin  rubber  convex  downward  is  placed  between  the  flanges  of 
the  upper  and  lower  parts  of  the  bronze  casting,  and  is  firmly  held, 
enclosing  the  proper  amount  of  air  for  the  operation  of  the  instru- 
ment. The  casting  is  supported  by  a  special  bracket  and  chain.  The 
flexible  tube  is  furnished  with  or  without  steel,  lead,  or  copper  armor. 

When  the  bulb  casting  has  been  properly  installed  so  that  its 
outer  diaphragm  is  only  exposed  to  atmospheric  pressure  on  the 
inside  and  outside,  when  the  water  is  at  its  lowest  level,  a  rise  of  the 
water  level  will  cause  a  corresponding  increase  of  pressure  on  the 
bulb  diaphragm,  which  increase  of  pressure  will  be  transmitted 
through  the  flexible  connecting  tube  to  the  pressure  tube  of  the 
recording  instrument,  and  will  thus  cause  the  recording  pen  arm  to 
be  deflected  on  the  surface  of  a  chart.  The  variations  in  the  elevation 
of  the  surface  of  the  water  are  thus  transmitted  directly  to  the  pen- 
arm,  without  the  intervention  of  multiplying  devices,  gears,  links, 
levers,  or  other  complicated  mechanism.  The  Bristol  gauges  are 
independent  of  freezing  temperatures  as  they  act  through  air  colunms. 
667 
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A  great  variety  of  forms  of  helical  and  diaphragm  pressure  tubes 
are  used  with  these  gauges.     They  have  been  developed  to  suit 


fio.  345.  —  Itristol's  Recording  Water  Gauge. 

particular  ranges  and  are  the  result  of  many  years'  experience.     For 
ranges  of  leas  than  12  ft.  of  water,  the  diaphragm  form  of  pressure 


Fio.  346.  Fio.  347. 

tube  (Fig.  346)  is  usually  employed,  while  the  helical  form  (Fig.  347) 
is  used  for  higher  ranges. 

The  bulb  casting,  which  is  of  strong  construction,  may  be  placed. 
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as  an  extra  protection,  inside  of  a  perforated  barrel  or  keg.  If  desired, 
the  connecting  tube  may  be  put,  for  additional  safety,  in  an  iron  pipe 
conduit. 

When  the  recorder  is  placed  outdoors,  it  is  protected  by  a  moisture- 


FiG.  348.  —  Moieture-proof  Cast  Iron  Caae. 

proof  ca«t  iron  case  (Fig.  348)   in  which  the  interior  parts  of  the 
recording  instrument  are  mounted  on  a  skeleton  back.     For  weekly 


Fia.  349.  ^  Bristol's  Long-distance  Recorder. 

records,  the  chart  is  marked  as  shown  in  Fig.  345,  the  dark  portions 
t>eing  used  for  the  records  made  at  night. 

666.    Bristol's   Long-distance   Electric    Transmitting  and   Recording 
System.  —  When    equipped    with    an    electric    transmitting    system 
(Fig.  349),  the  Bristol  gauges  make  continuous  automatic  records  of  . 
variations  in  water  level,  etc.,  at  long  distances.     The  transmitting 
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and  recording  instrtimenta  arc  connected  by  three  wires.  With  a  110- 
volt  60-cycle  alternating  current  circuit,  and  No.  14  copper  wirea, 
the  recorder  may  be  installed  3  miles  from  the  transmitter,  and  with 
No.  12  wire,  this  distance  can  be  increaaed  to  5  miles.  When  direct 
current  circuits  are  used,  a 
small  motor  generator  set  is 
required,  in  connection  with 
the  traDsmitting. 

667.  The  Cole  Recorder 
(Fig.  350)  is  a  sensitive  station 
meter  which  records  on  a  chart, 
by  means  of  a  pen,  the  fluctu- 
ations in  the  delivery  of  a  water 
pipe.  In  instfdling  this  meter, 
a  careful  traverse  of  the  pipe 
is  made  with  a  rod-meter 
(p.  489)  to  ascertain  the  ratio 
of  the  average  velocity  of  flow 
in  the  pipe  to  the  center 
velocity.  The  rod-meter  is 
then  set  permanently  with  its 
orifices  at  the  center  of  the 
pipe,  and  its  Pitot  tubes  are 
connected  with  the  recorder 
by  small  pressure  pipes,  pro- 
vided with  stop-cocks.  These 
pipes  and  a  waste-pipe  for  ex- 
pelling air.  are  attached  to  a 
3-way  cock  which  controls  the 
admission  of  water  to  the 
recorder.  A  multiple  dia- 
phragm of  ten  sections,  placed 
in  the  recorder,  is  rigidly  at- 
tached to  the  inlet-head  of  the 
case.  When  water  from  the 
pressure  pipe  of  the  up  stream  Pitot  tube  is  admitted,  it  expands  the 
diaphragm,  the  amount  of  expansion  depending  upon  the  velocity  of 
the  water  in  the  pipe.  By  a  suitable  arrangement  of  magnets  and 
links,  the  diaphragm  rotates  a  spiral  or  cam  which  revolves  freely  on 
pivots,  without  doing  any  work.  The  spiral  simply  limits  the  move- 
.  ment  of  the  pen-arm  which  is  lifted  and  lowered  at  one-minute  inter- 
vals, and  thus  made  to  mark  on  a  chart  revolved  by  clockwork  the 


FiQ.  360.  —  The  Cole  Recorder. 
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fluctuation  in  the  rate  of  flow.  The  charts  are  usually  laid  out  for 
gallons  per  24  hours,  but  any  other  unit  may  be  adopted.  The 
spiral  is  detennined  by  actual  calibration  to  give  pen  ordtnates  directly 
proportional  to  the  flow. 

fi68.  The  Hydin>-chroilograph*  (Fig.  351)  gives  a  complete  graphic 
record  of  the  varying  head  of  streams,  reaervoirs,  or  other  bodies  of 
water.  It  is  operated  by  a  glass  float,  attached  to  a  brass  link-chain, 
which  passes  over  a  sprocket-wheel  on 
the  left-hand  side  of  the  upper  frame 
of  the  instrument,  the  other  end  of  the 
chain  being  connected  to  an  iron  counter- 
weight, balancing  the  dead  weight  of  the 
float,  when  it  is  partially  immersed  in 
water.  As  the  float  rises  or  falls  with 
the  water,  the  sprocket-wheel  revolves, 
raising  or  lowering  the  recording  pencils 
by  means  of  small  bevel-gears,  acting 
on  a  vertical  worm  and  nut.  As  the 
drum  is  revolved  by  clockwork,  the 
pencil  traces  a  curve  on  the  chart,  each 
point  of  which  corresponds  to  the  time 
as  laid  off  on  the  chart. 

The  instrument  is  made  entirely  of 
brass,  all  finished  surfaces  being 
burnished  and  the  remainder  black- 
lacquered.  Each  instrument  is  pro- 
vided with  a  weather-proof  teakwood  t^  „,,  „  j  ^  ■. 
■^  Fio.  351.  —  Hydro-chronograph, 
case. 

In  installing  the  apparatus,  the  instrument  is  set  on  a  shelf  or  plat- 
form at  a  point  above  the  surface  of  the  water.  A  3-in.  pipe,  in  which 
the  glass  float  travels,  is  set  vertically  beneath  the  instrument.  This 
pipe  must  extend  from  a  point  below  the  lowest  water  line  to  a  point 
above  the  highest.  Holes  are  drilled  in  it  below  the  water  lines,  for 
free  admission  of  the  water. 

The  hydro-chronograph  has  no  springs,  diaphragms,  or  other  deh- 
cate  parts,  to  get  out  of  order.  The  glass  float  cannot  become  cor- 
roded or  affected  by  temperature  or  chemical  action.  The  record 
chart,  which  is  larger  than  that  of  other  similar  instruments,  is  rec- 
tangular, making  the  divisions  regular  for  all  heights  of  water  and  for 
all  periods  of  time. 

•  Made  Ijy  Hydro  Mfg.  Co.,  Philadelphia,  Pa. 
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569.  Friez's  automatic  water  stage  register  *  (Fig.  352)  connected 
with  a  float  makes  automatically  an  accurate  graphic  record  of  changes 
in  the  elevation  of  the  water  in  a  river,  reservoir,  tank,  etc.,  on  a 
suitably  ruled  record  sheet,  which  can  be  removed  for  filing. 

The  register  consists  of  a  metal  base,  on  which  is  mounted  a  power 
clock  for  propelling,  by  means  of  a  feed-screw,  a  recording  pen-car- 
riage, a  revolvable  record  drum  around  _which  the  record  sheet  is 
placed,  and  one  or  more  sprocket-wheels  to  rotate  the  drum.     A 


^ 


Fia.  352.  —  Fries'B  Automatic  Water  Stage  Register. 

non-corrosive,  perforated,  flexible  metal  band  connects  a  float  resting 
on  the  water  surface  with  a  suitable  counterweight.  This  band  passes 
over  a  sprocket-wheel,  and  its  perforations  engage  accurately  spaced 
pins  thereon,  any  motion  of  the  float  up  or  down  being  thereby  posi- 
tively transmitted  to  the  recording  mechanism. 

The  record  drum  extends  lengthwise  of  the  register,  and  can  be 
removed  at  will,  for  specicil  examination  of  the  record,  or  for  putting 
on  new  sheets.  The  clock  is  placed  at  the  left-hand  end  of  the  reg- 
ister, and,  by  means  of  the  feed-screw,  propels  the  pen-carriage  and 
its  recording  pen  lengthwise  of  the  drum,  at  a  fixed  and  uniform  rate 
of  speed,  and  in  a  perfectly  straight  line.  The  time  rate  provided 
is  for  daily  and  weekly  records,  or  either  alone.  The  pen-carriage 
can  be  started  or  stopped  at  will,  or  shifted  from  one  position  to 
another  without  stopping  or  disturbing  the  clock.  The  clock  is, 
*  Manufactured  by  Julien  F.  Friez  and  Sons,  Baltimore,  Md. 
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also,  provided  with  a  dial  having  hour,  minute,  and  Becond  haads, 
plainly  viaible,  and  its  cover  can  be  itmoved  and  the  entire  mech- 
anism exposed,  without  disturbing  any  of  the  working  parts  of  the 
register  or  the  clock,  or  even  the  bands. 

By  changing  the  arrangement  of  the  sprocket,  the  ratio  of  one 
revolution  of  the  wheel  to  a  foot  rise  or  fall  of  the  water  can  be  varied 
from  1  :  1  to  1  :  15  orl  :  20. 

The  register  is  fitted  with  a  glass  cover,  provided  with  lock  and 
key,  thus  protecting  the  parts  from  dust  and  dirt,  without  interfer- 
ing with  the  visibility  of  the  records  or  operating  mechanisms.  Fric- 
tion is  reduced  to  a  minimum,  and  the  register  is  sensitive  to  and 
records  the  slightest  changes  or  fluctuations  of  water  level, 

670.  Stevens  continuous  water  stage  recorder  *  (F^.  353)  is  an 
instrument  designed,  to  record  accurately  fluctuations  of  water  level 
in  reservoirs,  tanks,  sewers,  etc.     It  acts  as  follows: 

A  roll  of  suitably  ruled  record  paper  is  moved  forward,  at  a  uniform 
rat«,  by  a  power  weight  and  a  clock,  while  a  pencil  point  or  ink  pen 


FiQ.  353.  —  Stevens  Continuous  Water  Stage  Recorder. 

is  moved  laterally  by  means  of  a  float,  according  to  the  fluctuations 
of  the  water  level.  The  combined  effect  of  these  two  motions  pro- 
duces the  record. 

The  paper  on  which  the  record  is  made  is  wound  accurately  on  a 
brass  cylinder,  called  the  supply-drum,  from  which  it  passes  over 
the  recording  drum,  and  then  into  a  suitable  receptacle.  The  record- 
ing drum  is  driven  at  a  uniform  rate  by  the  power  weight  through  the 
chain  over  the  sprocket-wheel  and  is  released  by  the  clock. 

The  pencil  or  pen  is  fixed  to  the  carriage,  which  moves  laterally 

on  the  track.     It  is  driven  by  the  tape-pin  fixed  to  the  endless  per- 

*  Manufactured  by  Leupold,  Voclpcl  &  Co.,  Portland,  Ore. 
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forated  ribbon  which  runs  over  the  spine-wheels.  The  left  apLne- 
wheel  is  fixed  to  the  same  shhft  as  the  float  pulley,  which  is  driven 
by  the  float  through  a  cable  and  counterpoise.  The  instrument  is 
made  with  such  accuracy  that  no  lost  motion  occurs  between  the  float 
and  the  pencil. 

The  recorder  is  provided  with  a  special  device  which  causes  all 

fluctuations  to  be  automatically  recorded,  even  if  they  should  exceed 

the  limit  for  which  the  instrument  is  installed.     This  is  effected  by 

caualog  the  pencil  to  reverse  its  direction  suddenly,  whenever  it 

reaches  the  margin  of  the  record  paper. 

After   the  reversal,  the  record  continues 

as  before. 

The  reversal  of  the  motion  of  the 
pencil  is  accomplished  in  a  simple  me- 
chanical manner,  and  takes  place  at  both 
margins  of  the  paper  without  lost  motion, 
so  that  a  complete  record  of  all  fluctua- 
tions to  the  same  scale  is  insured. 

The  recorder  should  be  placed  on  top 
of  a  stiUing-boT:,  which  stops  all  wave 
action.  The  cloclc  will  run  as  long  as 
there  is  space  to  permit  the  power  weight 
to  move.  This  weight  falls  at  a  rate  of 
7  ft.  per  month, 

671.  Stevens  dghl-day  recording  water 
gauge  (Fig.  354)  has  a  vertical  drum  for 
carrying  the  record  paper,  which  is  re- 
volved by  means  of  a  float  that  drives 
through  a  cable  and  a  counterpoise,  a 
Fia.  354.  —  Stevens  Eight-day  puHgy  connected  to  the  recorder,  to  corr«- 
R^^ording  Water  Gauge.  ^^^^  ^^  ^^^  ^j^^^^^^  i„  ^^^^^  l^^^l       ^ 

clock  is  mounted  to  run  downward  on  a  track  parallel  with  the  drum. 
It  carries  with  it  a  pencil  or  ink  pen  that  traverses  the  length  of  the 
drum  in  8  days.  The  combined  motion  of  the  pencil  and  the  turning 
of  the  drum  produces  a  graphical  record  of  the  changes  in  water  level. 
The  clock  simply  serves  to  regulate  the  rate  of  travel  of  the  pencil 
or  pen  along  the  drum.  Attached  to  the  shaft  of  the  clock  that 
carries  the  main  spring  is  a  small  gear-wheel  that  meshes  with  a 
vertical  rack.  As  the  spring  unwinds,  the  gear  turns,  allowing  the 
clock  to  travel  downward  at  a  speed  of  1}  ins.  per  day.  The  weight 
of  the  clock  and  the  pencil  carriage  assist  the  spring  in  driving  the 
clock. 
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672.  Stevens  long-distance  uxUer  stage  recorder  (F^.  355)  makes  a 
record  of  the  fluctuations  in  water  level  at  any  distance  to  which 
wires  can  be  strung.  The  changes  of  water  level  are  commuiiicated 
electrically  to  a  Stevens  continuous  water  stage  recorder  by  means  of  a 
sender  and  a  receiver,  which  are  suitably  connected  by  a  wire,  which 
receives  electric  current  from  batteries. 

The  sender  is  mounted,  approximately  level,  on  top  of  a  stilling- 
well  in  which  a  float  moves  up  and  down  with  the  rise  and  fall  of  the 


Flo.  355.  —Stevens  Long-diatance  Water  Stage  Recorder. 

water.  The  receiver  and  the  recorder  are  placetl  in  any  convenient 
place  in  an  office,  power-house,  etc.  The  sender  and  receiver  are 
connected  by  a  single  wire,  the  ground  being  used  for  the  return 
current.  Whenever  the  float  in  the  stilling-well  moves  up  or  down, 
the  electric  circuit  is  closed  by  an  ingenious  device  whereby  a  con- 
tact of  nearly  a  second's  duration  is  secured,  such  a  contact  being  essen- 
tial for  the  operation  of  the  receiver.  Except  during  the  one  second 
in  which  the  w^er  stage  completes  its  change  interval,  the  electric 
circuit  is  open.  Hence  the  required  electric  current  can  be  obtained 
from  ordinary  dry  cells,  such  as  are  used  for  door  bells  and  other 
kinds  of  intermittent  electrical  service. 

The  motion  which  the  sender  receives  from  the  float  is  communi- 
cated by  electricity  to  the  receiver  and  actuates  the  recorder. 
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673.  The  Sanborn  Recorder*  (Fig.  356)  consists  of  a  recording 
device,  the  compeTisatar  or  inlet  tubing,  and  the  connecting  tubing.  No 
well,  float,  or  rubber  diaphragm  is  required.  The  instrument  is  oper- 
ated by  air  confined  in  the  tubing,  which  is  compressed  as  the  water 
rises,  and  exerts  a  pressure  on  a  set  of  corrugated  non-corrosive  dia- 
phragms, which  have  high  tensile  strength  EUid  elasticity.  The  move- 
ment of  the  diaphragms  is  transmitted  to  a  recording  pen-arm,  by  a 
simple  mechanism,  consisting  of  two  levers  and  an  axis. 

The  recorder  is  placed  at  any  convenient  distance  above  the  water 


Fig.  356.  —  Sanboni  Recorder. 

surface,  whose  fluctuations  in  level  are  to  be  recorded.  After  the  inlet 
tubing  has  been  lowered  to  the  proper  position,  the  water  tries  to  enter 
the  open  end  of  the  cylindrical  tubing,  which  is  full  of  air.  In  entering 
the  tubing,  the  water  produces  a  plunger  effect  and  exerts  a  pressure  that 
moves  the  pen-arm  of  the  recorder,  which  marks  on  a  chart,  turned  by 
clockwork,  the  variations  in  water  level. 

For  a  range  of  10  feet  in  fluctuations  of  water  level,  the  recorder  reads 
directly  to  the  nearest  tenth  of  a  foot,  and  half-tenths  can  be  readily 
•  Manufactured  by  the  Sanborn  Co.,  Bcston,  Mase. 
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estimated.  For  a  range  of  20  feet,  the  instrument  reads  to  two-tenths, 
etc.    It  can  be  depended  on  to  be  accurate  within  2  or  3  per  cent. 

This  recorder  has  been  used  very  successfully  in  the  sewers  of  Boston 
and  of  other  cities,  for  recording  variations  in  the  level  of  the  water. 
On  account  of  its  construction,  it  is  neither  obstructed  nor  corroded  by 
sewage.  It  is  also  suitable  for  gauging  silty  rivers,  the  run-off  of  drun- 
age  areas,  etc. 

574.  The  Lea  V-notch  Recording  Meter  *  records  graphically  the 
flow  of  water  over  a  V-notch  Weir,  and  is  used  for  measuring  the  quan- 
tity of  feed-water  delivered  to  boilers,  the  dischat^  of  the  condensers, 
or  the  delivery  of  a  stream,  canal,  sewer,  etc. 

Fig.  357  shows  the  construction  of  this  meter  where  the  flow  fluctuates 
considerably.    If  the  flow  remains  practically  constant,  a  simpler  type 


Fiq.  357.  —  Lea  V-notch  Recording  Meter. 

of  the  meter  is  used.  The  V-notch  is  placed  in  a  closed  tank,  A  large 
still-water  chamber  is  provided  above  the  weir,  and  a  still  larger  space 
for  storage  extends  under  the  still-water  weir-chamber.  The  inlet-valve 
is  controlled  from  the  large  storage  siu^ace  below  the  weir,  and  hence 
the  rate  of  change  of  head  on  the  weir  is  very  much  reduced,  under 
varying  conditions. 

The  head  of  water  flowing  over  the  V-notch  is  measured  by  means  of 

a  seamless  float,  operating  in  the  still-water  chamber,  out  of  the  path 

of  the  flow.     A  spindle,  rigidly  attached  to  the  float,  pa-saes  through  the 

upper  part  of  the  tank  and  through  an  anti-vapor  gland  in  the  bottom 

•  Manufactured  by  the  Yamall-Waring  Co.,  Philadelphia,  Fenn. 
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of  the  Lea  Recorder.  The  upper  end  of  this  spindle  is  formed  as  a  pointer, 
which  indicates  on  a  graduated  scale,  as  the  float  rises  and  falls,  the 
exact  flow  over  the  V-notch  in  inches.  A  rack  on  the  spindle  gears  into 
a  small  pinion,  located  upon  the  axis  of  a  drum.  Upon  the  drum  there 
is  a  screw-thread,  the  contour  of  which  is  the  carve  of  flow  for  the  V-notch 
weir.  Into  this  thread  fits  one  end  of  a  shder-bar,  supported  on  pivoted 
rollers.  The  other  end  ia  fitted  with  a  pencil-point  or  pen,  in  contact 
with  a  paper  chart,  mounted  on  a  clock-driven  drum,  which  revolves 
once  in  24  hours. 

By  the  arrangement  described  above,  the  actual  depth  of  water  in  the 
notch  can  be  observed  at  any  time  on  a  vertical  scale;  the  rate  of  flow 
at  any  moment  can  be  seen  with  a  high  degree  of  accuracy  by  glancii^ 
at  the  graduations  on  the  drum;  and  a  diagram,  the  area  of  which  gives 
the  total  discharge  for  any  period,  is  drawn  on  the  chart  attached  to  the 
drum.  This  area  can  be  determined  by  means  of  a  planimeter,  but  this 
work  may  be  omitted,  if  a  special  int^rating  attachment  is  used,  by 
means  of  which  the  total  quantity  of  water  delivered  can  be  read  on 
counter-dials  at  a  glance. 

^ofe.  —  The  diacharge  of  a  V~notch  meter  was  fiist  investigated  by  Prof.  James 
Thompson*  in  1858  to  1863.  Compared  with  a  rectangular  weir,  the  V-notch  has 
the  advantage  that  even  with  BmaU  Qowb  the  depth  of  the  water  is  su£Bctently  large 
to  be  accurately  measured.  Moreover,  as  the  ratio  of  depth  to  width  is  always 
constant  in  a  V-notch  weir,  the  coefficient  of  discharge  remains  practically  constant. 
Dr.  James  Barr  made  a  very  extended  eeries  of  experiments  upon  the  6ow  of 
V~noteb  weire.f  According  to  these  experiments,  the  discharge  of  a  V-notch  weir 
ifl  given  by  the  formvUa: 

Q  -  cH», 
where  Q  »  discharge  in  cubic  feet, 

H  =  head  in  inches, 
c  =■  coefficient. 

For  a  90-degree  V-notch,  the  heads  varying  from  2  to  10  inches;  Dr.  Barr  found 
c  to  vary  from  0.3104  to  0.2995. 

In  1905  James  E.  Lea  utilised  the  advantages  of  the  V-notch  weir  by  making  it 
part  of  a  recording  instrument  for  boiler-feed  and  condensate  measuremente. 

676.  The  Winslow  apparatus  |  for  indicathig  and  recording  the 
depth  of  water  in  reservoirs,  stand-pipes,  pump-wells,  etc.,  consists  of 
a  transmitting  and  an  indicating  device  (Fig.  573a).  The  iranamiUer 
is  inclosed  in  an  iron  case,  to  protect  it  from  dust  and  injury.     A  grooved 

•  Professor  of  Civil  Engineerbg  at  Queen's  College,  Belfast,  and  at  Glasgow 
I'mvereity. 

f  Engmeering,  London,  April  8  and  15,  ISIO. 

1  Patented  and  manufactured  by  George  E.  Winslow,  Waltham,  Mass. 
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pulley,  on  which  the  float-line  is  placed,  is  attached  to  the  front  of  the 
case.  A  float,  which  rises  and  falls  with  the  variation  of  the  wat«r 
elevation,  is  attached  to  one  end  of  the  float-Une,  and  a  balancing 
weight  to  the  other.  A  pipe,  at  least  2  inches  larger  in  diameter  than 
the  float,  should  be  placed  to  protect  the  float,  to  prevent  it  from  being 
influenced  by  surges,  currents,  etc.     The  bottom  of  the  pipe  should  be 


INDICATOR  TRANSMITTER 

DM.  HO  iBcba  DIuicW 

FlQ.  357(1.  — Winslow  TVansmittioK  and  tndicatinK  Apparatus. 

sealed,  and  a  non-corrosive  inlet,  about  i  in.  in  diameter,  should  be 
placed  about  6  ins.  above  the  bottom  of  the  pipe.  Oil  may  be  put  in 
this  pipe,  to  keep  the  water  below  the  depth  at  which  ice  might  form, 
thus  msuring  the  movement  of  the  float.  The  motion  of  the  float 
revolves  the  grooved  pulley,  which  is  in  communication  with  the  indi- 
cator through  electric  wires. 

The  indieaior,  which  can  be  placed  in  any  convenient  office,  shows 
the  height  of  the  water  surface,  ■  It  is  provided  with  a  dial,  divided 
in  feet,  each  of  which  is  subdivided,  the  smallest  division  representing 
usually  a  tenth  of  a  foot  or  larger.  The  hand  upon  the  dial  moves 
forward  or  backward,  as  the  float  rises  or  fails. 

Below  the  indicator  dial,  another  dial  is  placed,  upon  which  a 
record  of  the  indicating  dial  is  traced  in  a  dic^ram.  The  hand  of  the 
record  dial  makes  one  revolution  in  one  or  seven  days,  as  may  be 
desired,  and  has  divisions  indicating  hours  and  days  of  the  week, 
and  also  concentric  circles  representing  feet. 

An  electric  alarm-bell  may  be  located  at  any  desired  point,  prefer- 
ably in  proximity  to  the  indicator.     It  will  give  an  alarm  at  intervals. 


Digitized  by  Google 


580  RECORDING  INSTRUMENTS 

on  movable  contact  on  the  indicating  dial,  thus  drawing  attention  to 
the  height  of  water  in  the  reservoir,  etc. 

The  connection  between  the  traTismitter  and  indicator  is  made  by 
two,  three  or  four  wires.  When  two  wires  are  used,  a  battery  is 
placed  at  the  transmitter,  to  control  the  lines,  and  another  battery 
is  put  at  the  indicator,  to  operate  it  through  a  relay.  About  100  to 
140  milli-amperes  of  current  are  required  to  operate  the  indicator.  Two 
or  three  cells  are  needed  for  this  purpose,  in  addition  to  the  battery, 
to  run  the  lines  and  the  indicator.  With  the  improved  transmitter, 
three  cells  must  be  used  to  operate  the  transmitter.  The  improved 
transmitter  is  for  use  where  a  float  cannot  be  used. 

In  the  water  works  of  Boston,  Mass.,  this  apparatus  with  two  wires  is 
in  use  where  the  distance  between  transmiiter  and  indicator  is  17  miles. 
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AiKiFTED  Bi  AUERICAN  Water  Worsb  AsaociATioN,  May  12,  1908 

Description  of  Pipes.  —  Section  1.  Tlie  pipes  sliall  be  made  with 
hub-and-spigot  joints,  and  shall  accurately  conform  to  the  dimen- 
sione  given  in  Tables  Nos.  1  and  2.  They  shall  be  straight  and  shall 
be  true  circles  in  section,  with  their  inner  and  outer  surfaces  con- 
centric, and  shall  be  of  the  specified  dimensions  in  outside  diameter. 
They  shall  be  at  least  12  ft.  in  length,  exclusive  of  socket. 

Pipes  with  thickness  and  weight  intermediate  between  the  classes 
in  Table  No.  2  shall  be  made  of  the  same  outside  diameter  as  the 
next  heavier  class.  Pipes  with  thickness  and  weight  less  than  shown 
by  Table  No.  2  shall  be  made  of  the  same  outside  diameter  as  the 
Class  A  pipe;  and  pipes  with  thickness  and  weight  more  than  shown 
by  Table  No.  2  shall  be  made  of  the  same  outside  diameter  as  the 
Class  D  pipe. 

All  pipes  having  the  same  outside  diameter  shall  have  the  same 
inside  diameter  at  both  ends.  The  inside  diameter  of  the  lighter 
pipes  of  each  standard  outside  diameter  shall  be  gradually  increased 
for  a  distance  of  about  6  ins.  from  each  end  of  the  pipe  so  as  to  obtain 
the  required  standard  thickness  and  weight  for  each  size  and  class 
of  pipe. 

For  pipes  of  each  size  from  4  ins.  to  24  ins.  inclusive,  there  shall  be 
two  standards  of  outside  diameter,  and  for  pipes  from  30  ins.  to  60  ins. 
inclusive,  there  shall  be  four  standards  of  outside  diameter,  as  shown 
by  Table  No.  1.  The  nominal  diameters  to  be  cast  on  pipes  above 
4  ins. 

For  pipes  4  ins.  to  12  ins.  inclusive,  one  class  of  special  castings 
shall  be  furnished,  made  from  Class  D  pattern.  Those  having  spigot 
ends  shall  have  outside  diameters  of  spigot  ends  midway  between 
the  two  standards  of  outside  diameter  as  shown  by  Table  No.  1, 
and  shall  be  tapered  back  for  a  distance  of  6  ins. 

For  pipes  from  14  ins.  to  24  ins.  inclusive,  two  classes  of  special 
castings  shall  be  furnished;  Class  B  special  castings  with  Classes 
A  and  B  pipes,  and  Class  D  special  castings  with  Classes  C  and  D 
pipes;  the  former  shall  have  cist  on  them  the  letters  "  AB  "  and  the 
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liitter  "  CD."  For  pipes  30  ins.  to  60  ins.  inclusive,  four  classes  of 
special  castings  shall  be  furnished,  one  for  each  class  of  pipe,  and  shall 
have  cast  oa  them  the  letter  of  the  class  to  which  they  belong. 

Allowable  Variation  in  Diameter  of  Pipes  and  Sockets.  —  Section  2. 
Especial  care  shall  be  taken  to  have  the  sockets  of  the  required  size. 
The  sockets  and  spigots  will  be  tested  by  circular  gauges,  and  no  pipe 
will  be  received  which  is  defective  in  joint  room  from  any  cause.  The 
diameters  of  the  sockets  and  the  outside  diameters  of  the  spigot  ends 
of  the  pipes  shall  not  vary  from  the  standard  dimensions  by  more 
than  0.06  of  an  inch  for  pipes  16  ins.  or  less  in  diameter;  0,08  of  an 
inch  for  IS-in.,  20-in.  and  24r-in.  pipes;  0.10  of  an  inch  for  30-in., 
36-in.  and  42-in.  pipes;  0.12  of  an  inch  for  48-in.,  and  0.15  of  an  inch 
for  54-in.  and  60-in.  pipes. 

Allowable  Variation  for  Thickness.  —  Section  3.  For  pipes  whose 
standard  thickness  is  less  than  1  in.,  the  thicitness  of  metal  in  the 
body  of  the  pipe  shall  not  be  more  than  0.08  of  an  inch  leas  than  the 
standard  thickness,  and  for  pipes  whose  standard  thickness  is  1  in, 
or  more,  the  variation  shall  not  exceed  0.10  of  an  inch,  except  that 
for  spaces  not  exceeding  8  ins.  in  length  in  any  direction,  variations 
from  the  standard  thickness  of  0.02  of  an  inch  in  excess  of  the  allow- 
ance above  given  shall  be  permitted. 

For  speciul  castings  of  standard  patterns  a  variation  of  50  per  cent 
greater  than  allowed  for  straight  pipes  shall  be  permitted. 

Defective  Spigots  May  be  Cut.  —  Section  4.  Defective  spigot  ends 
on  pipes  12  ins.  or  more  in  diameter  may  be  cut  oET  in  a  lathe 
and  a  half-round  wrought-iron  band  shrunk  into  a  groove  cut  in  the 
end  of  the  pipe.  Not  more  than  12  per  cent  of  the  total  number  of 
accepted  pipes  of  each  size  shall  be  cut  and  banded,  and  no  pipe  shall 
be  banded  which  is  less  than  ft  ft.  in  length,  exclusive  of  the  socket. 

In  case  the  length  of  a  pipe  differs  from  12  ft.,  the  standard  weight 
of  the  pipe  given  in  Table  No.  2  shall  be  modified  in  accordance 
therewith. 

Special  Castings.  —  Section  5.  All  special  castings  shall  be  made 
in  accordance  with  the  cuts  and  the  dimensions  given  in  the  tables 
forming  a  part  of  these  specifications. 

The  diameters  of  the  sockets  and  the  external  diameters  of  the 
spigot  ends  of  the  special  castings  shall  not  vary  from  the  standard 
dimensions  by  more  than  0.12  of  an  inch  for  castings  16  ins.  or  less  in 
diameter;  0.15of  an  inch  for  18  ins.,  20 ins.  and  24  ins.;  0.20ofaninch 
for  30  ins.,  36  ins.  and  42  ins.,  and  0.24  of  an  inch  for  48  ins.,  54  ins. 
and  60  ins.  These  variations  apply  only  to  special  castings  made 
from  stjindard  patterns. 
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The  flanges  on  all  manhole  castings  and  manhole  covers  shall  be 
faced  true  and  smooth,  and  drilled  to  receive  bolts  of  the  sizes  given 
in  the  tables.  The  manufacturer  shall  furnish  and  deliver  all  bolts 
for  bolting  on  the  manhole  covers,  the  bolts  to  be  of  the  sizes  shown 
on  plans  and  made  of  the  best  quahty  of  mild  steel,  with  hexagonal 
heads  and  nuts  and  sound,  well-fitting  threads. 

Marking.  —  Section  6.  Every  pipe  and  special  casting  shall  have 
distinctly  cast  upon  it  the  initials  of  the  maker's  name.  When 
cast  especially  to  order,  each  pipe  larger  than  4  ins.  may  also  have 
cast  upon  it  figures  showing  the  year  in  which  it  was  cast  and  a  num- 
ber signifying  the  order  in  point  of  time  in  which  it  was  cast,  the 
figures  denoting  the  year  beii^  above  and  the  number  below,  thus; 

1908  1908  1908 

1  2  3 

etc.,  also  any  initials,  not  exceeding  four,  which  qiay  be  required 
by  the  purchaser.  The  letters  and  figures  shall  be  cast  on  the  out- 
side and  shall  not  be  less  than  2  ins.  in  length  and  i  of  an  inch  in 
relief  for  pipes  8  ins.  in  diameter  and  lai^er.  For  smaller  sizes  of 
pipes  the  letters  may  be  1  in.  in  length.  The  weight  and  the  class 
letter  shall  be  conspicuously  painted  in  white  on  the  inside  of  each 
pipe  and  special  casting  after  the  coating  has  become  hard. 

Allowable  Pewentage  of  Variation  in  Weight.  —  Section  7.  No 
pipe  shall  be  accepted  the  weight  of  which  shall  be  less  than  the 
standard  weight  by  more  than  5  per  cent,  for  pipes  16  ins.  or  less  in 
diameter,  and  4  per  cent  for  pipes  more  than  16  ins.  in  diameter,  and 
no  excess  above  the  standard  weight  of  more  than  the  given  percent^ 
age  for  the  several  sizes  shall  be  paid  for.  The  total  weight  to  be  paid 
for  shall  not  exceed  for  each  size  and  class  of  pipe  received  the  sum 
of  the  standard  weights  of  the  same  number  of  pieces  of  the  given 
size  and  class  by  more  than  2  per  cent. 

No  special  casting  shall  be  accepted  the  weight  of  which  shall  be 
less  than  the  standard  weight  by  more  than  10  per  cent  for  pipes 
12  ins.  or  less  in  diameter,  and  8  per  cent  for  larger  sizes,  except  that 
curves,  Y  pieces  and  breeches  pipe  may  be  12  per  cent  below  the 
standard  weight,  and  no  excess  above  the  standard  weight  of  more 
than  the  above  percentages  for  the  several  sizes  will  be  paid  for. 
These  variations  apply  only  to  castings  made  from  the  standard 
patterns. 

Quality  of  Iron.  —  Section  8.  All  pipes  and  special  castings  shall 
be  made  of  cast  iron  of  good  quality,  and  of  such  character  as 
shall  make  the  metal  of  the  castings  strong,  tough  and  of  even  grain, 


Digitized  by  Google 


584  APPENDIX 

and  soft  enough  to  satisfactorily  admit  of  drilling  and  cutting.  The 
metal  shall  be  made  without  any  admixtute  of  cinder  iron  or  other 
inferior  metal,  and  shall  be  remelted  in  a  cupola  or  air  furnace. 

The  contractor  shall  have  the  right  to  make  and  break  three  bare 
from  each  heat  or  run  of  metal,  and  the  test  shall  be  based  upon  the 
average  results  of  the  three  bars.  Should  the  dimensions  of  the 
three  bare  differ  from  those  given  below,  a  proper  allowance  therefor 
shall  be  made  in  the  results  of  the  tests. 

Tests  of  Material.  —  'Section  9.  Specimen  bars  of  the  metal  used, 
each  being  twenty-six  inches  long  by  two  inches  wide  and  one 
inch  thick,  shall  be  made  without  charge  as  often  as  the  engineer 
may  direct,  and  in  default  of  definite  instructions,  the  contractor 
shall  make  and  test  at  least  one  bar  from  each  heat  or  run  of  metal. 
The  bare  when  placed  flatwise  upon  supports  twenty-four  inches 
apart,  and  loaded  in  the  center,  shall  support  a  load  of  1900  lbs. 
and  show  a  deflection  of  not  less  than  0.30  of  an  inch  before  breaking; 
or  if  preferred,  tensile  bare  shall  be  made  which  will  show  a  breaking 
point  of  not  less  than  19,000  lbs.  per  square  inch. 

Casting  of  Pipe.  —  Section  10.     The  straight  pipes  shall  be  cast 

.  in  dry  sand  molds  in  a  vertical  position.     Pipes  16  ins.  or  less  in 

diameter  shall  be  cast  with  the  hub  end  up  or  down,  as  specified  in 

the  proposals.    Pipes  18  ins.  or  more  in  diameter  shall  be  cast  with 

the  hub  end  down.  , 

The  pipes  shall  not  be  stripped  or  taken  from  the  pit  while  showing 
color  of  heat,  but  shall  be  left  in  the  flasks  for  a  sufficient  length  of 
time  to  prevent  unequal  contraction  by  subsequent  exposure. 

Quality  of  Castmgs.  —  Section  11.  The  pipes  and  special  cast- 
ings shall  be  smooth,  free  from  scales,  lumps,  blistera,  sand  holes  and 
defects  of  every  nature  which  make  tbem  unfit  for  the  use  for  which 
they  are  intended.     No  pluming  or  filling  will  be  allowed. 

Cleaning  and  Inspection.  —  Section  12.  All  pipes  and  special  cast- 
ings shall  be  thoroughly  cleaned  and  subjected  to  a  careful  hammer 
inspection.  No  casting  shall  be  coated  unless  entirely  clean  and 
free  from  rust,  and  approved  in  these  respects  by  the  engineer  im- 
mediately before  being  dipped. 

Coating.  —  Section  13.  Every  pipe  and  special  casting  shall  be 
coated  inside  and  out  with  coal-tar  pitch  varnish.  The  varnish  shall 
be  made  from  coal  tar.  To  this  material  sufficient  oil  shall  be  added 
to  make  a  smooth  coating,  tough  and  tenacious  when  cold,  and  not 
brittle  nor  with  any  tendency  to  scale  off. 
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Each  casting  shall  be  heated  to  a  temperature  of  300  degrees  Fah- 
renheit immediately  before  it  is  dipped,  and  shall  possess  not  less 
than  this  temperature  at  the  time  it  is  put  in  the  vat.  The  ovens 
in  which  the  pipes  are  heated  shall  be  so  arranged  that  all  portions 
of  the  pipe  shall  be  heated  to  an  even  temperature.  Each  casting 
shall  remain  in  the  bath  at  least  five  minut«s. 

The  varnish  shall  be  heated  to  a  temperature  of  300  degrees  Fah- 
renheit (or  less  if  the  engineer  shall  bo  order),  and  shall  be  maintained 
at  this  temperature  during  the  time  the  casting  is  immersed. 

Fresh  pitch  and  oil  shall  be  added  when  necessary  to  keep  the 
mixture  at  the  proper  consistency,  and  the  vat  shall  be  emptied  of 
its  contents  and  refilled  with  fresh  pitch  when  deemed  necessary  by 
the  engineer.  After  being  coated  the  pipe  shall  be  carefully  drained 
of  the  surplus  varnish.  Any  pipe  or  special  casting  that  is  to  be 
recoated  shall  first  be  thoroughly  scraped  and  cleaned. 

Hydrostatic  Test.  —  Section  14.  When  the  coating  has  become 
hard,  the  straight  pipes  shall  be  subjected  to  a  proof  by  hydrostatic 
pressure,  and,  if  required  by  the  engineer,  they  shall  also  be  sub- 
jected to  a  hammer  test  under  this  pressure. 

.  The  pressure  to  which  the  different  sizes  and  classes  of  pipes  shall 
l)e  subjected  are  as  follows: 


"•^^.^ 

L^  than  91  ina. 

150 
200 
250 

300 

3O0 

300 

Weighing.  —  Section  15.  The  pipes  and  special  castings  shall  be 
weighed  for  payment  under  the  supervision  of  the  engineer  after 
the  application  of  the  coal-tar  pitch  varnish.  If  desired  by  the  en- 
gineer, the  pipes  and  special  castings  shall  be  weighed  after  their 
delivery,  and  the  weights  so  ascertained  shall  be  used  in  the  final 
settlement,  provided  such  weighing  is  done  by  a  legalized  weigh- 
master.  Bids  shall  be  submitted  and  a  final  settlement  made  upon 
the  basis  of  a  ton  of  2000  lbs. 

Contractor  to  Furnish  Men  and  Materials.  —  Section  16.  The 
contractor  shall  provide  all  tools,  testing  machines,  materials  and 
men  necessary  for  the  required  testing,  inspection  and  weighing  at 
the  foundry  of  the  pipe  and  special  castings;   and  should  the  pur- 
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chaser  have  no  inspector  at  the  works,  the  contractor  shall,  if  re- 
quired by  the  engineer,  furnish  a  sworn  statement  that  all  of  the 
tests  have  been  made  as  specified,  this  statement  to  contain  the 
results  of  the  tests  upon  the  test  bars. 

Power  of  Engineer  to  Inspect  —  Section  17.  The  engineer  shall 
be  at  liberty  at  aU  times  to  inspect  the  material  at  the  foundry,  and 
the  molding,  casting  and  coating  of  the  pipes  and  special  castings. 
The  forms,  sizes,  uniformity  and  condition  of  all  pipes  and  other 
castings  herein  referred  to  shall  be  subject  to  his  inspection  and  ap- 
proval, and  he  may  reject,  without  proving,  any  pipe  or  other  cast- 
ing which  is  not  in  conformity  with  the  specifications  or  drawings. 

Inspector  to  Report.  —  Section  18.  The  inspector  at  the  foundry 
shall  report  daily  to  the  foundry  ofBce  all  pipes  and  special  castings 
rejected,  with  the  causes  for  rejection. 

Castings  to  be  Delivered  Sound  and  Perfect.  —  Section  19.  All 
the  pipes  and  other  castings  must  be  delivered  in  all  respects  sound 
and  conformable  to  these  specificatioifs.  The  inspection  shall  not 
relieve  the  contractor  of  any  of  his  obligations  in  this  respect,  and 
any  defective  pipes  or  other  castings  which  may  have  passed  the 
engineer  at  the  works  or  elsewhere  shall  be  at  all  times  liable  to 
rejection  when  discovered,  until  the  hnal  completion  and  adjustment 
of  the  contract;  provided,  however,  that  the  contractor  shall  not  be 
held  hable  for  pipes  or  special  castings  found  to  be  cracked  after 
they  have  been  accepted  at  the  agreed  point  of  delivery.  Care  shall 
be  taken  in  handling  the  pipes  not  to  injure  the  coating,  and  no  pipes 
or  other  material  of  any  kind  shall  be  placed  in  the  pipes  during 
transportation  or  at  any  time  after  they  have  received  the  coating. 

Definition  of  the  Word  "  Engineer."  —  Section  20.  WhBrever 
the  word  "engineer"  is  used  herein  it  shall  be  understood  to  refer 
to  the  engineer  or  inspector  acting  for  the  purchaser  and  to  his  prop- 
erly authorized  agents,  limited  by  the  particular  duties  intrusted  to 
them. 
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STANDARD   LUGS 

NmnlMr  and  Weight*  of  Lugs  on  Oudett  of  Dlffemit  SisM 

Tabl«  Na  9 
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STANDARD  SPECIAL  CASTINGS  FOR  WATER 

Table  No.  1»— Continued.    Standard  Bnutcbes. 
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APPENDIX  II 

^TAHSARD  SPECIFICATIONS  FOR  HYDRANTS  AND  VALVES 

Adopted  by  the  American  Water  Works  AaaociATioN,  June  24,  1913. 
Revised  June  6,  1919 

Specificationb  for  Hydrants 

Size.  —  The  size  of  hydrant  shall  be  designated  by  the  nominal 
diameter  of  the  valve  opening,  which  must  be  at  least  4  ins,  for 
hydrants  having  two  2)-in.  hose  nozzles;  5  ins.  for  hydrants  having 
three  2\-\n.  nozzles;  and  6  ins.  for  hydrants  havii^  four  2J-in. 
nozzles;  and  shall  be  classed  as  one-way,  two-way,  three-way  or  four- 
way,  etc.,  according  to  the  number  of  2i-in.  hose-outlets  for  which  they 
are  designed. 

Area  of  Waier-Way.  —  The  net  area  ijf  the  hydrant  at  the  smallest 
part,  when  the  valve  ia  wide  open,  must  not  be  leas'than  120  per  cent 
that  of  the  valve  opening. 

Bell  Ends  or  Flange  Evds.  —  All  hydranta  must  be  fitted  with  bell 
ends  to  fit  standard  cast  iron  pipe;  or  if  flanged,  they  must  be  fitted 
wit}i  flanges  of  the  standard  dimensions  corresponding  to  the  pressure 
under  which  tfcey  are  to  be  med;  connecting  pipe  or  flange  from  main 
to  hydrant  in  no  case  to  be  less  in  diameter  than  the  valve  opening. 
(The  standards  referred  to  are  those  adopted,  or  that  may  be  adopted, 
by  this  Association.) 

Type.  —  Hydrants  may  be  of  compression  or  gate  type. 

Change  in  Diameter.  — ■  Any  change  in  diameter  of  the  water  passage 
through  the  hydrant  must  have  easy  curve,  and  all  outlets  must  have 
rounded  corners  of  good  radius. 

Water  Hammer.  —  Hydrants  must  be  so  designed,  particularly  as 
regards  the  pitch  of  the  thread  of  the  operating  stem,  that,  when  properly 
operated,  a  water  hammer  will  not  be  caused  which  wilt  give  an  increased 
pressure  to  exceed  the  working  pressure,  when  such  pressure  is  over  60 
lbs.,  nor  increase  the  pressure  more  than  60  lbs.,  when  operated  under 
less  working  pressure  than  60  lbs. 

Broken  Hydrant.  —  Valves  when  shut  must  remiun  reasonably  tjg^t 
when  upper  portion  of  barrel  is  broken  off. 


Digitized  by  Google 


APPENDIX  '  621 

FridMn  Loss.  —  With  a  5-ft.  hydrant  discharging  250  gals,  per  min- 
ute, through  each  2|<in.  outlet,  the  total  friction  loss  of  the  hydrant 
must  not  ^cceed  2  lbs.  for  two-way,  3  lbs.  for  three-way,  and  4  lbs.  fpr 
four-way  hydrants. 

Strapping.  —  When  requested,  hydrants  must  be  fitted  with  2  lugs, 
so  that  the  leaded  joint  underground  can  be  strapped. 

Flange  Joints  above  Ground.  —  When  hydrant  barrel  is  made  in  two 
sections,  the  upper  flange  connection  must  be  at  least  2  ins.  above 
the  ground  hne. 

Hydrant  Body.  —  The  hydrant  body  must  be  made  of  cast  iron. 

Cast  Iron.  —  All  castii^  shall  be  made  from  a  superior  quahty  of 
iron,  remelted  in  cupola  or  air  furnace,  tough  and  even  grain,  and  shall 
possess  a  tensile  strength  of  22,000  lbs.  per  square  inch.  The  casting 
must  be  clean  and  perfect,  without  blow  or  sand  holes,  or  defects  of  any 
kind.    No  plu^ng  or  stopping  of  holes  will  be  allowed. 

Specimen  Bars.  —  Specimen  bars  of  the  metal  used,  each  being  26 
ins.  long  by  2  ins.  wide  and  1  in.  thick,  shall  be  made  without 
charge,  as  often  as  the  engineer  may  direct,  and  in  default  of  definite 
instructions,  the  contractor  shall  make  and  test  at  least  one  bar  from 
each  heat  or  run  of  metal.  The  bars  when  placed  flatwise  upon  supports, 
24  ins.  apart,  and  loaded  in  the  center,  shall  support  a  load  of  2200  lbs., 
and  show  a  deflection  of  not  less  than  0.35  of  an  inch,  before  break- 
ing; or,  if  preferred,  tensile  bars  shall  be  made  which  shall  show  a 
breaking  point  of  not  leas  than  22,000  lbs.  per  square  inch.  Bars 
must  be  cast  as  nearly  as  possible  to  the  dimensions  without  finishing, 
but  corrections  may  be  made  by  the  engineer  for  variations  in  width  and 
thickness,  and  the  corrected  result  must  conform  to  the  above  require- 
ments. 

Wrought  Iron.  —  All  wrought  iron  shall  be  of  the  beat  quality  of 
refined  iron  of  a  tensile  strength  of  at  least  45,000  lbs.  per  square 
inch. 

Composition  Metals.  —  All  composition  or  other  non-corrodible  metals 
used  to  be  of  the  best  quality,  to  have  a  tensile  strength  of  not  less  than 
32,000  lbs.  per  square  inch,  with  a  5  per  cent  reduction  of  area  at  break- 
ing point. 

Hose-Nipples.  —  Hose-nipples  must  be  of  bronze  or  suitable  non- 
corrodible  metal,  either  threaded  with  a  fine  thread  into  the  hydrants 
and  securely  pinned  in  place,  or  carefully  locked  and  caulked  in  place. 

Hose-threads.  —  Hose-threada  on  all  hydrants  to  be  installed  in  any 
^ven  community  must  of  necessity  be  interchangeable  with  those 
already  in  service,  but,  where  practicable,  threads  should  conform  to  the 
National  Standard  (Figs.  358  to  362). 
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HydraTiiseat.  —  The  seat  must  be  made  of  bronze  or  suitable  non- 
corrodible  metal,  securely  fastened  in  place. 

Gate-valve.  —  The  valve  must  be  faced  with  &  yielding  material,  such 
as  rubber  or  leather,  except  that,  if  of  the  gate  type,  a  bronze  ring  may 
be  used.  The  valve  must  be  designed  so  that  it  can  be  easily  removed 
for  repairs  without  digging  up  the  hydrant. 

Drip-valve.  —  A  positively  operating  non-corrodible  drip-valve  must 
be  provided  and  arranged  so  as  to  properly  drain  the  hydrant  when  the 
main  valve  is  closed.  The  seat  for  the  waste-valve,  which  must  be 
fastened  in  the  hydnuit  securely,  must  be  made  of  non-corrodible 
material.  All  other  parts  of  the  drip  mechanism  must  be  so  designed 
as  to  be  easily  removed  without  digging  up  the  hydrant. 

Operating-threads.  —  The  operating  threads  of  the  hydrant  must 
be  so  arranged  as  to  do  away  with  the  working  of  any  iron  or  steel 
parte  against  iron  or  steel.  Either  the  operating  screw  or  the  oper- 
ating nut  must  be  made  of  non-corrodible  metal,  and  sufficiently  strong 
to  perform  the  work  for  which  intended. 

Tap-nut.  —  The  stem  must  terminate  at  the  top  in  a  nut  of  pen- 
tt^;onal  shape,  finished  with  slight  taper  to  1)  in.  from  point  to  flat, 
except  for  hydrants  to  be  installed  where  existing  hydrante  have  differ- 
ent shape  or  size  of  nut,  in  which  case  the  additional  hydrants  must 
have  operating  nuts  similar  to  the  old  one  for  uniformity.  The  nut- 
socket  in  the  wrench  must  be  made  without  taper,  so  as  to  be  re- 
versible. 

Stuffing^ox.  —  The  stuffing-box  and  gland  must  be  of  bronze  or 
suitable  non-corrodible  metal,  or  bushed  with  bronze  or  suitable  non- 
t-orrodible  metal,  when  an  iron  or  steel  stem  is  used,  or  when  an  iron 
operating  stem  nut  passes  through  the  stuffing-box.  When  packing-nut 
is  used,  it  must  be  made  of  bronze  or  suitable  non-corrodible  metal. 
The  bottom  of  the  box  and  end  of  the  gland-  or  packing-nut  must  be 
slightly  beveled. 

OUind-boUs.  —  Gland-bolts  or  stubs  must  be  at  least  \  in.  in  diam- 
eter. Bolts  or  studs  may  be  either  of  bronze  or  suitable  non-corrodible 
metal,  iron  or  steel.  The  nute  must  always  be  of  bronze  or  suitable 
non-corrodible  metal. 

Hydrant-top.  —  The  hydrant-top  must  be  designed  so  as  to  make  the 
hydrant  as  weather-proof  as  possible,  and  thus  overcome  the  danger 
from  water  getting  in  and  freezing  around  the  stem.  Provision  must 
l>e  made  for  oiling  both  for  lubrication  and  to  prevent  corrosion.  A 
reasonably  tight  fit  should  be  made  around  the  alems. 

Lettering.  —  There  must  be  cast  on  ton  of  ^^  VydTai^*"'  ™  c\»iac:t«rB 
raised  J  in.,  an  arrow  at  least  21  ina,  \     a    and  ^ho  woiA  "o?en"  in 
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letters  |  in.  high  and  $  in.  in  relief,  indicating  direction  to  turn  to  open 
the  hydrant. 

Hose-caps.  —  Hose-caps  must  be  provided  for  all  outlets,  and  must 
be  securely  chained  to  the  barrel  with  a  chain  constructed  of  material 
not  less  than  |  in.  in  diameter. 

Cap-nu/.  —  The  hose-cap  nut  must  be  of  the  same  size  and  shape  bb 
the  top  or  operating  nut. 

Washer  in  Cap.  —  When  requested  by  the  purchaser,  a  leather,  rubber 
or  lead  washer  must  be  provided  in  the  hose-cap,  set  in  a  groove  to 
prevent  its  falling  out  when  the  cap  is  removed. 

Markings.  —  The  hydrant  must  be  marked  with  the  name  or  particu- 
lar mark  of  the  manufacturer.  All  letters  and  figures  must  be  caat  on 
the  hydrant  barrel  above  the  ground  line. 

Testing.  —  Hydrants  for  pressures  of  150  lbs.  or  less,  after  being 
asnembled,  shall  be  tested  by  hydrauUc  pressiu*  to  300  lbs.  per  square 
inch,  before  leaving  the  factory.  If  the  working  pressure  is  over  150 
ibs.  per  square  inch  the  hydrants  must  be  tested  to  twice  the  working 
pressure.  The  test  must  be  made  mth  the  valve  open,  in  order  to 
teet  the  whole  barrel  for  porosity,  and  strength  of  hydrant  body.  A 
second  test  must  be  made  with  valve  shut,  in  order  to  test  the  strength 
and  tightness  of  the  valve. 

Diredions  to  Open.  —  Hydrants  must  open  to  the  left  (counter  clock- 
wise) except  those  to  be  installed  where  existing  hydrants  open  to  the 
right,  in  which  case  the  additional  hydrants  must  turn  the  same  as  the 
old  ones  for  the  sake  of  uniformity. 

Spbcipications  for  Valves 

Castings.  —  All  iron  castings  shall  be  made  from  a  superior  quality 
of  iron,  remeltcd  in  cupola  or  air  furnace,  tough  and  of  even  grain,  and 
shall  possess  a  tensile  strength  of  22,000  lbs.  per  square  inch.  The 
castings  must  be  clean  and  perfect,  without  blow  or  sand  holes  or  defects 
of  any  kind.     No  plugging  or  stopping  of  holes  will  be  allowed. 

Test  Bars.  — ■  Specimen  bars  of  the  metal  used,  each  being  26  ins. 
long  by  2  ins.  wide  and  1  in.  thick,  shall  be  made  without  charge 
as  often  as  the  engineer  may  direct,  and  in  default  of  definite  instruc- 
tions, the  contractor  shall  make  and  test  at  least  one  bar  from  each  heat 
or  run  of  metal.  The  bars  when  placed  flatwise  upon  supports  24  ins. 
apart,  and  loaded  in  the  center,  shall  support  a  load  of  2200  lbs.,  and 
show  a  deflection  of  not  less  than  0.35  of  an  inch  before  breaking;  or  if 
preferred,  tensile  bars  shall  be  made  which  will  show  a  breaking  point 
of  not  less  than  22,000  lbs.  per  square  inch ;  bars  to  be  cast  aa  nearly 
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as  poasible  to  the  dimensionfi  without  finishing,  but  corrections  may  be 
made  by  the  engineer  for  variations  in  width  and  thickness,  and  the 
corrected  result  must  conform  to  above  requirements. 

Maker's  Name.  —  Each  valve  shall  have  the  maker's  name  cast 
upon  it. 

Wrought  Iron.  —  All  wrought  iron  used  shall  be  of  the  beet  guahty 
of  refined  iron,  of  a  tensile  strength  of  at  least  45,000  lbs.  per  square  inch. 

Composition  Metals.  —  AH  composition  metals  to  be  of  the  best 
quality,  and,  except  the  stems,  to  have  a  tensile  strength  of  not  lees  than 
30,000  lbs.  per  square  inch,  with  5  per  cent  elongation  in  8  diameters, 
and  5  per  cent  reduction  of  area  at  breaking  point. 

Face-jointa.  —  All  joints  shall  be  faced  true  and  smooth,  so  as  to 
make,  with  suitable  gaskets,  a  perfectly  watertight  joint. 

Fitting  and  Interchangeable  Parts.  —  The  fitting  of  all  parts  must  be 
such  as  make  perfect  joints,  and  all  parte  of  the  valves  of  the  suue  make 
and  the  same  size  shall  be  interchangeable. 

Valves  to  open  as  specified  by  the  engineer. 

BoUa  and  Nuts.  —  All  bolts  and  nuts  in  valves  to  be  made  from  the 
best  quality  of  double  refined  wrought  iron  or  steel,  heads,  nuts  and 
threads  to  be  standard  sizes. 

Kind  of  Valves.  —  Valves  shall  be  fully  mounted  with  bronze  or 
suitable  non<corrodible  metal,  and  be  either  of  the  double-disc  or  made- 
up  gate-type,  with  bronze  or  suitable  non-corrodible  metal  mounts 
wedging  devices,  or  have  wedge  shaped  gates  with  double  faces  and 
seats,  designed  to  work  equally  well  with  pressure  on  either  side  of  the 
gate.  The  gates  (or  discs)  shall  be  of  cast  iron  with  bronze  or  suitable 
non-corrodible  metal  faces.  These  faces  shall  be  machined,  dovetailed 
and  driven  into  corresponding  machined  grooves  in  gates  (or  discs)  or 
riveted  on  with  bronze  or  suitable  non-corrodible  metal  rivets. 

The  seats  for  composition  rings  in  body  of  valve  shall  be  turned  and 
threaded  before  rings  are  screwed  in. 

i'eoi-  and  GateTinga.  —Both  seat-rings  and  gate-  (or  disc)  rings  shall 
have  smooth  and  true  faces,  and  make  a  perfectly  watertight 
joint. 

Valves  shall  have  hub  ends  suitable  for  laying  with  classes  B  and  C 
American  Water  Works  Association  standard  pipe.  All  valves  24  ins. 
in  diameter  and  larger  shall  be  geared. 

By-passes.  —  Where  by-passes  are  required,  they  shall,  unless  other- 
wise specified,  be  of  the  following  sizes:  16-in.  valve,  3-in.  by-pass; 
18-in.  and  20-in.  valves,  3-in.  by-pass;  24-in.  and  30-in.  valves,  44n. 
by-pass;  36-in.  and  42-in.  valves,  6-in.  by-pass;  48-in.  valves,  8-in.  by- 
pass. 
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Weight.  —  Valves  without  by-passes  shall  be  approxim&t^y  not  less 
than  the  following  weighte  for  the  respective  sizes:  S-iQ.,  67  lbs.;  4-Iq., 
85  lbs.;  6-iii.,  180  lbs.;  8-in.,  255  lb».;  lO-in.,  400  lbs.;  12-in.,  600  lbs.; 
14-iB.,  780  lbs.;  16-in.,  900  lbs.;  18-in.,  1290  lbs.;  20-in.,  1700  lbs.; 
24-iii.,  geared,  2750  lbs.;  30-in.,  geared,  5200  lbs.;  3&-in.,  geared,  8500 
lbs.;  42-iD.,  geared,  12,000  lbs.;  48-in.,  geared,  18,000  lbs. 

Valve-etema.  —  Valve-stems  shall  be  made  of  solid  brass  or  suitable 
noD-corrodible  metal,  free  from  defects,  and  shall  have  a  tensile  strength 
of  not  less  than  45,000  lbs.  per  square  inch. 

Threads.  —  Threads  on  stems  to  be  square,  acme  or  \  V,  and  cut  in 
most  perfect  manner,  so  as  to  work  true  and  smooth  and  in  perfect  line 
throughout  the  lift  of  the  valve. 

Size  of  Stems.  —  Valve  stems  at  the  bottom  or  base  of  the  thread 
shall  not  be  less  than  the  following  sizes  in  diameter:  3-ia.  valve, 
}|  in.;  4-in.,  |{  in.;  5-in.,  f{  in.;  6-in.,  1  in.;  7-in.,  1  in.;  8-in.,  1  in.; 
9-in.,  IV^  in.;  10-in.,  1,\  in.;  12-in.,  IH  in.;  14-in.,  IH  in-!  l&-in., 
Ifi  in-;  18-in-,  'H  in.;  20-in.,  1(1  in.;  22-in.,  IH  in-;  24-in.,  IH  in.; 
30-in.,  2H  in.;  3&-in.,  2f|  in.;  42-in.,  2)1  in.;  48-in.,  SJJ  in. 

Wrench-nvi.  —  The  wrench  nut  on  stem  shall  be  2  ins.  square  with 
arrow  cast  on  showing  direction  which  valve  is  to  turn  to  open. 

PatJitin^.  — ■  All  iron  work,  after  being  thoroughly  cleaned,  to  be 
painted  throughout  with  asphaltum  vamish,  or  suitable  paint,  or  dipped 
in  suitable  coating  material. 

Testing.  —  Valves  must  be  tested  for  leakage  and  distortion  as  follows: 
On  double-disc  or  made-up  gate-type,  the  body  of  the  valve  shall  be 
drilled  and  tapped  with  a  hole  for  pipe  and  a  removable  plug  inserted; 
through  this  hole  an  hydraulic  pressure  of  300  lbs.  per  square  inch  shall 
be  applied ;  the  wedge-shaped  gate-type  by  an  hydraulic  pressure  of  300 
lbs.  per  square  inch  applied,  first  between  one  end  and  the  gate, 
second  between  the  opposite  end  and  the  gate,  and  third  in  the  bonnet 
with  gate  open. 
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<IDARD  SPECIFICATlOl 

AND  BOILER  STEEL 

Rbvi8i:d  April  21,  1914 

Structural  Steel 

Grades.  —  1.  These  specifications  cover  three  clEisBes  of  structural 
steel,  namely: 

Class  A  8t«el,  to  be  used  for  railway  bridges  and  ships. 

Class  B  steel,  to  be  used  for  buildings,  highway  bridges,  train  sheds 

and  similar  structures. 
Class  C  steel,  to  be  used  for  atructurai  rivets. 

I.  HAnUFACTOItE 

Process.  -—  2.  Steel  for  Classes  A  and  C  shall  be  made  by  the  open- 
hearth  process.  Steel  for  Class  B  may  be  made  either  by  the  open- 
hearth  or  by  the  Bessemer  process. 

n.  CHEMICAL  PROPERTIES  AITD  TESTS 
Chemical  Composition.  —  3.   The  steel  shall  conform  to  the  follow- 
ing requirements  as  to  chemical  composition : 


ClwA 

Cla»B 

Clu>C 

PhoapboruB,  max.,  per  rent: 

0,04 
0.06 

0,06 
0,08 
0.10 

0.05 

Ladle  Analyses.  —  4.  To  determine  whether  the  material  conforms 
to  the  requirements  specified  in  section  3,  an  analysis  shall  be  made  by 
the  manufacturer  from  a  test  ingot  taken  during  the  pouring  of  each 
melt.  A  copy  of  tljis  analysis  shall  be  given  to  the  purchaser  or  his 
representative,  if  requested. 
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Check  Analyses.  —  5.  A  check  analysis  of  Class  A  and  Class  C  steel 
may  be  made  by  the  purchaser  from  finished  material  representing  each 
melt,  in  which  case  an  excess  of  25  per  cent  above  the  requirwnents 
specified  in  section  3  shall  be  allowed. 


nL  phtsicaj:.  properties  ahd  tests 

Tension  Tests.  —  6.  The  steel  shall   conform  to  the  following 
requirements  as  to  tensile  properties: 


"is." 

C^B 

CbwC 

Tensile  atrength,  lbs.  per  eq.  in. 
Yield  point,  miQimum,  lbs.  per 

55,000-65,000 
0.5  tens.  etr. 
1.400.000t 

22 

55,000-65,000' 

0.5  tens.  etr. 

I,400,000t 
tens.  Btr. 

22 

46,000-66,000 

Elongation   in  8  in.,   min.,   per 
cent 

Elongation  in  2  in.,  min.,  per 

1.400.000 
tens.  Htr. 

Yield  Point.  —  7.  The  yield  point  shall  be  determined  by  the  drop 
of  the  beam  of  the  testing  machine. 

Modification  in  Tensile  Strength.  —  S.  Class  B  steel  may  have 
tensile  strength  up  to  70,000  lbs.  maximum,  provided  the  elongation  is 
not  less  than  the  percentage  required  for  65,000  lbs.  tensile  strength. 

Modificattons  in  Elongation.  —  9.  (a)  For  material  over  |  in.  in 
thickness,  a  deduction  of  1  from  the  percentage  of  elongation  in  8  in. 
specified  for  Classes  A  and  B  in  section  6  shall  be  made  for  each  increase 
of  J  in.  in  thickness  above  j  in.,  to  a  minimimi  of  18  per  cent. 

(b)  For  material  under  VV  in-  i"  thickness,  a  deduction  of  2.5  fnnn 
the  percentage  of  elongation  in  8  ins.  specified  for  Clasaes  A  and  B  in 
section  6  shall  be  made  for  each  decrease  of  iV  in-  in  thickness  below  fy  in. 

Character  (tf  Fracture.  — 10.  All  broken  tendon  test  specimens 
shall  show  a  silky  fracture. 

Bend  Tests.  —  11.  (a)  The  test  specimen  for  plates,  shapes,  and 
bars  shall  bend  cold  through  180  degrees  without  fracture  on  the  outside 
of  the  bent  portion,  as  follows :  For  material  I  in.  and  under  in  thickness, 
flat  on  itself;  for  material  over  J  in.  up  to  l\  ins.  in  thickness,  around  a 
pin  the  diameter  of  which  is  equal  to  1\  times  the  thickness  of  the  speci- 
men; and  for  material  over  1}  ins.  in  thickness,  around  a  pin  the  diam- 
eter of  which  is  equal  to  twice  the  thickness  of  the  specimen. 
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(b)  The  teat  specimea  for  pins  and  rollers  shall  bend  cold  through 
180  deg.  around  a  1^.  pin  without  fracture  on  the  outside  of  the  bent 
portion. 

(o)  A  rivet  rod  shall  bend  cold  Huough  180  degrees  fiat  on  itself  with- 
out fracture  oo  the  outmde  of  the  bent  portion. 

(d)  Bend  teste  may  be  made  by  pressure  or  by  blows. 

Test  Specimens.  —  12.  (a)  Tension  and  bend  test  specimens  shall 
be  taken  from  tbe  finished  rolled  or  forged  product,  and  shall  not  be 
annealed  or  otherwise  treated,  except  as  specified  in  section  13. 

(b)  Tension  and  bend  test  specimens  for  plates,  shapes  and  bars, 
eoEc^t  as  specified  in  paragrai^  (c),  shall  be  of  tiie  full  thickness  of 


material  as  rolled,  and  with  both  edges  milled  to  the  form  and  dimen- 
sions shown  in  Fig.  362,  or  may  have  both  edges  parallel. 

(c)  Tension  and  bend  test  specimens  for  plates  and  bars  (except 
eye^Hir  fiats)  over  1)  ins.  in  thickness  or  diameter  may  be  turned  or 
planed  to  a  diameter  or  thickness  of  at  least }  in.  fw  a  length  of  at  least 
9  in. 

(d)  Tension  and  bend  test  specimens  for  pins  and  roll«?  shall  be 
taken  parallel  to  the  axis,  1  in.  from  the  surface  of  the  bar.  Tension 
test  specimens  shall  be  of  the  form  and  dunensions  shown  in  Fig.  363. 
Bend  test  specimens  shall  be  1  in.  by  \  in.  in  section. 

(e)  Bivet  bars  shall  be  tested  in  full-size  section  as  rolled. 
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Annealed  Specimens.  —  13.  Test  specimens  for  material  which  ip 
to  be  amiealed  or  otherwise  treated  before  use,  shall  be  cut  from  properly 
anne&led  or  similarly  treated  short  lengths  of  the  full  section  of  the  piece. 

Number  of  Tests.  —  14.  (a)  At  least  one  tension  test  and  one  bend 
test  shall  be  made  from  each  melt.  If  material  from  one  melt  differs 
I  in.  or  more  in  thickness,  tests  shall  be  made  from  both  the  thiokeet  and 
the  thinnest  material  rolled. 

(b)  If  any  test  specimen  develops  flaws,  or  if  an  S-in.  tension  test 
specimen  breaks  outside  the  middle  third  of  the  ficauge  length,  or  if  a  2-in. 
tension  test  specimen  breaks  outside  the  gauge  length,  it  may  be  dis- 
carded and  another  specimen  substituted  therefor. 

(c)  Material  intended  for  fillers  or  ornamental  purposes  will  not  l)e 
subject  to  test. 

17.  PERMISSIBLE  VASIATIOnS  IN  WKGHT  ARD  GAUGE 

Permissible  Variatioiis.  —  15.    (a)  The  sectional  area  or  weight  of 

each  structural  shape  and  of  each  rolled-edge  plate  up  to  and  including 

36  ins.  in  width,  shall  not  vary  more  than  2.5  per  cent  from  theoretical 

or  specified  amounts. 

(b)  The  thickness  or  weight  of  each  universal  plate  over  36  ins.  in 
width,  and  of  each  sheared  plate,  shall  conform  to  the  schedules  of  per- 
missible variations  for  sheared  plates,  Manufacturers'  Standard  Practice, 
appended  to  these  specifications. 

(c)  The  weights  of  angles,  tees,  zees,  and  channeb  of  bar  sizes,  and 
the  dimensions  of  rounds,  squares,  hex^ons,  and  flats,  shall  conform 
to  the  Manufacturers'  Standard  Practice  governing  the  allowable  varia- 
tions in  size  and  weight  of  hot-rolled  bars. 

V.  FINISH 

Finish.  — 16.  The  finished  material  shall  be  free  from  injurious 
defects,  and  shall  have  a  workmanlike  finish. 


VL  HARKING 

MarUng.  —  17.  The  name  of  the  manufacturer  and  the  melt 
number  shall  be  l^bly  marked,  stamped,  or  rolled  upon  all  finished 
material,  except  that  each  pin  and  roller  shall  be  stamped  on  the  end. 
Rivet  and  lattice  steel  and  other  small  pieces  may  be  shipped  in  securely 
fastened  bundles,  with  the  above  marks  legibly  stamped  on  attached 
metal  tags.  Test  specimens  shall  have  thdr  melt  numbers  plainly 
marked  or  stamped.  v  < 
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vn.  msPBcnoN  aitd  rejection 

Inspection.  —  18.  The  inspector  repreaenting  the  purchaser  shall 
liave  free  entry,  at  all  times  while  work  on  the  contract  of  the  purchaser 
is  being  performed,  to  all  parte  of  the  manufacturer's  works  which 
concern  the  manufacture  of  the  material  ordered.  The  manufacturer 
shall  afford  the  inspector,  free  of  cost,  all  reasonable  faciUties  to  satisfy 
him  that  the  material  is  being  furnished  in  accordance  with  these  speci- 
fications. All  tests  and  inspection  shall  be  made  at  the  place  of  manu- 
facture prior  to  shipment,  and  shall  be  so  conducted  as  not  to  interfere 
unnecessarily  with  the  operation  of  the  works. 

Rejection.  —  19.  MateriM  which,  subsequent  to  the  above  tests  at 
the  mills  and  its  acceptance  there,  develops  weak  spots,  brittlenees, 
cracks  or  other  imperfections,  or  is  found  to  have  injurious  defects,  may 
be  rejected  at  the  shop,  and  shall  then  be  replaced  by  the  manufacturer 
at  his  own  cost. 

Boiler  Steel 

Grades. —  1.  There  shall  be  three  grades  of  steel  for  boilers, 
namely:  flange,  firebox,  and  boiler  rivet. 

I.  HAiniFAi:rnm£ 
Process.  —  2.  The  steel  shall  be  made  by  the  open-hearth  process. 

n.   CHBMICAI.  PROPERTIES  AMD   TESTS 
Chemical  Composition.  —  3.  The  steel  shall  conform  to  the  follow- 
ing requirements  as  to  chemical  composition : 


Etangnbi  nruidiwl 

Pl«w.-t«l 

nnboi  sMtl 

BoiJ«rtv« 

0.30-0.60 

0  w 

0,05 

0.30-0.50 

0.035 
CM 
0.04 

Phosphorus,  max.,  per  cent: 

Acid 

Sulphur,  max.,  per  cent 

0-O4S 

Ladle  Analyses.  —  4.  To  determine  whether  the  material  conforms 
to  the  requirements  specified  in  section  3,  an  analysis  shall  be  made  by 
the  manufacturer  from  a  test  ingot  taken  durii^  the  pouring  of  each 
melt.  A  copy  of  this  analysis  shall  be  given  to  the  purchaser  or  his 
representative. 

Check  Analyses.  —  5.  A  check  analysis  may  be  made  by  the  pur- 
chaser from  a  broken  tension  test  specimen  representing  each  plate  as 
rolled,  and  this  analysis  shall  conform  to  the  requirements  specified  in 
section  3. 


Digitized  by  Google 


m.  PHYSICAL  PROPERTIES  ASD  TESTS 
TensioQ  Tests.  —  6.  The  steel   shall  conform  to  the  following 
requirements  as  to  tensile  properties: 


Fl.>W«Ml 

nntuiiUel 

B«lerriv«t 

Tensile  strength,  lbs.  per  sq.  in, . 
Yield  point,  min.,  lbs,  per  sq.  in. 
Elongation  in  8  in.,  min.,  per 

cent 

56,000-65,000 
0.5  tons.  str. 

1,450,000* 
tens.  atr. 

52,000-60,000 
0.5  tens.  str. 

1,450.000' 

tens.  Htr. 

45,000-56,000 
0.5  tens.  str. 

1,450,000 

tens.  str. 

Yield  Point.  —  7.  The  yield  point  shall  be  determined  by  the  drop 
of  the  beam  of  the  testing  machiae. 

Modifications  in  Elongation.  —  8.  (a)  For  plates  over  j  in.  in 
thickness,  a  deduction  of  0.5  from  the  specified  percentage  of  elongation 
will  be  allowed  for  each  increase  of  J  in.  in  thickness  above  |  in.,  to  a 
minimum  of  20  per  cent. 

(b)  For  plates  under  fy  in.  in  thickness,  a  deduction  of  2.5  from  the 
percentage  of  elongation  specified  in  section  6  shall  be  made  for  each 
decrease  of  iV  iQ-  ii^  thickness  below  fy  in. 

Bend  Tests.  —  9.  (a)  Cold-bend  tests  shall  be  made  on  the  ma- 
terial as  rolled. 

(b)  Quench-bend  test  specimens,  before  bending,  shall  be  heated  to  a 
li^t  cherry  red  as  seen  in  the  dark  (about  1200  degrees  F.),  and 
quenched  in  water  the  temperature  of  which  is  about  80  degrees  F. 

(c)  Specimens  for  cold-bend  and  quench-bend  tests  of  flange  and 
firebox  steel  shall  bend  through  180  degrees  without  fracture  on  the 
outride  of  the  bent  portion,  as  follows;  For  material  |  in.  and  under  in 
thickness,  tl&t  on  themselves;  for  material  over  f  in.  up  to  Ij  ins.  in 
thickness,  around  a  pin  the  diameter  of  which  is  equal  to  the  thickness  of 
the  specimen;  and  for  material  over  1 J  ins.  in  thickness,  around  a  pin  the 
diameter  of  which  is  equal  to  1)  times  the  tliickness  of  the  specimen. 

(d)  Specimens  for  cold-bend  and  quench-bend  tests  of  boiler  rivet 
steel  shall  bend  cold  through  180  degrees  fiat  on  themselves  without 
fracture  on  the  outside  of  the  bent  portion. 

(e)  Bend  tests  may  be  made  by  pressure  or  by  blows. 

Test  Specimens.  —  10.  (a)  Tension  and  bend  test  specimens  for 
plates  shall  be  taken  from  the  finished  product,  and  diatl  be  of  the  full 
thickness  of  material  as  rolled.  Tension  test  specimens  shall  be  of  the 
form  and  dimensions  shown  in  Fig.  362.  Bend  test  specimens  shall  be 
1)  ins.  to  2}  ins.  wide,  and  shall  have  the  sheared  edges  milled  or  planed. 
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(b)  The  tenaion  and  bend  test  specimens  for  rivet  bars  shall  be  of 
the  fuU-eize  section  of  material  as  rolled. 

Number  of  Tests.  —  11.  (a)  One  tension,  one  cold-bend,  and  one 
quench-bend  test  shall  be  made  from  each  plate  as  rolled. 

(b)  Two  tension,  two  cold-bend,  and  two  quench-bend  tests  shall  be 
made  for  each  melt  of  rivet  steel. 

(c)  If  any  teat  specimen  develops  flaws,  or  if  a  tension  test  specimen 
breaks  outside  the  middle  third  of  the  gauge  length,  it  may  be  discarded 
and  another  specimen  substituted  therefor. 

IV.  PERMISSIBLB  VARIATIONS  IN  WEIGHT  AND   GAUGE 
Permissible  Variations.  —  12.   (a)  The  thickness  or  weight  of  each 
sheared  plate  shall  conform  to  the  schedule  of  permissible  variations. 
Manufacturers'  Standard  Practice,  appended  to  these  specifications. 

(b)  The  dimensions  of  rivet  bars  shall  conform  to  the  Manufac- 
turers' Standard  Practice  governing  allowable  variations  in  the  size  of 
hot-rolled  bars. 

V.  FIHISH 
Finish.  —  13.   The  finished  material  shall  bo  free  from  injurious 
defects,  and  shall  have  a  workmanlike  finish. 

VI.  MARXING 
Marking.  —  14.  The  melt  or  slab  number,  name  of  the  manufac* 
turer,  grade,  and  the  minimum  tensile  strength  for  its  grade  as  speci* 
fied  in  section  6  shall  be  legibly  stamped  on  each  plate.  The  mdt  or 
slab  number  shall  be  l^bly  stamped  on  each  test  specimen  representing 
that  melt  or  slab. 

Vn.  INSPECTION  AND  REJECTION 

Inspection.  — 15.  The  inspector  representing  the  purchaser  shall 
have  free  entry,  at  all  times  while  work  on  the  contract  of  the  purchaser 
is  being  performed,  to  all  parts  of  the  manufacturer's  works  which 
concern  the  manufacture  of  the  material  ordered.  The  manufacturer 
sh^l  afford  the  inspector,  free  of  cost,  all  reasonable  facilities  to  satisfy 
him  that  the  material  is  being  furnished  in  accordance  with  these  speci- 
fications. All  tests  and  inspection  shall  be  made  at  the  place  of  manu- 
facture prior  to  shipment,  and  shall  be  so  conducted  a^  not  to  interfere 
unnecessarily  with  the  operation  of  the  works. 

Rejection.  —  16.  Material  which,  subsequent  to  the  above  tests  at 
the  mills  and  its  acceptance  there,  develops  weak  spota,  brittlcness, 
cracks  or  other  imperfections,  or  is  found  to  have  injurious  defects,  may 
be  rejected  at  the  shop,  and  shall  then  be  replaced  by  the  manufacturer 
at  his  own  cost. 
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APPENDIX  IV 

SPECIAL  FIRE  mOTECnON  FOR  BUILDinGS* 

In  large  buildings,  used  for  offices,  factories,  etc.,  special  provision 
should  be  made  for  extinguishing  fires  as  soon  as  they  start.  Stand- 
pipes  to  which  fire-hose  with  nozzles  are  attached  at  each  Boor  are  usually 
placed  in  such  buildings,  and  are  connected  with  the  public  water  sup- 
ply, or  with  a  water  tank,  etc.  During  the  past  30  years  various  systems 
of  automatic  sprinklers  have  been  devised.  The  principal  feature  of 
these  inventions  is  a  system  of  pipes  with  automatic  sprinklers,  placed 
below  the  ceilings  of  the  different  fioors.  The  pipes  are  usually  kept 
full  of  water  under  pressure.  By  the  heat  of  the  fire  causing  the 
melting  of  fusible  solder,  used  in  their  construction,  the  sprinklers 
open  automatically,  and  discharge  water  near  the  site  of  the  fire. 
Short  descriptions  of  these  systems  are  given  below.  While  the 
details  are  usually  arranged  according  to  the  rules  «f  the  Naiiondl 
Board  of  Fire  Undenoritera,  the  connections  with  the  public  pipe 
system  come  under  the  supervision  of  the  engineer  or  superintendent 
in  charge  of  the  public  water-works. 

Stand-pipe  and  Hose.  —For  a  building  of  ordinary  height,  the  stand- 
pipes  are  usually  2  to  4  ins.  in  diameter,  and  are  connected  on  each 
floor  to  Ij-in.  hose  with  \-  to  J-in.  nozzles  of  galvanized  iron  or  brass. 

For  higher  buildings,  and  where  Siamese  connections  for  fire- 
engines  are  provided  at  the  street  level,  the  stand-pipes  should  be 
6  to  8  ins.  in  diameter,  and  the  hose  attached  at  each  floor  should  be 
2 J  ins.  in  diameter,  with  play  pipe  having  1-in.  or  Ij-in,  tip.  The 
hose  should  be  of  the  best  quality  of  linen,  in  50-ft.  lengths,  and  should 
be  kept  in  flat  folds  on  pin  racks,  and  not  on  reels,  which  would  make 
the  inspection  difficult.  In  city  buildings  having  fire-proof  stair- 
shafts,  the  stand-pipes  are  usually  placed  in  these  shafts. 

The  stand-pipes  should  always  be  full  of  water  with  at  least  30 
lbs.  pressure  per  square  inch  at  the  highest  level.  As  already  stated, 
the  supply  is  obtained  from  the  public  mains,  or  from  a  storage 
tank.  In  some  buildings  special  pumps  are  provided,  to  maintain 
the  required  pressure  in  the  stand-pipes  until  the  fire-engines  arrive. 

The  peiforated  pipe  system,  originally  devised  in  England,  and  in 
troduced  into  the  United  States  about  1852,  was  the  first  step  in- 

*  For  full  descriptions  of  the  means  used  for  protectiog  buildings  against  firm 
—  such  aa  automatic  sprinklers,  automatic  fire  alarms,  etc.  —  see  AuionvUic  Sprink- 
ler Protedion  by  Gorhom  Dana,  S.B,,  Boston,  Mass.,  1914;  Croaby-Fiake  Handbook 
of  Fire  Protection,  Louisville,  Ky.,  1914;  also,  Fire  Prtvenlimi  and  ProteciUm.  by 
A.  C.  Hutfion,  C.  E.,  3d  Edition,  New  York,  1916. 
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automatic  fire  protection.  Various  improvements  were  made  in  this 
system  by  James  B.  Francis,  M.  Am.  Soc.  C.  E.,  who  used  it  in  1859 
in  milts  in  Lowell,  Mass.  Francis  placed  the  pipes  close  to  the  ceiling, 
running  across  the  mill  in  the  center  of  each  bay.  The  pipes  were 
perforated  with  i^ir-in.  holes  which  were  placed  9  ins.  &part,  alternately 
on  different  sides  of  the  pipe  and  at  a  point  a  little  above  its  horizontal 
center.  By  this  arrangement  the  water  wet  the  ceilings,  as  well  as 
the  floors,  as  soon  as  the  gate-valve  at  the  stand-pipe  was  opened. 
In  order  to  reduce  the  friction  loss  of  the  water  in  the  pipes,  it  was 
found  necessary  to  make  the  area  of  the  pipe  at  any  point  about 
twice  the  area  of  the  perforations  which  were  to  be  supplied.  Various 
improvements  in  the  perforated  pipe  system  were  made  in  1870-1880 
by  W.  B.  Whiting,  Frederick  Grinnell,  Hall  Brothers,  ete. 

Pipe-scheme.  —  In  all  of  the  early  perforated  pipe  systems,  the 
same  general  scheme  of  piping  was  used.  Beginning  at  the  end  of  a 
room,  parallel  lines  of  pipe,  10  ft.  or  leas  apart,  were  placed  close  to 
the  ceiling,  the  diameter  of  the  pipes  being  f  in.  at  the  end  of  each 
line  and  increasing  according  to  the  rule  given  above.  These  lines 
of  pipe  connected  with  a  feed-pipe,  which  in  turn  was  enlarged  until 
the  riser,  or  upright  pipe  feeding  the  entire  floor,  was  reached.  The 
riser  passed  down  through  the  floors  or  on  the  outside  of  the  build- 
ing to  a  controlling  valve.  A  separate  riser  with  controlling  valve 
was  provided  for  each  floor  and  the  valves  were  located  in  a  group, 
being  labeled.  In  the  best  systems  these  valves  were  placed  in  a 
valve-house  at  a  safe  distance  from  the  building. 

Some  of  the  defects  of  the  perforated  pipe  system  are  that  the  small 
perforations  in  the  pipes  are  apt  to  be  closed  by  rust,  paint,  or  sedi- 
ment, that  the  water  is  not  concentrated  at  the  points  where  it  is  most 
needed,  and  that  the  system  cannot  be  tested,  for  evident  reasons. 
Trouble  occurred  occasionally  with  this  system  by  the  valves  being 
opened  through  error  or  malice,  or  by  their  leaking.  In  spite  of  these 
defects,  the  perforated  pipe  system  was  extensively  used  from  1862 
to  about  1885,  especially  in  New  England  cotton  mills,  untU  it  was 
superseded  by  automatic  sprinklers. 

Automatic  sprinkler  systems  consist  of  an  arrangement  of  pipes  to 
which  are  attached,  at  regular  intervals  of  about  10  ft.,  sprinklers; 
called  also  sprinkler-heads,  which  are  released  at  a  fixed  tempera- 
ture of  about  160  degrees  Fahrenheit,  and  distribute  a  stream  of  water. 
In  all  modem  sprinklers  this  releasing  is  accomplished  by  the  melting 
of  low-fusing  solder,  which  is  used  in  the  construction  of  the  device. 
In  some  of  the  older  types  of  sprinkler  heads,  the  relefising  was  done 
by  the  burning  of  a  cord,  the  explosion  of  gunpowder,  the  expansion 
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of  a  volatile  liquid  in  a  closed  receptacle,  or  the  expansion  of  w&x. 
None  of  these  devices  proved  to  have  practical  value  and,  at  present, 
fusible  solder  alone  is  used  for  releasing  the  sprinklers. 

Aubymatic  Sprinklers. — The  first  automatic  sprinkler-head  was 
invented  in  1864  by  Major  A.  Stewart  Harrison  •  of  the  British  Army. 
This  invention,  which  possessed  considerable  merit,  was  put  on  the 
market  without  being  patented.  Modifications  a,nd  improvements 
in  this  device  were  soon  made,  especially  in  the  United  States.  Since 
1872  more  than  450  United  States  patents  for  automatic  sprinklers 
have  been  taken  out.  Some  of  these  inventions  were  good  sprinkler- 
heads,  but  were  soon  superseded  by  better  devices.  Out  of  all  of 
these  automatic  sprinklers,  only  about  twelve  are  approved,  at  the 
present  time,  by  the  National  Board  of  Fire  Underwriters. 

Frederick  Grinnell,  of  Providence,  R.  I.,  invented  in  1882  a  sprinkler 
which  was  a  radical  departure  from  the  types  existing  at  that  time. 
Instead  of  using  a  nozzle  for  the  sprinkler  jet,  he 
adopted  an  orifice,  fy  in.  in  diameter,  formed  in 
a  thin  brass  plate  or  diaphragm,  which  was  in- 
serted in  an  enlargement  of  the  sprinkler  casting 
(Fig.  364).  The  head  is  pendent,  and  in  order  to 
strengthenthe  thin  brass  diaphragm,a  stiff  spring- 
plate  is  inseri^ed,  just  under  it,  so  as  to  insure  a 
strong  spring  action  to  the  levers,  and  to  prevent 
the  diaphragm  from  collapsing  when  the  sprinkler 
is  not  under  pressure.  The  edges  of  the  orifice 
in  the  diaphragm  are  bent  over  to  form  a  seat  ring 
about  J  in.  wide.  The  orifice  is  covered  by  a  valve, 

_      -a-  „.     ,.     which  is  made  in  one  piece  with  a  deflector  having 

Sprinkler.  projecting  teeth,  at  right  angles,  around  the  edge, 

for  distributing  the  water.  The  center  of  the 
deflector  is  depressed  and  filled  with  lead  to  form  the  valve.  A 
pair  of  compound  levers  serve  to  hold  the  valve  in  place.  The  first 
lever  is  held  at  one  end  by  a  notch  in  the  yoke,  and  at  the  other  end 
by  the  second  lever.  The  latter  is  hooked  under  a  notch  in  the  other 
side  of  the  yoke,  and  soldered  at  the  extreme  lower  end  by  fusible 
solder,  reinforced  by  an  L-shaped  piece  of  wire.  The  melting  of  the 
solder  releases  the  levers  and  the  valve,  thus  putting  the  sprinkler 
into  operation. 

The  Grinnell  head  soon  became  a  standard  sprinkler  and  was 
extensively  used.     It  is  one  of  the  few  early  sprinklers  which,  after 
numerous  improvements,  is  still  on  the  market. 
■  "Automate  Sprinkler  Protectiwi,"  by  Gorham  Dana,  SB.,  p.  13,  Boston,  1914. 
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In  Fig.  365  some  other  standard  sprinkler  beads,  in  which  the  valve 
closing  the  sprinkler  opening  is  held  in  place  by  levers  which  are 
locked  by  links  of  fusible  solder,  are  shown.*  The  usual  formula  for 
this  solder  is  as  follows:  i     j 

Bismuth,  4  parts;  lead,  2  parts;  cadmium,  1  par^;  tin,  1  part. 

The  solder  melts  at  a  temperature  of  160-]65  degrees  Fahrenheit. 

Pipe  Schemes.  —  Several  different  arrangements  of  distributing 
pipes  have  been  used  with  automatic  sprinkler  heads.  Henry  S, 
Parmelee  devised  the  so-called  tree  system  of  pipes.     He  placed  his 


KiG.  365.  —  Auto-Bprinklers, 

main  feed  pipes  about  20  ft.  apart,  and  connected  to  them,  at  inter- 
vlJs  oI  about  10  ft.,  f-in.  branch  pipes,  each  5  ft.  long.  This  brought 
the  sprinkler  heads  about  10  ft.  apart  in  each  direction.  By  this 
arrangement  each  sprinkler  was  placed  on  a  dead  end  and  was  not 
cooled  by  water  flowing  past  it  during  a  fire.  The  feed  pipe  was 
enlarged,  where  the  branch  lines  connected,  so  as  to  provide  sufficient 
capacity  to  feed  practically  all  of  the  sprinklers  on  a  floor,  at  the  same 
time.  Only  one  stand-pipe  was  used  for  all  of  the  floors,  and  it  was 
made  large  enough  to  supply  all  of  the  sprinklers  on  one  floor  simul- 
taneously. This  was  based  on  the  theory,  still  accepted,  that,  with 
rare  exceptions,  only  one  floor  will  be  on  fire  at  a  time. 

Fig,  366  shows  other  approved  plans  for  risers,  feed  pipes,  and 
sprinklers.  An  arrangement  of  open  sprinklers  with  one  hne  on  the 
outdde  of  the  building  under  the  cornice  is  sometimes  used. 

Two  methods  of  operating  sprinkler  system,  known  respectively  as 
the  wet  and  the  dry,  are  in  use.  In  the  former,  whicVi  va  the  safer 
arrangement,  the  whole  sprinkler  system  ij,  constantly  tviM  of  water 

*  For  deacriptions  of  other  standard  sprinkl^k  ig  see  "  \^\]<(f>tsu^  apr^ntlet 

Protection,"  by  Gorham  Dann,  H.B.,  Boston,  Ig.     tlP^'^ 
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under  pressure.  In  the  latter  system  the  water  ia  only  turoed  on  in 
case  of  fire. 

The  spacing  of  the  sprinklers  varies  greatly  according  to  the  con- 
struction of  the  ceiling  under  which  they  are  placed.  As  a  general 
rule,  the  sprinklers  should  be  so  located  that  each  will  not  have  to 
cover  over  80-100  sq.  ft.  of  floor  area.  The  sprinklers  should  poist 
upwards,  except  in  special  cases.  The  objections  to  having  them 
point  downwards  are:  They  are  apt  to  get  injured  by  blows;  they 
become  closed  with  aediment;  are  less  sensitive  to  heat  as  the 
solder  is  farther  from  the  ceiling,  and  they  cannot  be  drained. 

Pipes.  —  The  sizes  of  pipes  used  to  feed  the  sprinklers  followed, 
at  hisb,  closely  the  sizes  used  for  the  perforated  pipe  systems.  The 
standard  schedule  of  pipe  adopted  by  the  National  Fire  Protection 
Association  in  1905,  and  now  used  In  all  parts  of  the  coimtry,  is  given 
in  the  following  table: 


PIPE  SCHEDULE 


DiBI 

meWr^pipe. 

NuDibarolbeiHk 

DUmawrofpipt. 

inches 

NiusbtfoflHwk 

i 

1 

3 

36 

2 

31 

65 

4 

1) 

6 

5 

140 

10 

6 

300 

2i 

20 

-  The  above  table  is  based  upon  the  supposition  that  only  one  floor 
will  be  on  the  fire  at  a  time.  A  fire  that  will  open  a  large  number  of 
heads  or  more  than  one  floor,  at  a  time,  cannot  usually  be  controlled 
by  sprinklers. 

VaJves  and  FittiTigs.  —  A  suitable  gate-valve  must  be  provided  for 
every  sprinkler  system,  for  abutting  off  the  water  after  a  fire,  or  in 
case  of  leakage  or  repairs.  The  best  type  of  valve  for  this  purpose 
is  the  outside  screw  and  yoke  gate  which  shows  clearly  at  a  distance, 
by  the  position  of  the  stem,  whether  the  valve  is  open  or  closed, 
The  shut-off  valve  should  be  placed  as  far  as  possible  from  the  build- 
ing in  which  the  sprinkler  system  is  installed,  so  as  to  be  accessible, 
even  in  the  case  of  a  great  conflagration.  In  the  great  fire  at  Salem, 
some  of  these  valves  could  not  be  reached,  owing  to  their  proximity 
to  the  burning  buildings,  and  the  water  could  not,  therefore,  be  shut 
off,  in  some  cases,  after  the  fire  had  stepped.  Nor  could  the  street 
main  be  closed  in  the  fire  referred  to,  as  the  service-pipes  had  been 
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connected  directly  to  a  20-in.  miun  which  was  one  of  the  main  supply 
pipes  of  the  city.  This  shows  the  danger  of  tapping  the  main  feeders 
of  a  city's  pipe  system.  In  such  cases  a  smaller  parallel  main,  which 
could  eauly  be  shut  off  in  case  of  necessity,  should  be  laid  for  house 
connections. 

When  a  sprinkler  system  is  fed  from  two  different  sources,  a  check- 
valve  must  be  placed  in  each,  to  prevent  the  water  from  Sowing 
from  one  source  to  the  other.  The  best  kind  of  valve  for  this  pur- 
pose is  the  straightway  stoing  valve,  in  which  a  disc  is  hung  from  a  pivot 
in  such  a  manner  that  it  rests  normally  against  the  valve  seat,  which 
is  placed  at  a  ahght  angle  from  the  vertical,  and  only  opens  when  the 
water  comes  from  one  direction. 

Steamer  connections  should  be  provided  where  hre^ngines  are  avail- 
able, especially  where  the  other  supphes  have  not  much  pressure. 
Their  use  is  generally  restricted  to  large 
cities.  These  connections  are  usually  made 
for  2^  or  3-inch  hose,  and  each  should  be 
provided  with  a  stop^ate  and  a  check-valve. 
Frequently  these  connections  are  made  double 
(Siamesed)  (Fig.  367),  in  which  case  each  inlet 
must  be  check-valved  against  the  other. 

Automatic  fire  alarm  valves  should  be  con- 
nected with  all  automatic  sprinkler  systems. 
.  Harrison,  who  invented  the  first  sprinkler- 
head,  planned  to  have  an  alarm  valve  in  the 
sprinkler  system,  which  was  to  be  actuated 
by  the  flow  of  water,  when  a  sprinkler  was  in  operation.  Parmelee 
also  devised  an  automatic  alarm  valVe,  which  consisted  of  a  flapper 
check-valve,  placed  in  the  main  riser  near  its  base,  A  lever,  con- 
nected with  the  hinged  end  of  the  check-valve,  extended  through  a 
stuffing-box,  and  was  connected  by  a  wire  to  a  steam  whistle,  or  to  a 
mechanical  gong,  which  was  put  into  operation  the  moment  the 
check-valve  was  Ufted  by  the  flow  of  water. 

Many  improvements  have  been  made  in  these  devices.  One  of 
them  consists  in  making  the  alarm  valve  close  an  electric  circuit, 
which  causes  sn  electric  bell  to  sound  in  a  flre-engine  house,  or  some 
other  building. 
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APPENDIX  V 

FIRE  STREAM  TABLES 

National  Boabd  of  Fibx  Undxrwbitiibb 

EFFECTIVE  REACH  OF  FIRE  STREAMS 

Showing  the  Distance  in  Feet  from  the  Noule  at  which  Streams  will  do  Effective 

Work  with  a  Moderate  Wind  Blowing.    With  a  Strong  Wind  the  Reach  is 

Greatly  Reduced. 
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FRICTION  LOSS  IN  FIRE  HOSE 
n  Tests  of  Best  Quality  Rubber-lined  Fire  Hose  * 
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cement-lined-aDcl-coated,  132-126 
eement-moitar,  125 
concrete,  120 
rorge-wdded,  117 
lap-wdded,  IIS 
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Varona,  I.  M.  dc,  413 
Vegetable  growths  in  conduits,  447 
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Waste   of  water,  prevention,    in   New 
York,  48S 

in  WashinRton,  D.  C,  487 
Water  consumption,  3-3S 
American  cities,  i,  5 
based  upon  floor  area,  23 
Borough  of  Manhattan,  New  York,  24 
daily  variation,  It 
English  citiee,  6 
French  cities,  7 
German  ctties,  8 
hourly  variation,  10-13 
mpirimiim  ju  citicfl  and  towns  of  Mas- 
sachusetts, 12 
Metropolitan     District     o!     Boston, 
Mass.,  15-23 

domestic  use,  15 

mechanical  and  trade  purpoeea,  16, 
19 

public  purpoecB,  16,  IT 

public  schools,  ^ 

and  street  sprinkUng,  22 
public  schools  of  Syracuse,  N.  Y.,  22 
variations  in  rate,  10 
various  foreign  cities,  9 
Water-hammer,  experiments  on,  136, 137 
by  Carpenter,  136 
by  Jonkowsky,  N.,  137 
hy  Weston,  E.  B.,  136 
Water  meters,  503-552 
battery  system,  540 
boxes,  552-553 

Clark  meter  box,  662 

Ford  meter  box,  552 

the  Jersey  box,  562 
cUsaification,  603 
compound,  528 

currMit  meters,  SOS,  519-625,  646-563 
dial  extensions,  506 
disc  meters,  503,  514-52^ 
fir&Jine  meters,  626 
Gab  traps,  507 
house  meter,  603 
inferential  meters,  503 
meter  testers,  56&-567 
piston  meters,  503,  508 
positive  displacement,  603 
proportional  meters,  525 
registers,  505 
selling  meters,  507 


Water  meters,  testing  water  meters,  563- 
557,  666 
tests  for  water  meters  required,  667- 
S59 

by  Qeveland,  Ohio,  668 

by  New  York,  557 

by  Rochester,  N.  Y.,  668 
vertical  disc  meters,  630 
Water  meters,  descriptions  (rf,  603-667 
American  wat«r  meters,  508-641 

Crown  meter,  511 

Empire  meter,  513 

Eureka  meter,  524 

Gem  meter,  620 

Hersey  compound  meter,  529 

Hersey  detector  meter,  527 

Hersey  proportional  meter,  526 

Hersey  Torrent  meter,  525 

Lambert  disc  meter,  515 

manufacturers  of  disc  meters,  519 

Nilo  meter,  521 

Premier  meter,  535 

Simplex  meter,  530 

Trident  compound  meter,  527 

Trident  Crest  meter,  521 

Trident  disc  meter,  617 

Trident  Protectus  meter,  528 

Turbine  meter,  522 

Venturi  meter,  630 

Venturi  re^ster,  531 

Venturi  waste-detector,  634 

Worthington  piston  meter,  60S 

Venturi,  312,  337 
European  water  meters,  641-562 

Andrae  meter,  547 

Deacon  meter,  541 

Everett  met«,  544 

F^'ater  met«',  644 

Frost  Tavenet,  646 

Kennedy  meter,  642 

Michel  turbine  meter,  546 

Siemens,  Halske  meter,  548 

Van  Schinte!  meter,  647 

Woltmann  meter,  547-652 
Water  meter  testers,  559-567 
Clark,  562 
Ford,  563 
Mueller,  559 
National  Meter  Co.,  663 
portable  testing  apparatus,  566 
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Water  meter  teeUss,  Trident,  562 

Watertown  Arsenal,  teste  mode  at,  103 

Water  unaccount«d  for,  14 

Water  wasted,  17 

Watt,  James,  154,  155 

Wiggin,  Thoa.  H.,  84 

Williams,  Hubbell  and  Fenkel,  experi- 

meDta,  41 
WiUiama,  Gardner,  40,  41 
Wireless  pipe  locators,  4S4,  485 
Weisbach,  Julius,  40,  40 
Wertheim,  Otto,  274 
Westerly  reinforced  concrete  atandpipe, 
36ft-371 

concrete,  3SS 

construction,  36 
371 


floor,  368 

leakage,  368 

movable  inside  stage,  369 

steel  reinforcement,  367 

waterprooling,  369 
Wood,  R.  D.,  and  Co.,  96;  202 
Wood-stave  pipes :  proportions  of,  recom- 
mended by  A.  L.  Adams,  74 

advantages  of,  61 

bands  for,  70 

contmuous,  64 

Denver,  Col.,  pipes,  66 

design  of,  69-74 

durability  of,  4fi9 

Henny,  H.  C,  formulae  for,  70 

Hort^n,  Robt.  E.,  formulas  for,  70,  72 

Hull,  B.  H.,  built  early,  64 

laying,  63,  64 


Manchester,  N.  H.,  pipe,  64 

manufacture  of,  62 

North-Westem  Electric  Co.  pipe,  66 

Ontario  Power  Co.  pipe,  66 

aaw-kerf,  67 

shoes,  68 

QMcing  of  tmuls,  70 


Wood-stave  pipes,  specials  for,  59,  60 

tapping,  61 

water-works  using,  62,  66 

Wyckoff  pipe,  58-61 
Wooden  pipes,  msiatenaDce  of,  459 
Wrought  iron  and  steel  pipes,  97-122 

American  manufacturers  of,  117 

British  Board  of  Trade  rule,  113 

butt  jomte,  100 

caulking,  104 

chain  riveting,  101,  116 

Custer  joint,  122 

des^  of  riveted  pipes,  99 

drilling  rivet  holes,  100 

efficiencies  of  riveted  joints.  109-111 

English  riveted  jointe.  111 

expansion  and  contraction,  113 

expansion-joints,  114,  115 

failure  of  lap-welded,  117 

fullering,  112 

German  Lloyd's  rule,  113 

historical  notes,  97 

lap-jointe,  100 

lap-welded  pipes,  116 

lock  bar  pipes,  119 

Matheson  joint,  118 

piteh  of  rivets,  111-113 

punching  rivet-holes,  100 

reaming,  100 

rivet-heads,  103,  112 

rivet-holes,  100 

riveted  joints  for,  99 

riveting,  102 

siEe  of  rivets,  111 

specials  for  spiral  riveted.  116 

spiral  riveted,  114 

staggered  riveting,  101 

steel  pen-stock,  99 

steel  pipes,  98,  99 

st^el  siphon  pipes,  99 

wrought  iron  pipes,  98 

zig-zag  riveting.  101 
Wyckoff  water  pipe,  58-61 
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1808  1918 

R.  D.  WOOD  &  CO. 

PHILADELPHIA,  PENNSYLVANIA 
U.  S.  A. 


"SOURCE 

TO 

CONSUMER" 

CAST  IRON  PIPE  and  FITTINGS 

PUMPS 

HYDRANTS   and   VALVES 

INLET  PIPE  and  FITriNGS 

CHECK  VALVES  -  FOOT  VALVES 
VALVE  BOXES  -  FISH  TRAPS 

SCREENS  -  EXPANSION  JOINTS 

GAS  POWER  PLANTS 

The  Only  Organization  in 

THE  UNITED  STATES 

That  Manufactures  All  Water  Works 
Materials  At  One  Plant 
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Increase  of  Efficiency 
Better  Fire  Protection 
Reduction  of  Coal  Consumption 

Effected  by  the  Mechanical 

Cleaning  of  Water  Mains 

Attested  by 

The  Experience  of  Many  Water  Plants 

Full  in/ormalian  Will  be  sent  upon  request 

NATIONAL  WATER  MAIN  CLEANING  CO. 

NEW  KORK,  N.  Y. 


LOCK-BAR  STEEL  PIPE 


EAST  JERSEY  PIPE  CORPORATION 

WORKS 50   CHURCH   ST. 

PATERSON,  N.  J.  NEW  YORK  CITY 
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Build  for  the  Future— Use  Steel  Construction 

We  design,  manufacture  and  erect — 

Elevated  Steel  Water  Tanks 
Storage  Tanks 

Self  Supporting  Steel  Stacks 
All  classes  of  Heavy  Plate 
Metal  Work 

CHICAGO  BRIDGE  &  IRON  WORKS 

OFFICES: 

CMem  in..  lOHk  A  ThrOH  IH.  Ln  tavlai,  OI..  Mtm  W  W|. 

•n  Twt,  It  ).,  30  <»nrck  II.  tw  FiudMi.  CH ,  mil  IMf, 

kllu,  Tun.  FrMinH  lU*.  latt  LHu  ttH,  Wtk,  KnuiMi. 

jKtMi<llli.RkflorWaLlhM|-  ttaltlL  Wirt ,  L  C  taHh  IMf. 

Cfevlallt,  I.  C  InllT  Mr  (riMilUi.  H. 

htnH.  «leh..  FM  Mc  ItMtMin,  M.,  Ciuia. 


SHOPS; 

Ciirtral— ChlcMD,  HHmIi 
-IfHiitlli,  Pa.,  (Httttiinli  Dlililcl) 


Serviceable  EconomicaJ  Time-Saving 

'"Che  Ideal  TipaJwa})  [B"^" 

Last  word  in  hoiisiog  ■ 


0  permft  ol  rep«lrtnB 
0  RTSde  chauties-conTenleiit  [or  bnndlInK  -  qulckli^ 


£ 


THE  JERSEY  METER  BOX 

Trotecta  against  FROST  and  MEDDLERS. 

Permits  quick  reading  and  inspection. 
NO  BOLTS        -        -        NO  THREADS. 

We  also  nuke 

"Tin  PirlKt  Ciit  Bn'     "Tkl  Piriict  Giti  B«" 
-tdjistibli  (Hnllittliiii  Muliili Tips" 

nm  IIInUE  HHL  Wnu  la  a,  fo,  LHt,atnn  and  InfomelUm 

S.  E.  T.  VALVE  &  HYDRANT  CO. 

so  CHURCH  ST.,  Hudeon  Terminal  Bldg.  NEW  YORK  CITY 
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SIMPLEX  METER 

Adapted  for  use  with 

Venturi,  Pitot  Tubes 

and    V    Notch,    or 

Rectangular     Weirs. 

Simplex  Valve  &  Meter  Co. 

112    N.   BROAD   STREET 

PHILADELPHIA,  PA. 

PITTSBURGH-DES  MOINES 

ELEVATED  STEEL  TANK 

are  desifnied  and  constructed  to  meet  the  most  exacting 
requirements  in  connection  witb  n-ater  distributing  sys- 
tem. They  provide  a  reliable  storage  reservoir  for  any 
desired  elevalion.  are  quickly  erected  and  give  long 
service  and  their  use  with  Wnier  Supply  Systems, 
AutomatioPire  Protection  Systems,  and  Railway  Service 
is  the  sul^ject  of  our  latest  publication. 

TVWj  In/ormallon  mill  be/amlthtd  upon  re^iMif 
ffrfle  ovr  neantl  Salt,  Qffkt 

Pittsburgh -Des  Moines  Steel  Co. 

rmrtwili,  Ml  Gnrr  IMf.  OHem.  41 1  lorten  tt 

»m  Tgrt  CRf.  it  Clmt  It.  Sm  FnMlMa,  IM..  »4 1  UK  Mfc 

•Mti,  Til.,  124<  Pnirigrlii  IMf.    «*«>ctM.  1.  C.  HI  muMj  Mf. 

Des  Moines  Bridge  &  Iron  Co. 

9SS  TUTTLE  STREET  DES  MOINES,  lA. 

SHOPS: 

Plttiburgh.  Pa.  Da*  Mnlnai.  I>. 

Chalham,  Onl.  Canadian  Das  Molnai  Slaai  Co..  Ltd.,  340  Iniha*  Ava. 
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The  First  Necessary  Step 

In  conveying  water  from  main  to 
building  is  to  tap  the  main,  and 
to  do  this  properly,  satisfactorily 
and    permanently,   you    use    the 

MUELLER  WATER  MAIN 
TAPPING    MACHINE 

And  Mueller  Corporation  cocks, 
gCK>3enecks,  curb  cocks  and  curb 
boxes  ~  a  line  recognized  by 
all  water  works  men  as  abso- 
lutely dependable.  The  main 
is  tapped  without  shutting  oS. 

Ninety  per  cent  of  water  tapping  machines  used 
bear  the  name  MUELLER  ~  that  tells  you  how 
the  trade  regards  it-  practically  no  wear  out  to  it. 

All  Mueller  Goods  are  tested 
under  200  pounds  hydraulic 
pressure    and    Fully    Warranted. 

H.  MUELLER  MFG.  CO. 

DECATUR,  ILLINOIS 
New  York  City  San  Francisco  Samia,  Ontario 

MUELLER  METALS  CO. 

BraM  Bod  and  Tubing,  Brass,  Bronze  and  Aluminum  CaitiiigB,  Etc 
■  and  Component  Parts. 
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EDDY 

VAI  VES  AND  HYDRANTS 

The  Eddy  Fire  Hydrants  have  many  points  which 
should  appeal  to  the  progressive  water  works  super- 
intendent. For  instance,  in  it  a  damaged  valve  can 
be  replaced  in  a  few  minutes  and  at  a  slight  ex- 
pense. And  note  the  other  features: 
UmU  Ih.  ttMtHa  ta  »rakti.  »ol  >  4np  (t  «l«r  nt  U  Inl. 


JU  MlHtla  B(  lit  (M  it  1>»  Mrart  MtcXl' 
f  hrintf  CM  tin  Ai  nln  mhi*!  ■<*I  I>h  < 

111  «f  flWM  polali  irt  ul^Hi' tkom^Mr  la  •« 

THE  EDDY  VALVE 

The  Eddy  Vaive,  too,  has 
its  di»liiictive  and  indivi- 
dual feituree.  For  in«t- 
■nce,  the  double  disc  gatei 
are  free  to  adjust  them- 
selves  in    different   posi- 


tions every  li 


is  closed,  there l)y  keeping 
smooth  and   tight  faces. 

And  two  bronae  hooks  on  the  hall  loosely 
eng^ice  with   the   Rates  to  prevent  them 
from  spreading  at  the  top. 
The  center  bearinfc   gates  are   forced   to 
their   seats    with    equal    pressure   at    all 

Then  Js  a  good  dail  moK  uwriA  kiwelng 
oioal  BJdy  Valnf.  Fmlhtt  JetalU  will  he 
ttM  /or   iKt  aJfl'V- 

OTHER  EDDY  PRODUCTS 

The  E^dy  line  of  water  works  products  also  includes  Horizontal  and 
Vertical  Check  Valves,  Foot  Valves,  Hyd raid ically  Operated  Valves,  In- 
dicator Posts,  Sprinkler  Cart  Craues  with  Automatic  Drip  Valves,  Etc. 
U  (M*  9att  tr  Hm  ENi  I«lM  Cnnn  m  ■h>IicI««4  •■dmnlr  *l  WMitlMi  It*  Ttrt 

EDDY  VALVE  COMPANY 

WATERFORD,  N.  Y.,  U.  S.  A. 
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A  Sound  Investment 

When  the  above  installation  was  made  a  pipe  had  to 
be  used  which  could  resist  the  corrosive  effect  of  sea- 
water.  A  sound  investment  under  such  circumstan- 
ces could  be  made  by  specifying. 

U.  S.  Cast  Iron  Pipe 

"The    Pipe  That  Outlasts  The  Aires". 

It  not  only  gives  decades  of  service  under  ground  or 
water,  but  afterward  has  an  actual  salvage  value,  if 
ever  taken  up  to  enlarge  the  line. 
For  Water,  Sewer  or  Gas  Lines,  U.  S.  Cast  Iron 
Pipe  may  be  had  in  all  regular  sizes  from  8"  to  84" 
in    Bell  and   Spigot,    Flanged  and   Flexible  Joint. 

Send  For  Oar  Handbook,  Todag  I 

United  States  Cast  Iron  Pipe  &  Foundry  Co* 

758  E.  PEARL  ST.,  BURLINGTON,  N.  J. 

SALES  OFFICES: 
Philadelphia.  U31  Chestnut  St.  St.  Louis.  Security  Bldg. 

New  York,  Tl  Broadwa}'.  BlrmiDfcham.  Ala..  Amer. Trust BIdg. 

Pittsburgh.  Henry  W.  Oliver  Bldg.      San  Francisco,  Monadnock  Bldg. 
Chicago.  198  So.  Mich.  Blvd.  Buffolo.  95T  E.  Ferry  St. 

CfeveUnd,  Ohio,  1150  E.  Seth  St.,         Minneapolis,  Plymouth  Bldg. 
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ELIMINATES    EXPENSIVE   LABOR 

=^    AND    EQUIPMENT    == 

NO    CALKING NO    PACKING NO    GASKETS 


Curved  Line  Laid  with  Standard  Lengths  of  Universal  Pipe 

FOR  HIGH  AND  LOW  WATER  PRESSURE 
AND    ALL    GENERAL    PURPOSES 

ApprooaJ  for  Firm  Protection  Saim'ca  by  thm 
National  Board  of  pfft  Undrwritmn 

IHE  GOTEB&LftiMdSJBZCCfaHSIT 


".^^ 
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STILL  GOING  AHEAD 

Herewith  is  cut  of  one  of  the  most  important  tools  de- 
signed for  the  assistance  of  water  works  Engineers  and 
Superintendents.  Cuts  the  pipe,  places  the  desired  size 
valve  in  position  and  all  work  done  without  iHterruption 
to  the  supply. 


H^ 

" 

e  a  foe  Ullm  the 

WORCEi 

■  A. 

P 

SuiTH  Mfb.  Co.. 

tnis  ftir  Imtrlinf/a 


DUBUQUE,  lOl 

TBI  A.  P.  SiiiTHHro^  Ud. 
Ofntlemen ; 
I   im  ai 

President  o 

BBtlntsctlnn    ftnd  In   r>corcl 

break  Wf   b*(l  to  that  oti  ka  ftjKii  Ji»«.  r>ntf  all  tIA  llmi  /or  muaki  a  muk  mlH  It  0» 


iiniHI  UIE  II  FMItlZEt: 

li.  I-Fir  1%,  lit.   l-tL  vtn  inL  Hi.  1-Fii  Uli.,  H-li,  llii..  II-Il  Mn  wMk. 

M.  I-Fh  III..  1|.li„  IMiL  nht  nTk  Ni.  (-FN  14.|a  nht  wirt. 

The  latter  machine  is  now  'Rearing  completioa  and  we  expect  to  do  work 

If  you  have  an^  valves  to  initert,  get  in  touch  with  us.  We  will  he  glad  to 
name  prices  on  purchase  or  rental  basis. 

We  also  make  special  machines  for  various  water  department  work,  such  as 
the  well-known  Smith  Tapping  Machioea,  Corooratioa  Cock  losartios 
Machinaa,  Pip«  Cutters,  L*ad  Fumacas,  etc.,  and  are  always  niann&cturiiig 
high^class  Hjdranls  and  Valvaa  and  general  water  works  supplies. 

THE  A.  P.  SMITH  MFG.  COMPANY 

EAST  ORANGE,  N.  J. 
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UWITED    LEAD     COMPANY 

111  BROADWAY  NEW  YORK  CITY 

Ofia,  In  All  Prladt^  ClUa  SPECMLISTS  IN  LEAD  PRODUCTS 

LEAD  WOOL  SHEET  LEAD  TRAPS  AND  BENDS 

LEAD  ROPE  LEAD  PIPE  TIN  PIPE 

LEAD,  TIN,  BRASS  AMD  COPPER  LINED 

IRON  PIPE  ACID  RESISTLSG   VALVES 

ULCO    LEAD    ROPE  :      For  mHking  MeUlIic  Fucking  we  put  up  Lend 

Rope  in  smaller  sites.     This  materinl  is  sold  lubricated  or  aot,  as  requested. 

For  stuffing  bojtea  and  valve  stems  the  lead  rope  should  be  thoroughly  snlu- 

ratrd  with  graphite  and  oil.     For  making  gHskets  it  ie  wrapped  in  cheese 

cloth  and  saturated  nith  graphite  and  oil. 

LEAD  WOOL  1  Fur  calking  cast  iron  and  riveted  steel  pipe  for  gas  and 
water  mains,  (iince  it  ii  not  necessary  to  heat  it,  it  Cannot  shrink  like  a  cast 
lead  joint.     tJseft  extensively  for  hif^li  pressure  mains. 

LINED  PKU'DUCTS:  Lead,  tin,  brass  and  coppv  lined  iron  pipe— Fittings, 
lead  and  tin  lin^.  Banged  or  threaded.  All  of  this  class  of  products  lined  by 
the  United  process  which  inseparably  bonds  or  fuses  the  two  metals.  Let  ne 
help  you  figure  on  your  Water,  Acid,  or  Food  Product  piping  problems. 
Write  for  catafalgue. 

BABBITT  idETALS  :  All  lead,  tin,  antimony,  arsenic,  copper  alloys  for 
use  as  Bearing  or  Casting  Metals, 

f  itti  in  cAI^M  a  m  imVatK  rntM  It  wHcl  rtt  m  toUnMl 
"Anything  Aiadm  of  L*ad" 


The  Literature  of 
HYbRAULICS  AND  WATER  SUPPLY 


^1  our  shelves  is  the  most  complete  stock  oF  technical,  industrial, 
engineering  and  scientific  books  in  the  United  States.  The  technical 
HierattJte  of  evei^  trade  relating  to  road  work  is  well  represented, 
as  is  evet^  branch  of  Civil  Engineering. 

A  large  number  of  these  we  puUish  and  f<M'  an  ever  increasing 
number  we  are  the  sole  agents. 

ALL  YOUR  INQUIRIES  ARE  CHEERFULLY  AND  CAREFULLY 

ANSWERED  AND  COMPLETE  CATALOGS  AS  WELL 

AS  SPECIAL  USTS  ARE  SENT  FREE  ON  REQJJEST. 

D.  VAN   NOSTRAND  COMPANY 

PUtLISHERS  AND  BOOKSEUEItS 

15   PARK  PLACE  NEW   YC«K 
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For  Over  a  Quarter 

of  a  Century  the 

Name  of 

Coldwell-Wilcox 

haj  been  aaaocialed  with 
the  foremoit  and  best  in 

Waterworks 
Machinery 

We  manufacture  many 
forms  of  standard  water 
works  appliances — 

Sluice  Gates, 
Shear  Gates, 
Flap  Valves, 
Hoisting  Stand- 
ards, etc 

We  have  equipped   many 

of  the  largest  water  works 

and    hydro-electric  plants 

p   II  <    G  tc  ^^  *^^  United   States  and 

SixtyfivlsiurclG«*"tesomeIbo»eiyp«    Canada    with    our   Sluice 

were   manufactured  fur  the  New  Y  otk     gatCS    SOme   01    them    haVC 

Sr'c.'uk.rA^Sl.'..!'"  ""'°""    beeninusetorthirtyyears. 

COLDWELL-WILCOX  CO. 

NEWBURGH,  N.  Y. 
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INCORPORATED  -  1872 
PAID  FOR  LOSSES 

$96,971,238.06 

STATEMENT,  ^JANUARY  IV  1918. 
CAPITAL 

$2,000,000.00 

RESERVE   FOR    ALL    OTHER    LiABILJTIES 

12,92T,269.9 1 

NET   SURPLUS 

8,527,TI9.3I 


THE    SECURITIES    OF    THE    COMPANY    ARE    BASED    UPON    ACTUAL 

VALUES    ON     DECEMBER     31ST.     1917 
HAD     THE     BECURITIEe     BEEN     TAKEN     AT     THE     VALUES    AUTHORIZED     BV     THE 
NATIONAL     CONVENTION      OF     STATE      INSURANCE      COMMISSIONERS     THE 
ASSETS    AND    SURPLUS    WOULD    EACH     BE    INCREASED    BY     $2,321,032.00 

Home  Office,  One  Liberty  Street 
New  York  City 

Weitem  Dcpartmeni  Psoifio  Departmetit 

WALTER    H.  SAGE,  Gcianl   Uma«*r  eBORGE    H.   TYSON,    Gnoni    A««l 

INGRAM  ft  LKRGH.  Maui>n  IK  S>d»»  Siri.>i 
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